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Wot  some  time  past  the  editors  of  the  McGraw-Hill  Klectrical 
igineering  Texts  have  experienced  a  deraaiid  for  a  comprehen- 
sive text  covering  in  a  simple  manner  the  general  field  of  Electrical 
Engineering.  Accordingly,  these  two  volumes  were  writton  at 
their  request,  after  the  scope  and  general  character  of  the  two 
volumes  had  been  carefully  considered. 

'  As  the  title  implies,  the  books  begin  with  the  most  elementary 
conceptions  of  magnetism  and  current-flow  and  gradually  ad- 
vance to  a  more  or  less  thorough  discussion  of  the  many  types  of 
direct  and  alternating  current  machinery,  transmission  devices, 
etc.,  which  are  met  in  practice.  These  two  bookaare  intended  for 
Electrical  Engineering  students  as  a  stepping  stone  to  the  more 
advanced  Electrical  Engineering  Texts  which  are  already  a  part 
of  the  aeriea. 

These  two  volumes  should  be  useful  also  to  students  not  plan- 
ning to  specialize  in  the  electrical  engineering  field,  who  are  tak- 
ing courses  in  Electrical  Engineering  as  a  part  of  their  general 
training.  '  Such  men  often  find  difficulty  in  obtaining  detailed 
and  straightforward  discussions  of  the  subject  in  any  one  text 
and  the  brevity  of  their  course  does  not  give  them  time  to  assimi- 
late fragmentary  information  obtainable  only  by  consulting  a 
number  of  references.  Men  taking  foremen's  and  industrial 
,  courses  in  Electrical  Engineering,  which  as  a  rule  are  carried 
on  only  in  the  evening,  require  text  books  sufficiently  comprehen- 
8Qve,  but  at  the  same  time  not  involving  much  mathematical 
analysis.  Ordinarily,  this  type  of  student  does  not  have  ready 
accesB  to  reference  libraries  and  is  usually  out  of  contact  with  his 
inatructors  except  during  the  short  time  available  for  class-room 
work.  In  preparing  this  work  the  needs  of  the  foregoing  types 
of  students  have  Iwen  ca'rafully  kept  in  rnind  and  as  a  result,  a 
JilteriU.  use  of  figures  and  illustrative  problems  has  been  made. 
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Also  frequent  discussions  of  the  methods  of  making  measurements 
and  laboratory  tests  are  included. 

In  any  course  in  Electrical  Engineering,  even  though  it  be 
intended  for  non-electrical  engineers,  the  author  feels  that  the 
student  gains  little  from  a  hurried  and  superficial  treatment  of 
the  subject,  as  such  treatment  tends  only  to  develop  the  memoriz- 
ing of  certain  formulae  which  are  soon  forgotten.  Accordingly 
the  attempt  has  been  made  in  this  text  to  develop  and  explain 
each  phenomenon  from  a  few  fundamental  and  well-understood 
laws  rather  than  to  give  mere  statements  of  facts.  Such  treat- 
ment will  develop  the  student^s  reasoning  powers  and  give  him 
training  that  will  be  useful  in  the  solution  of  the  more  involved 
engineering  problems  that  may  arise  later  in  his  career. 

Throughout  the  text,  especially  in  the  treatment  of  the  more 
abstract  portions,  attempt  has  been  made  to  show  the  ultimate 
bearing  upon  general  engineering  practice.  The  student  takes 
more  interest  in  the  theory  when  he  sees  that  it  can  be  applied 
to  the  solving  of  practical  problems.  Because  this  work  is  not 
intended  for  advanced  students  in  Electrical  Engineering,  little 
or  no  calculus  is  used  and  the  mathematics  is  limited  to  simple 
equations. 

The  author  is  indebted  to  several  of  the  manufacturing 
companies  who  have  cooperated  in  the  matter  of  supplying  pho- 
tographs, cuts  and  material  for  the  text;  and  particularly  to  Pro- 
fessor H.  E.  Clifford  of  The  Harvard  Engineering  School,  for  his 
.  many  suggestions  and  for  the  care  and  pains  which  he  has  taken 
in  the  matter  of  editing  the  manuscripts. 

C.  L.  D. 

Harvard  University,  Cambridge,  Mass. 
January,  1920. 


CONTENTS 


Page 

Preface v 

CHAPTER  I 

Magnetism  and  Magnets 

1.  Magnets  and  Magnetism 

2.  Magnetic  Materials 

3.  Natural  Magnets 

4.  Artificial  Magnets 

5.  Magnetic  Field 2 

6.  Effect  of  Breaking  a  Bar  Magnet 3 

7.  Weber's  Theory 3 

8.  Consequent  Poles 5 

9.  Magnetic  Force 5 

10.  Pole  Strength 5 

11.  Lines  of  Force 6 

12.  Field  Intensity,  Electromagnetic 7 

13.  Flux  Density 7 

14.  Compass  Needle 8 

15.  Magnetic  Figures 10 

16.  Magnetic  Induction 11 

17.  Law  of  the  Magnetic  Field 12 

18.  Other  Forms  of  Magnets 13 

19.  Laminated  Magnets 14 

20.  Magnet  Screens 14 

21.  Magnetizing 15 

22.  Earth's  Magnetism 15 

CHAPTER  II 

Electromagnetism 17 

23.  Magnetic  Field  Surrounding  a  Conductor 17 

24.  Relation  of  Magnetic  Field  to  Current 18 

25.  Magnetic  Field  of  Two  Parallel  Conductors 19 

26.  Magnetic  Field  of  a  Solenoid 20 

27.  The  Solenoid 21 

28.  The  Commercial  Solenoid 22 

29.  The  Horseshoe  Solenoid 24 

•  • 

Vll 


viii  CONTENTS  ^ 

Pagb 

30.  The  Lifting  Magnet  .    .    .   ' 26 

31.  Magnetic  Separator 27 

32.  The  Magnetic  Circuits  of  Dynamos 27 

CHAPTER  III 

« 

Resistance 31 

33.  Electrical  Resistance 31 

34.  Unit  of  Resistance 32 

35.  Resistance  and  Direction  of  Current 32 

36.  Specific  Resistance  or  Resistivity -34 

37.  Volume  Resistivity 35 

38.  Conductance 36 

39.  Per  Cent.  Conductivity 36 

40.  Resistances  in  Series  and  in  Parallel 37 

41.  The  Circular  Mil 38 

42.  The  Cir.-mil-foot 39 

43.  Table  of  Resistivities 40 

44.  \ 

'    >  Temperature  Coefficient  of  Resistance 41 

46.  Alloys 43 

47.  Temperature  Coefficients  of  Resistance 43 

48.  Temperature  Coefficients  of  Copper  at  Different  Initial  Tem- 

peratures    43 

49.  The  American  Wire  Gage  (A.  W.  G.) 44 

50.  Working  Table,  Standard  Annealed  Copper  Wire,  Solid;  Ameri- 

can Wire  Gage  (B.  &  S.).     EngUsh  Units 45 

51.  Bare  Concentric  Lay  Cables  of  Standard  Annealed  Copper. 

English  Units 46 

52.  Conductors 46 

CHAPTER  IV 

Ohm's  Law  and  the  Electric  Circuit 48 

53.  Electromagnetic  Units 48 

54.  Nature  of  the  Flow  of  Electricity 49 

55.  Difference  of  Potential 51 

56.  Measurement  of  Voltage  and  Current 52 

57.  Ohm's  Law 53 

58.  The  Series  Circuit 54 

59.  The  Parallel  Circuit 55 

60.  Division  of  Current  in  a  Parallel  Circuit 56 

61.  The  Series-parallel  Circuit 58 

62.  Electrical  Power 58 

63.  Electrical  Energy 60 

64.  Heat  and  Energy 61 

65.  Thermal  Units 62 


CONTENTS  ix 

Paqb 

66.  Potential  Drop  in  Feeder  Supplying  One  Concentrated  Load    .     63 

67.  Potential  Drop  in  Feeder  Supplying  Two  Concentrated  Loads 

at  Different  Points 64 

68.  Estimation  of  Feeders 65 

69.  Power  Loss  in  a  Feeder .     67 

CHAPTER  V 

Battery  Electromotive  Forces — Kirchopf's  Laws 68 

70.  Battery  Electromotive  Force  and  Resistance 68 

71.  Battery  Resistance  and  Current 70 

72.  Batteries  Receiving  Energy 71 

73.  Battery  Cells  in  Series 73 

74.  Equal  Batteries  in  Parallel 73 

75.  Series-parallel  Grouping  of  Cells 75 

76.  Grouping  of  Cells 76 

77.  Kirchoff's  Laws 77 

78.  Applications  of  Kirchoff's  Laws 79 

79.  Assumed  Direction  of  Current 81 

80.  Further  Application  of  Kirchoff's  Laws 82 

CHAPTER  VI 

Primary  and  Secondary  Batteries 84 

81.  Principle  of  Electric  Batteries 84 

82.  Definitions 85 

83.  Primary  Cells 86 

84.  Internal  Resistance 87 

85.  Polarization 88 

86A.  Daniell  Cell 89 

86B.  Gravity  Cell 90 

87.  Edison-Lalande  Cell 91 

88.  Le  Clanch^  Cell .  91 

89.  Weston  Standard  Cell 92 

90.  Dry  Cells 94 

91.  Storage  Batteries 96 

92.  The  Lead  Cell.    . 97 

93.  Faure  or  Pasted  Plate 101 

94.  Stationary  Batteries 103 

95.  Tanks 103 

96.  Separators 104 

97.  Electrolyte 105 

98.  Specific  Gravity 106 

99.  Installing  and  Removing  from  Service 107 

100.  Vehicle  Batteries 108 

101.  Rating  of  Batteries 110 


X  CONTENTS 

» 

Page 

102.  Charging Ill 

103.  Battery  Installations 114 

104.  Temperature 114 

105.  Capacities  and  Weights  of  Lead  Cells 114 

106.  The  Nickel-iron-alkaline  Battery 115 

107.  Charging  and  Discharging 117 

108.  Applications 118 

109.  Efficiency  of  Storage  Batteries 118 

110.  Electroplating 120 

CHAPTER  VII 

Electrical  Instruments  and  Electrical  Measurements 122 

111.  Principle  of  Direct  Current  Instruments 122 

112.  The  D'Arsonval  Galvanometer ( 123 

113.  Galvanometer  Shunts 126 

114.  Ammeters .  128 

115.  Voltmeters 134 

116.  Multipliers  or  Extension  Coils 135 

117.  Hot  Wire  Instruments 136 

118.  Voltmeter-ammeter.  Method 137 

119.  The  Voltmeter  Method 139 

120.  The  Wheatstone  Bridge 141 

121.  The  SUde  Wire  Bridge 144 

122.  The  Murray  Loop 147 

123.  The  Varley  Loop 148 

124.  Insulation  Testing 150 

125.  The  Potentiometer 153 

126.  The  Leeds  &  Northrup  Low  Resistance  Potentiometer    .    .    .    .155 

127.  Voltage  Measurements  with  the  Potentiometer 157 

128.  The  Measurement  of  Current  with  Potentiometer 158 

129.  Measurement  of  Power 160 

130.  The  Wattmeter 161 

131.  The  Watt-hour  Meter 162 

132.  Adjustment  of  the  Watt-hour  Meter 165 

CHAPTER  VIII 

The  Magnetic  Circuit 169 

133.  The  Magnetic  Circuit 169 

134.  Ampere-turns ^ 170 

135.  Reluctance  of  the  Magnetic  Circuit 171 

136.  Permeability  of  Iron  and  Steel 173 

137.  Law  of  the  Magnetic  Circuit 174 

138.  Method  of  Trial  and  Error 175 

139.  Determination  of  Ampere-turns 176 

140.  Use  of  the  Magnetization  Curves 178 


141.  Magnetic  Calculations  in  Dynamos 179 

142.  Hysteresis. 181 

143.  Hysteresis  Loss 182 

144.  Linkages 183 

145.  Induced  Electromotive  Force .    .    .    .  184 

146.  Electroniotiye  Force  of  £elf  Induction.    . 186 

147.  Energy  of  the  Magnetic  Field Ifll 

148.  Mutual  Inductance 163 

149.  Magnetic  Pull 197 

CHAPTER  IX 

Electbostatics:  Capacitance.    , 198 

160.  Eleetroatatic  Charges 198 

151.  Electrostatic  Induction 199 

152.  Electrostatic  Lines 200 

153.  Capacitance 202 

154.  Specific  Inductive  Capacity  or  Dielectric  Constant 204 

155.  Equivalent  Capacitance  of  Condensers  in  Parallel 205 

156.  Equivalent  Capacitance  of  Condenaera  in  Series 206 

157.  Energy  Stored  in  Condensers 208 

158.  Calculation  of  Capacitance  ...    - 209 

159.  Measurement  of  Capacitance 211 

160.  CabtcTesting— Location  of  ft  Total  Disconnection 2lS 

CHAPTER  X 

Tub  Genbhator 215 

161.  Definition 215 

162.  Generated  Electromotive  Force 215 

163.  Direction  of  Induced  Electromotive  Force.     Fleming's  Right 

Hand  Rule 218 

164.  Voltage  Generated  by  the  Revolution  of  a  Coil.    ..,■....   219 

165.  Gramme  Ring  Winding 222 

166.  Drum  Winding 223 

167.  Lap  Winding 224 

16«.  Lap  Winding — Several  Coil  Sides  per  Slot 229 

169.  Paths  Through  an  Armature 230 

170.  Multiplex  Windings 233 

171.  Equalizing  Connections  in  Lap  Windings 236 

172.  Wave  Winding 238 

173.  Number  of  Brushes 24^ 

174.  Paths  Through  a  Wave  Winding 244 

175.  Usesof  the  Two  Types  of  Windings 246 

176.  Frame  and-Cores 249 

l^eld  Cores  and  Shoes 250 


^17^|leld  Cores 


xii  CONTENTS 

Paob 

178.  The  Armature 251 

179.  The  Commutator ....:...  253 

180.  Field  CoUs 254 

181.  The  Brushes 255 

• 

CHAPTER  XI 

Generator  Characteristics 257 

«^182.  Electromotive  Force  in  an  Armature  ' 257 

^83.  The  Saturation  Curve. 258 

■^184.  Hysteresis 260 

185.  Determination  of  the  Saturation  Curve .261 

;186.  Field  Resistance  Line 262 

187.  Types  of  Generators 263 

^88.  The  Shunt  Generator 264 

yi89.  Critical  Field  Resistance 265 

il90.  Generator  Fails  to  Build  Up, .266 

191.  Armature  Reaction 267 

192.  Armature  Reaction  in  Multi-polar  Machines 272 

193.  Compensating  Armature  Reaction 274 

194.  Commutation 276 

.  195.  The  Electromotive  Force  of  Self  Induction  . 280 

196.  Sparking  at  the  Commutator '  .    .  281 

197.  Commutating  Poles  (or  Interpoles) 285 

198.  The  Shunt  Generator — Characteristics 288 

199.  Generator  Regulation 292 

200.  Total  Characteristic 293 

201.  The  Compound  Generator 295 

202.  Effect  of  Speed .  299 

203.  Determination  of  Series  Turns;  Armature  Characteristic    ...  300 

204.  The  Series  Generator * 301 

205.  Effect  of  Variable  Speed  Upon  Characteristics 305 

206.  The  Unipolar  or  Homopolar  Generator 305 

207.  The  Tirrill  Regulator 306 

CHAPTER  XII 

The  Motor 309 

208.  Definition 309 

209.  Principle 309 

210.  Force  Developed  by  Conductor  Carrying  Current 310 

211.  Fleming's  Left-hand  Rule 311 

212.  Torque 312 

213.  Torque  Developed  by  a  Motor 313 

214.  Counter  Electromotive  Force 316 

215.  Armature  Reaction  and  Brush  Position  in  a  Motor 319 

216.  The  Shunt  Motor 321 


CONTENTS  xiii 

Paqb 

217.  The  Series  Motor 324 

218.  The  Compound  Motor 328 

219.  Motor  Starters 329 

220.  Magnetic  Blow-outs 338 

221.  Resistance  Units 338 

222.  Speed  Control 339 

223.  Railway  Motor  Control 346 

224.  Dynamic  Braking 347 

225.  Motor  Testing— Prony  Brake 348 

226.  Measurement  of  Speed 353 

CHAPTER  XIII 

Losses;  Efficiency;  Operation ;    .    .  355 

228.  Dynamo  Losses 355 

229.  Efficiency 359 

230.  Efficiencies  of  Motors  and  Generators 360 

231.  Measurement  of  Stray  Power 361 

232.  Stray  Power  Curves 363 

233.  Opposition  Test— Kapp's  Method 365 

234.  Ratings  and  Heating 368 

235.  Parallel  Running  of  Shunt  Generators 372 

236.  Parallel  Running  of  Compound  Generators 374 

237.  Circuit  Breakers 377 

CHAPTER  XIV 

Transmission  and  Distribution  of  Power 380 

238.  Power  Distribution  Systems 380 

239.  Voltage  and- Weight  of  Conductor 381 

240.  Size  of  Conductors 382 

241.  Distribution  Voltage 383 

242.  Distributed  Loads  .    .    : 383 

243.  Systems  of  Feeding 384 

244.  Series- Parallel  System. 385 

245.  Edison  3- wire  System — Advantages 385 

246.  Voltage  Unbalancing '. 388 

247.  Two-generator  Method 390 

248.  Storage  Battery 390 

249.  Balancer  Set 391 

250.  Three-wire  Generator 394 

251.  Feeders  and  Mains 395 

252.  Electric  Railway  Distribution 396 

253.  Electrolysis 397 

254.  Central  Station  Batteries 399 

255.  Resistance  Control 401 


266.  Counter  Electromotive  Force  CellB 401 

257.  End  Cell  Control 402 

258.  Floating  Battery 403 

259.  Series  Distribution 405 

APPENDIX  A 

Relationb  of  Units 407 

APPENDIX  B 

Specific  Gravities 408 

APPENDIX  C 

Tahlb  OP  TijRNs  pebSq_Ik.;  SoudLaveb Winding 409 

APPENDIX  D 

Cokrbnt-Cakeying  Capacity  IN  Amperes  OP  WiREH  AND  Cables  .    .  410 

Qdestionb  on  Chapter  I 411 

Phoblehs  on  Chaptbk  I 412 

Questions  on  Chapter  I'l 413 

Phobleuh  on  Chapteh  JI 414 

QTJBeTioNs  ON  Chapter  in 416 

PaoBLEMs  ON  Chapter  III 417 

Qdebtionb  ON  Chapter  IV tiO 

Problems  on  Chapter  IV 421 

quebtions  on  chapter  v 425 

Pbobleub  on  Chapter  V 427 

QnESTiONH  ON  Chapter  "VI 430 

Phoblems  ON  Chapter  VI 434 

Questions  ON  Chapter  Vll '. 438 

PaoBLEMs  ON  Chapter  VI 442 

guBHTioNS  ON  Chapter  VIII .^ 447 

Problems  ON  Chapter  VIII '.-.    ^   ........    ,  449 

Questions  ON  Chapter  IX '  .    .  465 

Fboblems  on  Chapter  IX 4S6 

Questions  -on  Chapteh  X '.    .  4fi8  - 

Problems  on  Ckaj'Ter  X 460 

Questions  on  Chapter  XI 461 

Phoblbmb  on  Chapter  XI 465 

QUEBTIONB  ON  Chapter  XII 467 

Problems  ON  Chapter  XIl  .' 470 

Questions  on  Chapter  XI 474 

Probjjims  on  Chapter  XI         476 

Questions  ON  Chapter  XIV 477 

Problems  on  Chapter  XIV 480 

Index 486 


A    COURSE    IN 

ILECTRICAL  ENaiNEERING 


\'OLUME    I 
DIRECT    CURRENTS 


t.-HAPTEU  I 


MAGNETISM  AND  MAGNETS 

1.  Magnets  and  magnetism  are  involved  in  the  oporalion 
of  practically  all  electrical  apparatus.  Therefore  an  understand- 
ing of  their  underlying  principles  is  essential  to  a  clear  conception 
of  the  operation  of  all  such  apparatus. 

2.  Magnetic  Materials. — Iron  (or  steel)  is  far  superior  to  all 
other  metals  and  substances  as  a  magnetic  material,  and  is 
practically  the  only  metal  used  for  magnetic  purposes.  Cobalt 
and  nickel  (and  some  of  their  alloys)  possess  magnetic  properties, 
which  are  far  inferior  to  those  of  iron.  Liquid  oxygen  is  also 
attracted  to  the  poles  of  magnets. 

3.  Natural  Magnets. — ^Magnetic  phenomena  were  first  noted 
by  the  ancients.  Certain  stones,  notably  at  Magnesia,  Asia 
Minor,  were  found  to  have  the  property  of  attracting  bits  of 
iron,  hence  the  name  magnets  was  given  to  these  magic  stones. 
The  fact  that  such  stones  had  the  property  of  pointing  north  and 
south,  if  suspended  freely,  was  not  discovered  until  the  tenth  or 
twf>lfth  century.  The  practical  use  of  such  a  stone  in  navigation 
gave  it  the  name  of  Lodeslone  or  leading  stone.  Natural  magnets 
are  composed  of  an  iron  ore  known  in  metallurgy  as  magnetite, 
having  the  chemical  composition  Fe304. 

4.  Artificial  Magnets. — If  a  piece  of  hardened  steel  be  rubbed 
with  lode.'itone,  it  will  be  found  to  have  acquired  a  very  appreci- 
ative ftinount  of  magnetism,  which  it  will  retain  indefinitely. 
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Such  a  steel  magnet  is  called  an  artificial  magnet.  Artificial 
magnets  commonly  derive  their  initial  excitation  from  an  electric 
current  as  will  be  shown  later.  If  a  piece  of  soft  steel  or  soft 
iron  be  similarly  treated,  it  retains  but  a  very  small  portion  of  the 
magnetism  initially  imparted  to  it. 

These  properties  make  it  desirable  to  use  hardened  steel  when  a 
permanent  magnet  is  desired  and  to  use  soft  iron  or  steel  when 
it  is  essential  that  the  magnetism  respond  closely  to  changes  of 
magnetizing  force.  It  is  found  that  even  hardetied  steel  ages 
or  loses  some  of  its  magnetism  with  time.  Where  a  high  degree 
of  permanency  is  desired,  as  in  electrical  instruments,  or  even  in 
magnetos,  the  ^nagnets  are  aged  artificially. 


Magnetic  field  about  a  bar  magnet. 


6.  Magnetic  Field. — It  is  found  that  magnetism  manifests 
itself  as  if  it  existed  in  lines,  called  liTies  of  magnetism  or  lines  of 
indticiion.  The  region  in  space  throi^h  which  these  lines  pass 
is  called  the  magnetic  field.  Further,  if  the  lines  of  induction 
of  such  a  field  be  determined  experimentally,  it  is  found  that 
they  seem  to  emanate  from  one  region  ©f  the  magnet  and  enter 
some  other  region  as  shown  in  F^.  1.  These  regions  are  called 
the  poles  of  the  magnet.  The  two  poles  are  distinguished  by 
the  position  which  they  seek  if  suspended  freely.  The  one  which 
points  north  is  called  the  north-seeking  pole  or  north  pole  for 
short,  and  the  other  the  south-seeking  pole,  or  south  pole.  In 
practice  it  is  assumed  that  the  lines  of  induction  leave  the  magnet 
at  the  north  pole  and  re-enter  it  at  the  south  pole.    Within  the 
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magnet  the  lines  of  induction  continue  from  the  south  tti  tin 
north  pole  eo  that  each  line  of  induction  forms  a  closed  loop, 
The  plane  half  way  between  the  poles  is  the  neutral  z 
equator  of  the  magnet.  No  magnetic  force  is  apparent  at  this 
point.  The  entire  path  through  which  the  lines  of  induction 
pass  is  called  the  magnetic  circuit. 

6.  Effect  of  Breaking  a  Bar  Magnet. ^Neither  a  north  pole 
nor  a  south  pole  can  exist  alone.  For  every  north  pole  there 
exists  an  equal  (but  opposite)  south  pole.  If  an  ordinary  bar 
magnet  be  broken  at  the  middle,  or  at  various  points,  each  frag- 


I  will  constitute  a  bar  magnet  having  its  noi'th  and  il.s 
ole  lying  in  the  same  respective  directions  eh  those  of  the 
original  magnet.  This  phrnomeuon  is  easily  explained  by  noting 
that  the  lines  of  induction  still  continue  to  pass  from  one  frag- 
ment to  the  next  adjacent  one,  and  in  so  doing  constitute  north 
and  south  poles  aa  ahfl^n  in  Fig.  2,  In  experimental  work, 
this  phenomenon  may  be  easily  illustrated  by  magnetizing  a 
highly  tempered  steel  knitting  needle  and  breaking  it  at  various 
points. 

7.  Weber's  Theory. — An  explanation  of  the  appearance  of  north 
^^^^^outb  poles  upon  breaking  a  magnet,  and  other  phenomena 

^L  i 
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occurring  in  the  magnetization  of  iron,  is  offered  by  Weber's 
Theory  which  has  been  expanded  by  Ewing.  The  molecules 
of  a  magnet  are  assumed  to  be  an  indefinitely  great  number 
of  very  small  magnets  as  shown  in  Fig.  3  (a).  Under  ordinary 
conditions  these  small  magnets  are  arranged  in  a  haphazard 
way,  as  shown  at  (a),  so  that  the  various  north  and  south  poles 
all  neutralize  one  another,  and  no  external  effect  is  produced. 
Upon  the  application  of  a  magnetizing  force,  however,  the  small 
magnets  tend  to  arrange  themselves  so  that  their  axes  are  parallel 
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Fig.  3. — Weber's  molecular  theory  of  magnets. 

and  their  north  poles  are  all  pointing  in  the  same  general  direc- 
tion as  the  magnetizing  force.  This  is  shown  in  Fig.  3  (6).  It 
is  evident  that  if  the  magnet  be  cut  along  the  line  XX,  Fig.  3  (c), 
a  new  north  and  a  new  south  pole  will  result,  which,  before  the 
fracture  took  place,  neutralized  each  other. 

This  theory  is  further  substantiated  by  grinding  a  permanent 
magnet  into  very  small  particles.  Each  of  the  small  particles 
possesses  the  properties  of  the  bar  magnet,  each  having  its  own 
north  and  its  own  south  pole.  Further,  the  theory  offers  a 
rational  explanation  of  saturation,  hysteresis,  etc.,  occurring 
in  iron  subjected  to  a  magnetizing  force.  This  will  be  considered 
later. 
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8.  Consequent  Poles-^Consoquent  poles  arc  occasionslly 
found  in  bar  inaRncts  where  dtffprcnt  portions  have  Iteen  rubbed 
by  a  north  pole,  or  a  south  pole,  or  when  exciting  coils,  acting 
in  opposition,  have  been  placed  upon  the  bar.  Consequent 
poles  are  in  reality  due  to  the  fact  that  the  bar  consists  of  two 
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Flu.  4. — CoiisiMiucnl  polcH. 

or  iiiorr  niiignets  arranged  so  that  two  north  or  two  south  pole? 
oxist  in  the  same  portion  of  the  magnet.  This  is  illustrated  in 
Fig.  4.  The  magnetic  field  shown  in  Fig.  11,  page  11,  is  in  a  way 
illustrative  of  the  field  resulting  from  consequent  poles.  In 
this  case,  however,  two  bar  magnets  are  used  and  a  small  air  gap 
exists  between  the  adjacent  north  poles. 

9.  Magnetic  Force. — When  a  freely  suspended  north  pole  is 
i>rought  in   the   vicinity   of   another 

north  pole,  it  is  repulsed,  whereas, 
if  a  8ou(h  pole  is  brought  in  the  pre- 
sence of  a  north  pole,  it  is  immediately 
attracted  toward  the  north  pole. 
South  polos  are  also  found  to  repel 
one  another.  From  this  it  may  be 
stated  that  like  poles  repel  one  another 
and  unlike  poles  atlmct  one  another. 

10.  Pole   Strength.— The  force   of 
attraction    (or     repulsion)     between 
two  given   poles  is  found  to  be  in- 
versely  as  the  square  of  the  distance  between  the  poles,  pro- 
vided   that   the    dimensions  of  the  poles  are  small  compared 

'     with  the  distance  between  them.     A  unil  magnetic  pole  is  one 
I    ^^ash  strength  that  if  placed  at  a  distance  of  one  centimeter  in 
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free  space  from  a  similar  pole  of  equal  strength  will  repel  n  vrith  a 
force  of  one  dyne. 

Pole  strength  is  measured  by  the  number  of  unit  poles  which, 
if  placed  side  by  side,  would  be  equivalent  to  the  pole  in  question. 

The  force  /,  existing  between  poles  may  be  formulated  as  follows : 

/  =  ~r^  dynes  (1) 

where  m  and  m'  are  the  respective  pole  strengths  (in  terms  of  a 
.  unit  pole)  of  two  magnetic  poles,  placed  a  distance  r  cm.  apart, 
as  shown  in  Fig.  5.     This  force  may  be  attraction  or  repulsion 
according  as  the  poles  are  unlike  or  like. 

Example. — Two  north  poles,  due  having  a  strength  of  500  units  and  the 
other  a  strength  of  150  units,  are  placed  a  distance  of  4  inches  apart.  What 
is  the  force  in  grams  acting  between  these  poles,  and  in  what  direction  does 
it  act? 

4  in.  =  4  X  2.54  =  10.16  cm. 

,      500  X  150       75,000       .„„  j 
^=    (10.16)^-  =-103.2-  =^28  dynes 

728 

Qj.^  =  0.741  gram.     Poles  repel  each  other.     Ans. 

11.  Lines  of  Force. — Thus  far  the  magnetic  field  has  been 
studied  only  with  respect  to  the  lines  of  magnetism  or  induction. 
If  a  single  north  pole  be  placed  in  such  a  field  two  effects  will  be 
observed. 

1.  This  pole  will  be  urged  along  the  lines  of  induction. 

2.  The  force  urging  this  pole  will  be  greatest  where  the  lineb  of 
induction  are  the  most  dense,  and,  moreover,  the  force  will  be 
proportional  to  the  number  of  lines  per  unit  area  taken  perpen- 
dicular to  the  lines  in  the  field  in  which  the  pole  finds  itself. 

From  these  statements  it  can  be  seen  that  lines  of  force,  similar 
to  lities  of  induction,  can  be  drawn,  to  represent  the  forces  at  the 
various  points  in  the  magnetic  field.  In  much  of  the  literature 
on  the  subject  lines  of  induction  and  fines  of  force  are  used  indis- 
criminately. The  fallacy  of  so  doing  is  immediately  apparent 
upon  considering  a  solid  bar  magnet.  The  lines  of  induction 
pass  completely  through  the  solid  metal  of  the  magnet,  whereas 
the  lines  of  force  terminate  at  the  poles.  To  be  sure,  a  magnet^  k 
force  does  exist  within  the  magnet,  but  this  force  can  be  de^y  A 
nn'nod  only  by  making  a  cavity  in  the  magnet,  and  the  *^ 
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acting  under  these  conditions  is  quite  distinct  from  that  in- 
dicated by  the  number  of  lines  of  induction  passing  through  the 
bar.  In  air,  however,  the  Hnes  of  force  and  the  Unes  of  induction 
coincide. 

12.  Field  Intensity. — It  has  been  stated  that  the  force  acting 
upon  a  magnetic  pole  placed  in  a  magnetic  field  is  proportional 
to  the  number  of  lines  of  induction  at  that  point.  Unit  field 
intensity  is  defined  as  the  field  strength  which  loill  act  upon  a  unit 
pole  with  a  force  of  one  dyne.  One  line  of  force  perpendicular  to 
and  passing  through  a  square  centimeter  represents  unit  field 
intensity.  Field  intensity  is  usually  represented  by  the  symbol 
H.  It  is  evident  that  if  a  pole  of  Tn  units  be  placed  in  a  field  of 
intensity  H,  the  force  acting  on  this  pole  is 


I  X  H  dj-nes 


(2) 


A  pole  placed  in  such  a  field  must  be  of  such  small  magnitude 
that  it  will  have  no  appreciable  disturbing  effect  upon  the  mag- 
netic field. 

13.  Flux  Density. — Flux  density  is  the  number  of  lines  of 
induction  per  unit  area,  taken 
perpendicular  to  the  induction. 
In  tree  space,  fiux  density  and 
field  intensity  are  the  same, 
numerically,  but  within  magnetic 
HLaterial  the  two  are  entirely 
different.  The  two  shoiUd  not  n^ju, 
be  ooufused.     The  unit  of  flux  ' 

density  (one  line  per  aq.  cm.)  is 
often  called  the  gaiiss,  but  the 
expression  "lines  per  square 
centimeter"  and  "lines  per 
square  inch"  are  more  often 
used  in  practical  work  when  ^"'■ 
speaking  of  flux  density. 

By  defimtion  the  force  exerted  by  a  unit  pole  upon  another 
unit  pole  at  centimeter  distance  in  air  is  always  one  dyne.  The 
field  intensity  on  a  spherical  surface  of  one  centimeter  radius 
most  then  be  unity  and  can  be  represented  by  one  line  per  square 
meter  over  the  entire  spherical  surface  as  shown  in  EVf,.  ?i. 
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Since  there  are  4ir  square  centimeters  upon  the  surface  of 
a  unit  sphere,  each  unit  pole  must  have  radiating  from  it  47r  = 
12.6  lines  of  force.  Fig.  6  represents  a  portion  of  a  spherical 
surface  of  one  centimeter  radius  and  shows  roughly  the  passage 
of  one  line  of  force  through  each  square  centimeter  of  surface, 
each  line  originating  in  the  unit  north  pole.  This  also  explains 
the  appearance  of  the  4t  term  so  often  encountered  in  magnetic 
formulae.  A  pole  having  a  strength  of  m  units  will  radiate  4irm 
lines  of  force. 

Example. — A  total  flux  of  200,000  lines  passes  in  air  between  two  parallel 

pole  faces,  each  8  cm.  square.     The  field  is  uniformly  distributed.     With 

what  force  (grams)  v,ill  a  pole,  having  a  strength  of  100  units,  be  acted 

upon  if  placed  in  this  field? 

200  000  ^ 

Flux  density  =        '  ^    =  3,120  lines  per  sq.  cm.  or  3,120  gausses.     Bein^ 

in  air  this  value  of  flux  density  also  equals  the  field  intensity,  H. 

f  =  mXH  =  100  X  3,120  =  312,000  dynes 

312,000       ^,„  . 

-  QCf^—  =  319 grams.     Ans. 

Example, — A  pole  having  a  strength  of  400  units  is  placed  at  the  center 
of  a  sphere  having  a  radius  of  3  cm.  What  is  the  flux  density  at  the  sur- 
face of  the  sphere  and  what  force  will  be  exerted  on  a  pole  of  10  units  placed 
at  the  surface  of  the  sphere? 

Total  lines  emanating  from  pole  =  400  X  4ir  =  5,020  lines. 

Area  of  surface  of  sphere  =  4irr2  =  4ir9  =  113  sq.  cm. 

Flux  density  =    l   ..-  =  44.4  gausses. 

Force  upon  pole  of  10  units  =  44.4  X  10  =  444  dynes. 

As  a  check,  the  force  may  also  be  determined  by  the  law  of  inverse  squaroH 

(s(^(>  Par.  10). 

vim'       400  X  10      '^.  , 

^  =     T^-  =     3"X  3"  =  ^^^  ^y'^^'- 

>  14.  The  Compass  Needle. — The  compass  consists  of  a  hard- 
ened steel  needle  or  small  bar,  permanently  magnetized  aud 
accurately  balanced  upon  a  sharp  pivot.  The  north-seeking 
end  or  north  pole  points  north,  and  the  south-seeking  end  points 
south.  The  north  pole  of  the  needle  is  usually  colored  blue  or 
given  some  distinguishing  mark.  With  the  exception  of  a  few 
used  for  lecture  purposes,  the  needle  is  enclosed  in  an-  air-tight 
case  for  mechanical  protection.  Mariners'  compasses  are 
mounted  carefully  upon  gimbals,  so  that  they  always  hang 
JoveL     Upon  steel  ships,  heavy  iron  balls  placed  near  the  compass 
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are  necesaary  to  compensate  for  the  magnetic  effect  of  the  ship 
itself. 

By    means    of    the    compass    the   polarity  of   a   magnet   is 
readily  determined.     The  south  pole  of  the  compass  points  to 


the  north  pole  of  the  magnet  as  shown  in  Fig,  7.  Likewise,  the 
north  pole  of  the  compass  points  to  the  souih  pole  of  the  magnet. 
This  action  of  the  compass  needle  follows  immediately  from  the 
law  that  like  poles  repel  and  unlike  poles  attract  each  other. 


Fio.  8. — Exploring  the  fvAA  about  a  b^ir  nmenet  with  u  caiupUEis. 

TIlis  is  very  useful  in  practical  work  for  it  enables  one  to  deter- 
mine tlie  polarity  of  the  various  poles  of  motors  and  generators 
and  to  show  if  the  exciting  coils  are  correctly  connected. 

Further,  t.he  compass  needle  always  tends  to  set  itself  in  the 

direction  of  the  magnetic  field  in  which  it  finds  itself,  the  north 

L-nd  of  the  needle  pointing  in  the  direction  of  the  lines  of  force  or 

L  'jMft*6tJc  lines.     Thia  is  illustrated   in  'Fig.  8.    "B^s  ^X^kCTii?,  ^ 
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Binall  compass  at  the  various  points  in  the  region  of  a  magnet, 
and  drawing  an  arrow  at  each  point,  the  arrow  pointing  in  the 
same  direction  as  the  needle,  the  field  around  the  magnet  may 
be  mapped  out  as  shown  in  Fig.  8.  In  mapping  out  a  field  in 
this  way  it  must  be  remembered  that  the  earth's  field  may  exert 
considerable  influence  on  the  compass  needle  in  addition  to  the 
effect  of  the  field  being  studied. 

16.  Magnetic  Figures.^If  a  card  be  placed  over  a  magnet  and 
iron  fiiiugs  be  sprinkled  over  the  card,  a  magnetic  figure  is  ob- 
tained.    Thi'  filiiig.-i  at  each  point  set  themselves  in  the  direction 


of  the  lines  of  force  at  that  point,  and  the  resultant  figure  shows   . 
in  very  close  detail  the  character  of  the  magnetic  field.     Fig.  9 
shows  the  magnetic  field  due  to  two  bar  magnets  placed  side  by  • 
side  and  having  unlike  poles  adjacent.     On  the  other  hand,  F^,  . 
10  shows  the  field  due  to  these  same  bar  magnets  when  like  poles  I 
are  adjacent.     It  will  be  not«d  in  F^.  9  that  the  lines  of  force  I 
Beem  like  elastic  bands  stretched  from  one  pole  to  the  other, 
acting  to  pull  the  unlike  poles  together.     In  Fig.  10  the  lines  of  I 
force  fi'om  the  two  Uke  poles  appear  to  repel  one  another,  indicat" 
ing  a  state  of  repulsion  between  the  poles.     Fig.  11  shows  thdd 
field  obtained  by  placing  the  bar  magnets  end  to  end,  having  tbC9 
two  north  poles  adjacent. 
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16.  Magnetic    Induction. — If  a  magnet   is    brought   near  a 
piece  of  soft,  n on- magnetized  iron,  the  piece  of  iron  becomes 


FiO.   II. — Magnetic  figure,  liko  N-polea  adjocenl. 


magnetized  by  induction.  If  the  north  pole  of  the  magnet  i 
brought  near  the  h-on,  a  south  pole  is  induced  in  that  part  of  the 
koeareet  the  inducing  magnet,  and  if  the  south  pole  of  the 
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magnet  is  brought  near  tUe  iron  a  north  pole  is  similarly  induced. 

This  is  illustrated  in  Fig,  12a.     From  the  foregoing,  the  ability  of 

lagneta  to  attract  soft  iron  is  readily  understood.    An  opposite 

feole  to  that  of  the  magnet  is  induced  in  the  iron,  and  these 

'  poles  being  of  unlike  polarity  are  then  attracted  toward 

fi  other. 

It  is  sometimes  noticed  that  if  a  comparatively  weak  north 
I  pole  be  brought  into  the  vicinity  of  a  strong  north  pole,  attraction 
t  between  the  two  results,  rather  than  the  repulsion  which  might 
I  be  expected,     Tliis  is  no  violation  of  the  laws  governing  the  at- 
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(traction  and  repulsion  of  magnetic  poles,  but  comes  from  the  faot 
Ithat  the  strong  north  pole  induces  a  south  pole  which  overpoweirs 
■  the  existii^  weak  north  pole  and  results  in  attraction.  In  this 
f  way  it  is  easy  to  reverse  the  polarity  of  a  compass  needle  by  hold- 
f  ing  one  end  too  close  to  a  strong  magnetic  pole  of  the  same 

polarity. 

For  a  sidtilar  reason,  when  two  bar  magnets  are  put  away  in  a 
I  box,  the  adjacent  ends  should  be  of  opposite  polarity,  as  shown 

in  Fig.  126.     They  will  retain  their  magnetism  better  under  these 

conditions.     When  a  horseshoe  magnet  is  not  in  use  a  "keeper" 

of  soft  iron  should  be  placed  across  the  poles. 

17.  Law  of  the  Magnetic  Field.^ — The  magtietic  field  alwa^ 

tends  to  so  conform  itself  thai  the  maximum  amount  of  Hux  is 

attained.     This  offers  further  explanation  of  the  attraction  of 
1  to  poles  of  magnets.     The  iron  is  drawn  toward  the  magnet 
t  so  that  the  magnetic  lines  may   utilize  it  as  a  part  of  their  return 
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path,  since  iron  conducts  these  lines  much  better  than  thf  air. 
This  is  illustrated  in  the  horseshoe  magnet  of  Fig.  14.  The 
lature  is  drawn  toward  the  poles  of  the  magnet,  and  the  return 


I 


— Ring  magnetB. 


path  through  the  air  is  materially  shortened,  so  that  the  number 
of  magnetic  lines  is  materially  increased.  The  maximum  flux 
exists  when  the  armature  is  against  the  poles. 

18-  Other  Forms  of  Magnets. — The  simple  bar  magnet  fre- 
quently is  not  suitable  for  practical 
work.  For  the  same  amount  of  material, 
other  forms  are  more  powerful  and  more 
compact.  Fig.  13  (a)  shows  a  closed 
ring  magnet.  All  the  magnetic  flux  is 
contained  in  the  ring  and  little  external 
effect  is  noted.  This  type  is  not  very 
useful.  However,  if  the  ring  be  cut  as 
shown  in  Fig.  13  (b),  a  north  and  a 
.south  pole  are  obtained.  A  piece  of 
soft  iron,  if  brought  near  this  gap,  will 
be  strongly  attracted  and  will  tend  to 
be  drawn  across  the  gap  and  thus  shorten 
the  length  of  the  flux  path. 

The  horseshoe  magnet,  shown  in  Fig. 
14,  is  very  useful,  for  two  reasons.  The  two  poles  being  near 
each  other,  a  comparatively  strong  field  exists.  Further,  if 
the  function  of  the  magnet  is  to  exert  a  pull  upon  an  armature, 
eftph  pole  is  equally  effective.  Fig.  118,  Chap- VII,  shows  a  horse- 
ignet  such  as  is  used  in  Weston  direct-current  instruments. 
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19.  Laminated  Magnets.— It  is  found  that  thin  steel  magnets  ' 
are  stronger  in  proportion   to  their  weight  than  thick   ones, 

I  For  a  given  amount  of  material  a  magnet  made  up  of  several 

laminations,  as  shown  in  Figs, 
1 15  and  16,  is  more  powerful 
I  than  one  made  of  a  single  piece 
l-of  metal.  Fig.  16  shows  the 
I  form  of  horse-shoe  magnet 
[generally    used     for    telephone 

and  ignition  magnetos. 

20.  Magnet  Screens. — There 
I  is  no  known  insulator  for  mag- 
netic    flux.       No     appreciable 
change  in  the  flux  or  in  the  pull 

I  of  a  magnet  is  noticed  if  glass, 
I  paper,   wood,   copper,   or  other 


I  Buch  material  be  placed  in  the  magnetic  field.  However,  it  is  often  ". 
[desirable  to  shield  galvanometers  and  electrical  measuring  J 
E  instruments  from  the  earth's  field  and  from  stray  fielils  tine  to  1 


generators,  conductors  carrying  currents,  etc.  This  is  done  I 
surrounding  the  instrument  with  an  iron  shell  as  shown  in  I 
This  shell  by-paases  practically  the  entire  flux  and  1 


MAGNETISM  AND  MAGNETS 


15 


prevents  it  from  affecting  the  sensitive  portions  of  the  instrument. 
The  smaller  the  openings  in  the-shell,  the  more  effective  the  screen- 
ing becomes.  Three  or  four  shells,  with  air  spaces  between,  are 
found  to  be  more  effective  than  one  shell  of  the  same  total 
thickness.  Such,  however,  are  used  only  in  connection  with 
the  screening  of  the  most  sensitive  galvanometers. 

21.  Magnetizing. — A  magnet  may  be  magnetized  by  merely 
rubbing  it  with  another  magnet.  The  resulting  polarity  at 
any  point  is  opposite  to  that  of  the  last  pole  which  came  in  con- 
tact with  this  point.  Therefore,  it  is  well  to  rub  one  end  with  the 
north  pole  of  the  inducing  magnet  and  the  other  end  with  the 
south  pole.  This  may  be  done  si 
ultaneously  by  the  "divided  touch" 
method  shown  in  Fig.  18.  It  is  ad- 
visable to  nib  both  sides  of  the  bar. 
Stronger  magnets  may  be  obtained 
by  placing  them   between  the  poles  ■ 


%^ 


Fig.  19. — ^Mttg  lie  tiling  a  horse- 
shoe   magnet    with    on    eleotro- 


of  a  very  powerful  electromagnet.  Fig.  19  shows  this  method 
of  magnetizing  a  horseshoe  magnet.  An  armatitfe  or  "keeper" 
should  be  placed  across  the  poles  of  the  horseshoe  magnet 
before  removing  it  from  the  electromagnet.  Magnetiza- 
tion may  also  be  produced  by  inserting  the  magnet  in  a 
suitable  exciting  coil  and  allowing  a  heavy  current  to  flow  in 
the  coil,  A  few  turns  of  low  resistance  wire  may  be  wound 
around  the  magnet  and  connected  in  series  with  a  fuse  to  the 
supply  mains.  Upon  closing  the  switch,  an  enormous  current 
passes  temporarily,  but  the  fuse  blows  immediately  and  prevents 
damage  to  the  electric  circuit.  The  heavy  rush  of  current  is 
usually  sufficient  to  leave  the  steel  in  a  strongly  magnetized 
condition. 

22.  The  Earth's  Magnetism. — The  earth  behaves  as  a  huge 
magnet,  the  poles  of  which  are  not  far  from  the  geographicala 
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poles.  The  north  magnetic  pole  (corresponding  to  the  south 
pole  of  a  magnet)  is  situated  in  Boothia  FeUx,  about  1000  miles 
from  the  geographical  north  pole.  The  south  magnetic  pole 
has  never  been  located  but  experiment  points  to  the  existence  of 
two  south  poles.  Due  to  the  non-coincidence  of  the  geographical 
and  magnetic  poles  and  to  the  presence  of  magnetic  materials 
in  the  earth,  the  compass  points  to  the  true  north  in  only  a  few 
places  on  the  earth's  surface.  The  deviation  from  the  true  north 
is  called  the  declination,  and  magnetic  maps  are  provided  show- 
ing the  declination  at  various  parts  of  the  earth.  At  New  York 
it  is  about  9°  west.  The  declination  undergoes  a  gradual  varia- 
tion from  year  to  year,  called  the  variation  change.  A  careful 
record  is  kept  of  this  secular  variation  and  scientific  measure- 
ments, such  as  are  made  in  astronomy,  surveying,  and  naviga- 
tion, must  be  corrected  correspondingly.  The  needle  undergoes 
a  very  small  daily  variation  and  an  annual  variation,  due  possibly 
to  the  influence  of  the  sun  and  the  moon. 

A  freely  suspended  and  balanced  needle  does  not  take  up  a 
position  parallel  to  the  earth-s  surface,  when  under  the  influence 
of  the  earth's  magnetism  alone,  but  assumes  a  position  making 
some  angle  with  the  horizontal.  This  angle  is  called  the  dip 
of  the  needle.  At  New  York  it  is  about  70**  North.  The  dip 
undergoes  changes  similar  to  those  in  the  variation.  The  field 
intensity  (total,  not  horizontal)  of  the  earth's  field  at  New  York 
is  about  0.61  C.G.S.  units,  although  this  value  changes  slightly 
from  time  to  time. 


rHAPTEU  II 
ELECTROMAGHETISM 


23.  Magnetic  Field  Surrounding  a  Conductor.^It  had  long 
been  suspected  that  some  relation  existed  between  electricity 
and  magnetism,  but  it  remained  for  Oersted  in  1819  to  show  that 
this  relation  not  only  existed  but  that  it  was  a  definite  relation. 


If  a  compass  be  brought  into  the  neighborhood  of  a  single 
conductor  carrying  an  electric  current,  the  needle  deflects, 
thus  indicating  the  presence  of  a  magnetic  field.  It  is  further 
observed  that  the  needle  always  tends  to  set  itself  at  right  angles 
to  the  conductor.     When  it  is  held  above  the  conductor,  the 


Fio.  22. — LinoB  of  force  i 
a  cylindrical  c  onduotor 
otit  wards. 


needle  points  in  a  direction  opposite  to  that  which  it  a 
when  held  beneath  the  conductor.  Further  investigation  shows 
that  the  magnetic  flux  exists  in  circles  about  the  conductor 
Cif  there  are  no  other  conductors  in  the  vicinityj  as  shown_in 
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Figs,  20,  21  and  22.  These  cucles  have  their  centers  at  the 
(tenter  of  the  conductor  and  their  planes  are  perpendicular  to 
the  conductor.  If  the  current  in  the  conductor  be  reversed, 
the  direction  in  which  the  connpass  needle  is  deflected  will  be  seen 
to  reverse  also,  showing  that  the  direction  of  this  magnetic  field 
is  dependent  upon  the  direction  of  the  current.  The  relation 
of  the  two  is  shown  in  Fig.  20.  The  fact  that  the  magnetic 
field  exists  in  circles  perpendicular  to  the  conductor  explains  the 
reversal  of  the  compass  needle  when  moved  from  a  point  above 
the  conductor  to  a  point  beneath  it,  for  the  direction  of  the  field 
above  the  conductor  must  be  opposite  to  that  beneath  the  con- 
ductor.    This  is  illustrated  in  Figs,  21  and  22.' 

The  experiment  shown  in  Fig.  23  is  illustrative  of  this  concen- 
tric relation  of  the  flux  to  the  conductor.  A  conductor  carrying 
a  current  is  brought  vertically 
down  through  a  horizontal  sheet 
of  cardboard.  Iron  filings 
sprinkled  on  the  cardboard  form 
concentric  circles.  (A  current 
of  about  100  amperes  is  neceB- 
sary  to  obtain  distinct  figureB.)  ■ 
If  four  or  more  compasses  are 
arranged  as  shown  in  Fig.  23, 
they  will  indicate,  by  the  di- 
rection in  which  their  needln 
point,  that  the  magnetic  Ungi 
are  circles  having  the  axis  of  the 
wire  as  a  center. 

24.  Relation  of  Magnetic 
Field  to  Current. ^A  definite  re- 
lation exists  between  the  direc- 
tion of  the  current  in  a  conductor 
and  the  direction  of  the  magnetic 
There  are  two  simple  rules  by 


&P=^ 


X 


y 


field  surrounding  the  conductor. 

which  this  relation  may  be  remembered. 


'  A  circle  having  a  crosa  inside  (ffi)  indicates  that  the  current  ia  flowing' 
into  the  paper,  and  represents  the  feathered  end  of  an  arrow.  A  cir^ 
having  a  dot  at  the  center  (QJ  indicates  thiit  the  current  ia  flowing  out  q( 
the  paper,  and  represents  the  approaching  tip  of  an  arrow. 
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Rule. — Grasp  the  conductor  in  the  riglit  hand  with  the 
thumb  pointing  in  the  direction  of  the  current.  The  fingers  will 
then  point  in  the  direction  of  the  lines  of  force  (Fig,  24). 


Corkscrew  Rale. — The  direction  of  the  current  and  that  of  the 
resulting  magnetic  field  are  related  to  each  other  as  the  forward 
travel  of  a  corkscrew  and  the  direction  in  which  it  is  rotated. 

This  last  rule  is  probably  the  most  commoij  and  the  most  easily 
remembered.  However,  it  must  not  be  inferred  from  this  rule 
that  the  magnetic  field  exists  in  spirals  about  the  conductor. 
It  exists  actually  in  planes  perpendici-lar  to  the  conductor. 


'  Vie.  as.^Magimtio  field  ftljout  t 
parallel  eoiiductors — purrcnl.  in  sa 
direntioD. 


Fid.  26.— Mugnetid  Gi 
parallel  conduotors — current  ii 
site  direations. 


26.  Magnetic  Field  of  Two  Parallel  Conijuctors. — When  each 
of  two  parallel  conductors  carries  an  electric  current,  flowing 
in  the  same  direction,  there  is  a  tendency  for  the  two  conductors 
to  be  drawn  together.  The  reason  for  this  is  obvious.  In 
Fig.  25  the  lines  of  force  encircle  each  conductor  in  the  same 
direction  (corkscrew  rale)  and  the  resultant  field  is  an  envelope 
of  lines  tending  to  pull  the  conductors  together.  Further 
reason  for  this  attraction  is  given  by  the  rule  of  Par.  17  stating 
tiiat    the  magnetic   field  tends  to  so  conform  itself  that  the 
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number  of  magnetic  lines  is  a  maximum.  The  pulling  together 
of  the  conductors  reduces  the  length  of  path  abed  through  which 
the  lines  must  pass.  The  field  due  to  each  conductor  separately 
is  still  circular  in  form  but  the  resultant  magnetic  lines  are  no 
longer  circular,  as  is  shown  in  Fig.  25. 

In  Fig.  26  are  shown  the  conditions  which  exist  when  two 
parallel  conductors  carry  current  in  opposite  directions.  The 
magnetic  lines  are  circles,  but  these  circles  are  not  concentric 
either  with  one  another  or  with  the  conductor.  The  lines  are 
crowded  between  the  conductors  and  therefore  tend  to  push  the 
conductors  farther  apart.  Again,  when  the  conductors  sepa- 
rate, the  area  through  which  the  flux  passes  is  increased,  so  that 
the  magnetic  circuit  in  this  case  also  tends  to  so  conform  itself 
that  the  magnetic  flux  is  a  maximum. 

From  the  foregoing,  the  following  rules  may  be  formulated. 
Conductors  carrying  current  in  the  same  direction  tend  to  be  drawn 
together;  conductors  carrying  current  in  opposite  directions  tend  to 
be  repelled  from  each  other. 

All  electric  circuits  tend  to  take  such  a  position  as  will  make 
their  currents  parallel  and  flowing  in  the  same  direction. 
This  effect  is  especially  pronounced  in  modern  large  capacity 

power  systems.  Bus-bars  have 
been  wrenched  from  their 
clamps;  transformer  coils  have 
been  pulled  out  of  place  and 
transformers  wrecked  by  the 
forces  produced  by  the  enormous 
currents  arising  under  short 
circuit  conditions. 

26.   Magnetic    Field    of     a 
Solenoid. — If  a  wire  carrying  a 
current  be  bent  into  a  loop  a 
field  similar  to  that  shown  in 
Fig.  27  is  obtained.     This  mag- 
netic field  has  a  north  pole  and  a 
south  pole  which  possess  all  the 
properties  of  similar  poles  of  a  short  bar  magnet.     A  compass 
needle  placed  in  this  field  assumes  the  direction  shown,    the 
north  pole  pointing  in  the  direction  of  the  magnetic  lines. 


Fia.  27. — Magnetic  field  produced  by 
a  single  turn. 
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27.  The  Solenoid. ^An  electric  conductor  wound  in  the  form 
of  a  helix  and  carrying  current  is  called  a  solenoid.  A  simple 
solenoid  and  the  magnetic  field  produced  within  it  when  current 
flows  through  the  conductor  ia  shown  in  Fig.  28.  The  solenoid 
may  be  considered  as  consisting  of  a  large  number  of  the  turns 


;;  ficfd  prudiKied 


helu  'J! 


shown  in  Fig,  27  placed  together.     The  solenoid  winding  may 
consist  of  several  layers  as  shown  in  Fig,  30, 

The  relation  of  the  direction  of  the  flux  within  the  solenoid 
to  the  direction  in  which  the  current  flows  in  the  helix  may  be 
determined  by  the  hand  rule,  or  by  the  corkscrew  rulo  of  Par.  24. 


Another  simple  method,  is  shown  in  Fig.  29.  where  the  arrows 
at  the  ends  of  the '  W  and  the  ".S"'  show  the  direction  of  current 
in  the  coil.  For  example,  when  looking  down  upon  a  north  pole 
the  ciurent  direction  in  the  coil  will  be  counter-clockwise  as  shown 
by  the  "N;"  when  looking  down  upon  a  south  pole  the  direction 
tt  flic  exciting  current  will  be  clockwise  as  shown  by  the  "S." 
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28.  The  Commercial  Solenoid. — The  aolenoid  is  used  in 
practice  for  tripping  circuit  breakers  (Par.  237),  for  operating 
contactors  in  automatic  m,otor  atarters  (Par.  219),  for  operating 
voltage  regulating  devices  (Par,  207),  for  arc  lamp  feeds  (Chap. 
XIII,  Vol.  II),  for  operating  valves,  and  for  numerous  other 
purposes.     In  practically  all  instances  a  soft  iron  (or  steel)  plung- 


Fia.  30. — Simple  solenoid  and  plunger. 

er  or  armature  is  necessarj  to  obtain  the  tractive  pull  required  of 
the  solenoid.  The  operation  of  a  solenoid  and  plunger  is  indicated 
in  Fig.  30.  The  flux  due  to  the  solenoid  produces  magnetic  poles 
on  the  plunger.  The  pole  nearer  the  plunger  will  be  of  such  sign 
that  it  will  be  urged  along  the  lines  of  force,  (see  Par.  11)  and  in 
such  a  direction  as  to  be  drawn  within  the  solenoid. 


d  and  plunger  with  stop. 


A  position  of  equilibrium  is  reached  when  the  center  of  the 
plunger  reaches  the  center  of  the  solenoid  (Fig.  30).  Fig.  31 
shows  an  "iron-clad"  solenoid  commonly  used  for  tractive 
work.  The  iron-clad  feature  increases  the  range  of  uniform 
pull  and.  produces  a  very  decided  increase  of  pull  as  the  plunger 
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approaelies  the  end  of  the  stroke.     When  a  stop  "o"  is  used, 
the   solenoid   becomes   a   plunger   electromagnet.    This  changes 

IB  '  "  'Di«lanceD-InL-he»  ~ 

I  Fra.  32.— Pull  of  Bolonpid  on  plunger. 

e  characteristics  of  the  solenoid  in  that  the  maxunum  pull 
now  occurs  when  the  end  of  the  plunger  Is  near  the  stop 
32  shows  the  results  of  solenoid  tests 
made  by  C.  R.  Underhill.'  Cui've  (a) 
is  the  pull  upon  the  plunger  of  a  simple 
solenoid  like  that  of  Fig.  30;  curve  (6) 
shows  the  pull  when  this  solenoid  is 
iroH-clad  as  in  Fig.  31  but  without  a 
stop;  curve  (c)  shows  the  effect  of  the 
"stop"  on  the  pull.  It  will  be  noted 
that  the  iron-clad  feature  and  the  stop 
have  but  little  effect  except  near  the  end 
of  the  stroke. 

An  important  practical  application  of 
the  solenoid  occurs  in  the  braking  of 
elevators  and  cranes.  When  the  power 
is  removed  from  the  lifting  motor  or 
when  the  power  is  [interrupted  due  to 
a  broken  wire  or  other  accident,  the 
brake    must    be   applied    immediately. 

.pne  method  of  accomplishing  this  is  shown  in  Fig.  33.     When 
iPtAndard  Hcwdbook,  Section  5 
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the  power,  for  any  reason,  is  interrupted,  the  plunger  P  of  the 
solenoid  A  drops,  due  paitlv  to  Rravity  and  partly  to  the  action 
of  the  springh  ii  The  iprings  iS  immediately  force  the  levers 
L  agaioht  the  brake  bands  B  pressing  these  against  the  brake 
drum  D  thus  effecting  the  braking  action  When  the  power 
is  applied  to  the  lifting  motor  the  plunger  P  is  pulled  up,  thus 
releasing  the  brake  A  plunger  electromagnet  is  most  suitable 
for  this  purpose  because  the  stroke  is  short  and  the  pull  must 
be  positive 

29.  The  Horseshoe  Solenoid  — The  use  of  an  armature  in 
connection  with  soleiioids  is  well  illuhtrated  by  the  relay  or  the 
sounder  used  in  ttlegraph\  and  also  b^  electric  bells,  buzzers, 
etc.     To  intrease  the  effectivenehs  of  suih  devices  two  solenoids 


Fm.  34.— Telenriipfi  relny. 


are  used,  each  being  placed  on  one  of  the  legs  of  a  horseshoe^ 
magnet.  When  the  coils  C  <rig.  34)  become  excited,  the  ironif 
armature  A  is  attracted  because  of  the  tendency  of  the  inagnetie  I 
lines  to  make  their  path  of  minimum  length.  As  a  rule,  the'l 
armature  A  is  not  allowed  to  close  the  magnetic  circuit  cooitI" 
pletely,  for  under  these  conditions  the  magnetic  lines  still  exist  J 
after  the  excitation  is  removed,  preventing  rapid  release  of  thej 
armature.  The  stop  .S"  prevents  the  armature  making  contact  I 
with  the  cores  FF  and  thus  completely  closing  the  magnetic  1 
circuit.  The  contacts  D  close  any  secondary  circuit  that  the! 
relay  may  be  operating.  The  spring  T  draws  the  armature  I 
I  i>acJc  against  a.  atop  fS  when  the  excitation  is  removed. 


^  30. — Cullvr-H^'i'tmer  3(>-intIi  magnet,  haiiiHiii£^en.-jy 


26  DIRECT  CURRENTS 

30.  The  Lifting  Magnet.— Lifting  magnets  are  used  commer- 
cialty  to  handle  iron  and  steel  in  various  forms.  A  very  ap- 
preciable saving  of  time  and  labor  is  effected  by  their  use,  because 
chains  and  slings  for  holding  the  load  are  not  necessary.  They 
are  very  useful  for  handling  steel  billets  in  rolling  mills,  but 
the  billets  cannot  be  picked  up  when  red  hot  as  they  lose  their 
magnetic  properties  at  this  temperature.  Magnets  are  especially 
useful  in  loading  and  unloading  steel  rails,  for  an  entire  layer  may 
be  picked  up  and  laid  down  again  without  being  disarranged. 
Lifting  magnets  effect  a  very  great  saving  of  labor  when  small 
pieces  of  iron,  such  as  scrap  iron,  are  handled,  for  they  will 
pick  up  large  quantities  at  every  lift.  Without  a  magnet  each 
individual  piece  would  have  to  be  moved  by  hand.  Fig.  35 
shows  in  cross-section  a  typical  Cutler-Hammer  lifting  magnet. 

Fig.  36  shows  a  lifting  magnet  in  actual  operation. 

Formulae  for  the  holding  force  of  electromagnets  are  given  in 
Par.  149. 


Fig    37  -^Magnetic  separator 

It  should  be  understood  thit  the  magnet  it&elf  does  little  or 
no  work  in  the  lifting  but  merelj  ■^t\  es  as  a  holding 
device  The  actual  work  \b  ptrformed  b\  the  engine  or  motor 
which  operates  the  steel  ropes  or  chains  attached  to  the  magnet. 
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31.  Magnetic  Separator. — Another  important  application  of 
magnetic  principlos  is  found  in  the  magnetic  separator  shown 
in  Fig.  37.  It  is  especially  designed  to  remove  eteel  and  iron 
from  coal,  rock,  ore,  etc.,  but  it  may  be  used  for  separating  steel 
shot  from  molding  sand,  iron  cbips  from  machine  shop  turnings, 
etc.  The  material  is  fed  on  an  endless  belt  running  at  a  speed  of 
about  100  ft.  per  minute.  The  belt  passes  over  a  magnetized 
pulley.  The  non-magnetic  material  immediately  drops  oft  into 
a  hopper,  but  the  magnetic  material  is  beld  by  the  pulley  until 
the  belt  leaves  the  pulley  when  the  material  drops  into  another 
hopper.  The  pulley  is  magnetized  by  concentric  exciting 
,  to  which  current  is  carried  by  means  of  slip  rings. 


Pio.  38.— Magoeti 


32.  The  Magnetic  Circuits  of  Dynamos. — One  of  the  most  im- 
portant uses  of  electromagnets  is  in  the  magnetic  fields  of  motors 
and  generators.  An  early  and  simple  type  of  such  a  magnetic 
circuit  is  illustrated  by  the  Edison  bi-polar  generator,  shown 
in  Fig,  38-  The  type  of  magnetic  circuit  shown  is  very  inefE- 
cient,  because  of  its  gi'eat  lengtli,  in  comparison  with  its  sectional 
There  results  a  considerable  magnetic  leakage  which  re- 


28  DIRECT  CURRENTS 

duces,  therefore,  the  amount  of  flux  passing  through  the  armature. 
Moreover  the  flux  in  taking  the  shortest  path  tends  to  crowd 
through  the  upper  half  of  the  armature  Thi&  tends  to  produce 
unsatisfactory  commutation 

The  magnetic  circuit  of  a  bi  polar  generator  of  modern  design 
is  shown  m  F^  39  Becaube  of  the  symmetry  of  the  magnetic 
circuit  the  flux  divides  evenly  through  the  two  dides  of  the 
armature      The  long  air  path  existmg  between  the  pole  shoes 


— Magticli 


and  field  wiadiagB  of  a  modern  l>i-polar  Eonerator. 


reduces  the  magnetic  leakage  to  a  minimum.  It  is  to  be  noted 
that  the  flux  in  the  cores  divides  as  it  passes  into  the  yoke.  Con- 
sequently the  yoke  need  only  be  one-half  the  cross-section  of  the 
field  cores.  Direct-Current  machines  of  the  bi-polar  type  are 
made  usually  in  small  units. 

Fig.  40  shows  the  more  complex  magnetic  circuits  of  a  multi- 
polar generator  having  eight  poles.  It  is  to  be  noted  that  the 
poles  are  alternately  north  and  south.  Again  the  flux  passing 
through  the  field  cores  divides,  both  upon  reaching  the  yoke 
and  upon  reaching  the  armature  path  and  the  cross-section  of  the 
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yoke  need  only  be  one-half  that  of  the  cores.     In  botli  Fig.  39 
and   Fig.   40  the  magnetic  leakage  is  very  materially  reduced 


tl       HI       M   u  r< 


position  of  eicitine  c 


Ijy  placing  the  exciting  ampere  turns  aa  n(!ar  the  armature  a,» 
possible.     This   result    in   not   secured   in   th(i   Edison   In-polar 
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generator  of  Fig.  38.  To  illustrate,  Fig.  41  shows  the  same 
generator  as  that  in  Fig.  40  but  with  the  exciting  coils  placed 
upon  the  yoke.  They  still  act  upon  the  magnetic  circuits,  but 
because  of  their  remoteness  from  the  armature,  a  large  magnetic 
leakage  exists  around  the  outside  of  the  yoke  and  through  the 
interpolar  space,  resulting  in  a  smaller  percentage  of  the  total 
flux  passing  through  the  armature. 

It  is  to  be  understood  that  of  itself  magnetic  leakage  does  not 
lower  the  efiiciency  of  a  machine,  since  to  maintain  a  constant 
magnetic  field  does  not  require  an  expenditure  of  energy.  How- 
ever, in  order  that  the  necessary  number  of  magnetic  Unes  may 
reach  the  armature  both  the  yokes  and  the  cores  must  have  suffi- 
ciently large  cross-sections  to  carry  the  leakage  flux  in  addition 
to  the  useful  armature  flux.  This  in  turn  increases  the  amount  of 
field  copper.  Therefore  a  large  magnetic  leakage  results  in  a 
much  heavier  and  more  expensive  machine  than  would  otherwise 
be  necessary. 


CHAPTER  III 
RESISTAHCE 

33.  Electrical  Resistance.— The  current  flowing  through  an 
electric  circuit  depends  not  only  upon  the  electromotive  force 
impressed  across  the  circuit,  but  upon  the  circuit  properties  aa 
well.  If,  for  example,  a  wire  be  connected  across  the  terminals  of 
a  battery  a  ciirrent  will  obviously  flow  through  this  wire.  If  a 
poor  contact  be  made  at  a  battery  terminal  or  at  some  other 
point  in  the  circuit  the  current  will  drop  in  value,  even  with  the 
same  electromotive  force  acting.  Also  considerable  heat  will 
be  dissipated  at  the  point  of  poor  contact.  This  property  of 
tending  to  prevent  the  flow  of  current  and  at  the  same  time 
causing  heat  dissipation  is  called  resistance. 

Resistance  in  the  electric  circuit  may  be  likened  in  its  effect 
to  friction  in  mechanics.  For  example,  if  a  street-car  is  running 
at  a  uniform  speed  on  a  level  track,  friction  tends  to  prevent  the 
moving  of  the  car.  The  power  which  is  used  in  moving  the  car 
is  converted  by  friction  into  heat.  Friction  tends  to  impede 
the  flow  of  water  in  a  pipe  or  in  a  flume,  some  of  the  energy  of 
the  water  being  expended  in  overcoming  this  friction.  The  loss 
of  energy  is  represented  by  a  loss  of  head.  This  energy  loss  is 
largely  absorbed  by  the  water  and  therefore  careful  measure- 
ments would  show  a  slight  increase  in  its  temperature. 

As  will  be  shown  in  the  next  chapter,  the  energy  loss  which 
occurs  when  an  electric  current  passes  through  a  resistance,  is 
directly  proportional  to  the  amount  of  resistance. 

All'  substances  have  resistance,  but  the  resistance  of  some  sub- 

'  Professor  liatnerlingh-Onaes  of  Loydeti,  in  a  recent  experiment  was  able 
■  to  produce  a  circuit  in  which  an  electric  current  showed  no  diminulion  in 
strength  5  hours  after  the  electromotive  force  had  been  removed.  The 
current  waa  induced  magnetically  in  a  short-circuited  coil  of  lead  wire  at 
—270°  C.  in  the  presence  of  liquid  helium  and  the  inducing  source  then 
removed.  Liquid  helium  has  the  lowest  temperature  known,  being  in  the 
neighborhood  otabsoiutezeroC— 273°  C.J.  This  experiment  indicates  that  the 
resistance  of  the  lead  was  practically  Eero  at  this  extremely  low  temperature. 
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stances  is  many  times  greater  than  that  of  others.  This  leads 
to  the  classification  of  substances  into  either  conductors  or  in- 
sulators. Even  silver,  one  of  the  best  conductors,  has  appreciable 
resistance,  and  glass  or  porcelain,  among  the  best  insulators  known, 
will  allow  a  certain  amount  of  current  to  pass  and  therefore  are  not 
perfect  insulators..  The  best  conductors  are  the  metals,  silver 
coming  first  and  copper  second.  Carbon  and  ordinary  water 
also  may  be  classed  as  conductors.  Distilled  or  pure  water, 
however,  is  a  good  insulator.  Oils,  glass,  silk,  paper,  cotton, 
fiber,  ebonite,  paraffin,  rubber,  etc.,  may  be  considered  as  non- 
conductors or  good  insulators.  Wood  either  dry  or  impreg- 
nated with  oil  is  a  good  insulator,  but  wood  containing  moisture 
is  a  partial  conductor. 

34.  Unit  of  Resistance. — The  ohm  is  the  practical  unit  of 
resistance  and  is  defined  as  that  resistance  which  will  allow 
one  ampere  to  flow  if  one  volt  is  impressed  across  its  terminals. 

An  ohm  also  has  such  a  value  that  one  ampere  flowing  through 
it  for  one  second  dissipates  as  heat  one  joule  of  energy. 

The  resistance  of  insulating  substances  is  ordinarily  of  the 
magnitude  of  millions  of  ohms,  so  that  it  is  awkward  to  express  • 
this  resistance  in  terms  of  a  unit  as  small  as  the  ohm.     The 
megohm^  equal  to  1,000,000  (10®)  ohms,  is  the  unit  ordinarily  used 
under  these  conditions.     (The  prefix  *^mega''  means  milUon.) 

On  the  other  hand,  the  resistance  of  bus-bars  and  short  pieces 
of  metals  may  be  so  low  that  the  ohm  is  too  large  a  unit  for  con- 
veniently expressing  it.     Under  these  conditions  the  microhm 

is  used  as  the  unit,  and  is  equal  to  -  aaa  ttaa  of  an  ohm  (10""®). 

(The  prefix  *^ micro''  means  one  millionth.) 

35.  Resistance  and  Direction  of  Current. — The  resistance  of  a 
l)ody  of  given  material  depends  not  only  on  its  size  and  shape, 
but  upon  the  direction  in  which  the  electric  current  flows  through 

it. 

This  may  be  illustrated  by  the  reservoirs  and  pipes  shown  in 
Fig.  42.  Two  equal  reservoirs  A  and  B  are  to  be  emptied  through 
pipes  P  and  P'  respectively.'  The  pipe  P  is  twice  as  long  as 
the  pipe  P'  but  of  one-half  the  cross-section.  Therefore  both 
pipes  have  the  .same  volume.  It  is  evident  that  reservoir  B 
wJll  be  emptied  much  quicker  than  A,  because  pipe  P'  has  twice 
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the  cross-section  of  pipe  P,  and  therefore  offers  less  resistftn<;e 
per  unit  of  length.  Further,  the  length  of  P'  is  only  half  that 
of  P,  and  this  again  makes  the  friction  of  P'  half  that  of  P  even 
if  the  eross-aections  were  equal. 

Now  consider  the  two  conductors  A  and  B  (Fig.  43)  each  of 
the  same  material.  Conductor  A  has  twice  the  length  of  con- 
ductor  B  but  only  one-half  thfi  cross-section.     Therefore  each 


conductor  contains  the  same  amount  of  material.  It  is  evident, 
however,  that  the  resistance  per  unit  length  of  conductor  A  is 
twice  that  per  unit  length  of  B.  Then  if  conductors  A  and  B 
were  of  the  same  length  conductor  A  wOuld  have  twice  the 
resistance  of  conductor  B.  However,  conductor  A  is  twice  the 
length  of  B,  and  therefore  must  have  2  X  2  or  4  times  the  re- 
sistance of  B. 


When  specifying  the  resistance  of  a  body  or  a  substance  the 
I  direction  in  which  the  current  flows  must  be  specified.  Consider 
[      the  rectangular  prism  of  Fig.  44,  composed  of  two  cubes,  ea<ih 

a  centimeter  on  edge.     Assume  that  the  current  flows  in  the 

direction  of  h  from  the  end  A  through  the  solid  to  the  end  B. 

II.  encounters  the  resistance  of  each  of  two  cubes  successively. 
I      If  it  encounters  a  total  resistance  of  4  microhms,  the  resistance 

ofmeh  cube  then  must  be  4/2  or  2  microhms.     If,  howftv^^. 


34  DIRECT  CURRENTS 

the  current  flows  in  the  direction  of  /2,  between  the  two  oblong 
surfaces  C  and  D  of  the  solid,  it  finds  two  paths  in  parallel,  each 
1  sq.  cm.  in  cross-section,  and  each  having  a  length  of  1  cm. 
In  virtue  of  the  two  paths  the  resistance  per  cm.  length  of  the 
path  CD  is  but  one-half  the  resistance  per  cm,  of  AB.  But,  the 
path  AS  is  2  cm.  in  length,  therefore  the  path  CD  must  have  a 
resistance  of  one-fourth  that  of  path  AB  or.  1  microhm.  Con- 
sequently in  specifying  the  resistance  of  a  solid,  the  direction  of 
the  curreut  flow  should  be  specified  unless  this  direction  is  obvious. 

36.  Specific  Resistance  or  Resistivity. — From  the  deductions 
of  Par.  35  the  following  rule  for  resistance  may  be  stated: 

The  resistance  of  a  homogeneous  body  of  uniform  cross-section 
varies  directly  as  its  length,  and  inversely  as  its  cross-section. 

That  is,      ' 

/e=fc^  (3) 

where  R  is  the  resistance  in  ohms,  L  is  the  length  in  the  direction 
of  the  current  flow,  A  is  the  area  at  right  angles  to  the  current 
flow,  and  /b  is  a  constant  of  the  material  known  as  its  resistivity 
or  specific  resistance. 

'  If  L  is  1  cm.  and  A  is  1  cm.  square,  the  substance  in  question 
must  have  the  form  of  a  cube,  1  cm.  on  an  edge  and 

or 

fi  =  A 

h  is  called  the  specific  resistance  or  the  resistivity  of  the  substance, 
in  this  case  per  cm.  cube,  k  may  be  expressed  in  terms  of  an 
in.  cube  or  in  other  units  as  will  be  shown  later.  The  resistivity 
of  copper  is  1.724  microhms,  or  1/580,000  ohm,  per  cm.  cube. 
It  is  evident  that  the  cube  is  a  perfectly  definite  unit  of  resistivity 
for  the  resistance  between  any  two  opposite  faces  is  ibhe  same. 
The  resistivities  of  various  substances  are  given  in  Par.  43. 
Knowing  the  specific  resistance  in  terms  of  the  cm.  cube,  the 
resistance  of  a  wire,  bar,  etc.,  may  be  readily  computed  from 
formula  (3). 


RESISTANCE  35 

Example — Determine  the  resistance  of  3,000  ft.  of  annealed  0000  copper 
wire  having  a  diameter' of  0.460  in.,  the  specific  resistance  of  copper  bems 
1.724  microhms  (  =  0.000001724  ohm)  per  cm.  cube  (20°  C).     (See  Par.  42.) 

3,000'  =  3,000  X  12  X  2.54  =  91,500  cm. 
Cross-section  =  ^(0.460  X  2.54)^  =  1.07  sq.  cm. 

R  ^k^  ^  (0.000001724)  X  (^-f^)  =  01472  ohm.    Ans. 

37.  Volume  Resistivity. — Since  the  volume  of  a  body 

V  =  LA 

where  L  is  its  length  and  A  its  uniform  cross-section,  equation  (3) 

may  be  written 

L  L2  V 

«  =  fcj  =  *^  =  fc^2  (4) 

That  is : 

The  resistance  of  a  conductor  varies  directly  as  the  square  of  its 
length  when  the  volutne  is  fixed. 

The  resistance  of  a  conductor  varies  inversely  as  the  square  of 
its  cross-section  when  the  volume  is  fixed. 

Example: 

A  kilometer  of  wire  having  a  diameter  of  11.7  mm.  and  a  resistance  of 
0.031  ohm  is  drawn  down  so  that  its  diameter  is  5.0  mm.  What  does  its 
resistance  become? 

The  original  cross-section  of  the  wire 

Ai  =  T  11.72  =  107.5  sq.  mm. 
4 


The  final  cross-section 


X         2 


A2  =   .   5.0    =  19.64  sq.  mm. 
4 


Applying  equation  (4) 

^1  =  ^  /in-T  c\.i  =  0.031  ohm 

R     -  k  ^ 

^''  "  "    (19.04)2 

Since  the  volume  of  the  wire  doos  not  ('hango  during  the  drawing  process 
and  the  resistivity  constant  k  remains  the  same. 

k        ^ 
R2  ^     R2_  ^    _(19.64)2 

Ri      0.031        j^      "V 

(107.5)2 

R2  =  0.031  ^!!!^;.^|!  =  0.031  ^!;^//^  =0.93  ohm.      Ans. 
(19.o4)-^  38() 
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38.  Conductance. — Conductance  is  the  reciprocal  of  resistance 
and  may  be  defined  as  being  that  property  of  a  circuit  or  of  a 
material  which  tends  to  permit  the  flow  of  an  electric  current. 
The  unit  of  conductance  is  the  reciprocal  ohm  or  mho.  Conduct- 
ance is  usually  expressed  by  g. 


also 


</=!  (5) 


<7  =  fc'^  (6) 


where  fc'  is  the  specific  conductance  or  the  conductivity  of  a  sub- 
stance, A  the  uniform  cross-section  and  L  the  length. 

The  conductivity  of  copper  is  580,000  mhos  per  cm.  cube. 

Example. — Determine  the  conductance  of  an  aluminum  busbar  0.5  in. 
thick,  4  in.  wide,  and  20  ft.  long. 

The  conductivity  of  aluminum  is  61  per  cent,  that  of  copper  and  copper  has 
a  conductivity  of  580,000  mhos  per  cm.  cube. 

The  conductivity  of  aluminum  is: 

k'  =  0.61  X  580,000  =  354,000  mhos /cm.  cube 
The  cross-section  of  the  bus-bar: 

A  =  0.5  X  4  X  2.54  X  2.54  =  12.9  sq.  cm. 
The  length  L  =  20  X  12  X  2.54  =  610  cm. 
The  conductance: 

g  =  354,000  X  l^;^  =  7,490  mhos.  Am. 

39.  Per  Cent.  Conductivity. — Until  very  recently  the  per  cent. 
conductivity  of  copper  has  been  based  upon  results  obtained 
in  1862  by  Matthiesen,  who  made  careful  measurements  of  the 
resistance  of  supposedly  pure  copper.  He  found  the  resistivity 
to  be  1.594  microhms  per  cm.  cube  at  0**  C.  In  view  of  the 
uncertainty  of  the  quality  of  his  copper,  the  Bureau  of  Standards 
has  recently  made  a  large  number  of  measurements  upon  com- 
mercial copper.  Its  recommendation  that  the  standard  of  re- 
sistivity be  1.724  microhms  per  cm.  cube  at  20°  C.  has  been 
adopted  internationally.  The  per  cent,  conductivity  for  care- 
fully refined  copper  may  exceed  100.  Comparison  to  obtain 
per  cent,  conductivity  should  be  made  at  20°  C. 
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Example. — A  copper  rod  4  ft.  long  and  having  a  diameter  of  162  mils  has 
a  resistance  of  0.0016  ohm  at  20®  C.     What  is  its  per  cent,  conductivity? 

Cross-section  =  ^  (0.162  X  2.54)*  =  0.133  sq.  cm. 

Length  =  4  X  12  X  2.54  =  122  cm. 

Resistance  per  cm.  cube  =  — :r^~ — '- —  =  0.000001740  ohm 

=  1.740  microhms. 

1  724 
Per  cent,  conductivity  =    ',.^  =  99%.  Ans. 

40.  Resistances  in  Series  and  in  Parallel. — If  a  number  of  re- 
sistances ri,  r2,  ra,  etc.,  Fig,  45,  are  connected  in  series,  that  is, 
end  to  end,  tHe  total  resistance  of  the  combination  is: 

R  =  ri  +  r2  +  rz+  .    .    .  (7) 

That  is: 

In  a  series  circuit  the  total  resistance  is  the  sum  of  the  individual 
resistances. 
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Fio.    45. — Resistances   in   series. 


Fig.  46. — Conductances  in  parallel 


If  a  number  of  conductances  gi,  ^2,  g^,  etc.,  are  connected  in 
parallel.  Fig.  46,  the  total  conductance  of  this  portion  of  the 
circuit  must  be  equal  to  the  sum  of  the  individual  conductances, 
that  is, 

» 

G  =  gi  +  g2  +  gs+  .    .    .  (8) 

Since, 


G  = 


R 


equation  (8)  may  be  written 
R       Ti       r2       rs 


(9) 


That  is: 

In  a  parallel  circuity  the  reciprocal  of  the  total  resistance  is  equal 
to  the  sum  of  the  reciprocals  of  the  individual  resistances. 
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For  a  circuit  having  two  resistanises  in  parallel,  ri  and  r2,  the 
joint  resistance 

R  =  ^— ;  (10) 

ri  +  r2 
for  three  resistances  in  parallel  the  joint  resistance  is 

R  = ^jr2!j •  ^j^ 

rir2  +  r2r3  +  r^ri 

Example. — Determine  the  total  resistance  of  a  circuit  having  4  branches, 
the  individual  resistances  of  which  are  3,  4,  6  and  8  ohms,  respectively. 

i  =  1+]  +1+1  =^  0.333  +  0.250  +  0.167  +  0.125 

V  JK         o         4         u         o 


R  = 


_1_ 
0.875 


=i  0.875  mho. 
=  1.142  ohms. 


41.  The  Circular  Mil. — In  the  English  and  American  wire 
tables  the  circular  mil  is  the  standard  unit  of  wire  cross-section. 

The  term  mil  means  one-thousandth;  for  example,  a  milli- 
volt =  Ho 00  volt.  A  mil  is  one  thousandth  of  an  inch.  A 
square  mil  is  a  square,  each  side  of  which  is  one  mil  (0.001  in.), 
as  shown  in  Fig.  47a.  The  area  of  a  square  mil  is  0.001  X  0.001 
=  0.000001  sq.  in. 

A  circular  mil  is  the  area  of  a  circle  whose  diameter  is  one  mil 
(0.001  in.),  Fig.  476,  and  is  usually  written  CM.  or -dr.  mil.  As 
will  be  seen  from  Fig.  47c,  a  cir.  mil  is  a  smaller  area  than  a 

square  mil.     The  area  in  sq.  in.  of  a  cir.  mil  =  .   (0.001)^   = 

0.0000007854  sq.  in. 


I      It, 


II 


.1 


rH).001*i 

I 


"  I 


rH).ooi->t 


o  n 


(a)  The 
square  uil 


(6)  The 
circular  mil 


(C)  Comparison 

of  the  square  uil 

and  the  circular  mil 


1f 


0.001' 


Fia.  47. 


a 


Fig.  48. — Cross-section  expressed 
in  cir.  mils. 


The  cir.  mil  is  the  unit  with  which  the  cross-section  of  wires 

and  cables  is  measured,  just  as  the  square  foot  is  the  unit  by 

which  larger  areas  such  as  floors,  land,  etc.,  are  measured.     The 

advantage  of  the  circular  mil  as  a  unit  is  that  circular  areas 
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measured  in  terms  of  this  unit  bear  a  very  simple  relation  to  the 
diameters. 

Ay  in  Fig.  48,  represents  the  bross-section  of  a  wire  having  a 
diameter  of  1  in.     Required :  to  determine  its  area  in  cir.  mils. 

IT 

The  area,  A  =  -  (l)^  sq.  in. 

IT 

The  area,  a,  .of  a  cir.  mil  =  j  (0.001)  ^  sq.  in. 

A 
The  ratio  of  —  obviously  gives  the  number  of  cir.  mils  in:A. 

Therefore 

A  I  (1)' 

-  =  —^ =  1,000,000  cir.  mils. 

^       ^  0.000001 
4 

The  general  relation  may  be  written: 

Cir.  mils  =  (Q^y^  =  1,000,000  {D,y  =  D^  (12) 

where 

D\  is  the  diameter  of  the  wire  in  inches. 
D  is  the  diameter  of  the  wire  in  mils. 

The  matter  may  be  summed  up  in  two  rules: 
-•  To  obtain  the  number  of  cir,  mils  in  a  solid  wire  of  given  diameter 
.m  express  the  diameter  in  mils  and  then  square  it. 

To  obtain  the  diameter  of  a  solid  wire  having  a  given  number  of 
dr.  mils,  take  the  square  root  of  the  dr.  mils  and  the  result  will  be 
the  diameter  of  the  wire  in  mils. 

Example. — 00  wire  (A.W.G.)  has  a  diameter  of  0.3648  in.     What  is  its 
cir.  milage? 

0.3648  in.  =  364.8  mils 

(364.8)*  =  133,100  cir.  mils.     Ans. 

Example. — A  certain  wire  has  a  cross-section  of  52,640  cir.  mils.     What 
^  is  its  diameter? 

\/52,640  =  229.4  mils  =  0.2294  in.     Ans. 

42.  The  Cir. -mil-foot. — Another  convenient  unit  of  resistivity, 
especially  in  the   English  system,   is  the  cir.-miWckQ»\i.    ^Viss. 
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unit  is  the  resistance  of  a  wire  having  a  cross-section  of  1  cir. 
mil  and  a  length  of  1  ft.,  as  shown  in  Fig.  49.  The  resistance  of  a 
cir.-mil-foot  of  copper  at  20**  C.  is  10.37  ohms.     (In  practical 

.    work  this  resistance  may  frequently 

0.001'.' Ift.  >>.       ,  ^    ,  ^r.  ,  x        T^  . 

"^Th  )    be    taken   as    10    ohms.)     Knowing 


Fig.  49.— The  circular-mil  foot,    this    resistivity     the    resistance     of 

any  length  and  size  of  wire  may  bo 
determined  by  formula    (3). 

Example. — What  is  the  resistance  of  a  750,000  CM.  copper  cable,  2500 
ft.  long? 

If  the  cable  had  a  cross-section  of  1  cir.  mil  it  would  have  a  resistance  of 
2500  X  10.37  =  25,900  ohms.  However,  the  cross-section  is  actuall}' 
750,000  cir.  mils,  therefore, 

or  formula  (3)  may  be  used  directly 

R  =  10.37  75^Q^^  =  0.0346  ohm. 
When  applying  formula  (3),  L  must  be  expressed  in  feet  and  A  in  cir.  mils. 

43.  Table  of  Resistivities 


Metals 


Cm.  cube  (microhms)  ■   Cir.-mil-foot  (ohniB) 


Aluminum 

Bismuth 

Copper  (drawn) 

German  silver 

la  la 

Iron: 

Electrolytic 

Cast 

Lead 

Manganin 

Mercury 

Nichrome 

Nickel 

Phosphor-bronze 

Platinum 

Silver 

Steel : 

Soft 

Glass  hard 

Silicon  (4  per  cent.) 

Transformer 


2.828 
108.0 
1.7?4 
33.3  to  48.0 
49.0 

9.96 
75  to  95 
19     . 
41.4to73.8 

94.07 

100  to  110 

10.67 

3.95 

9.0to  15.5 

1.5to    1.7 

15.9 
45.7 
51.15 
11.09 


17.0 

648 

10.37 

200  to  290 

294 

59.8 
450  to  570 

114 
248  to  443 

565 

600  to  660 

640 

23.7 

54  to  93 

9.0to  10.2 

95.4 
274 
308 
665 


T-W 


RESIST  A  XCK 


41' 


44.  Temperature  Coefficient  of  Resistance. — The  resistauce 
of  the  non-alloyed  metals  increases  very  appreciably  with  the 
temperature.  As  the  temperature  of  the  windings  of  electric 
machinery  is  necessarily  much  higher  than  that  of  the  surround- 
ing air,  it  is  important  to  know  the  relation  between  temperature 
and  resistance.     The  relation  may  be  expressed  as  follows: 


R,  =  H,,  (I  - 


<it) 


(13) 


where  Ri  is  the  resistance  at  the  temperature  /,  ffio  the  resistance 
at  0°C.  and  a  is  the  temperature  coefficient  of  resistance  at  0°. 
For  copper  a  is  0.00427  and  for  most  of  the  unalloyed  metals 
is  sensibly  of  this  value.  The  above  is  equivalent  to  eayii^ 
that  the  resistance  increases  0.427  of  1  per  cent,  for  each  degree 
Centigrade  increase  of  temperatuie  above  0°.  For  instance, 
suppose  a  coil  has  a  resistance  of  100  ohms  at  0°  C.  For  every 
degree  increase  of  temperature  the   resistance  will  increase 

100  X  0.00427  ohm  or  0.427  ohm. 


At  40°  C.  the  increase  of  resistance  witl  be  40  X  0.427  =  17.08 
ohmsrajid  the  resistance  at  40'"  will  be  100+  17.08  =  117.08 
ohms. 

If  the  resistance  at  some  definite  temperature  other  than 
0°  C.  is  known,  ordinarily  the  resistance  at  0°  C.  must  first  be 
found  before  the  resistance  at  other  temperatures  can  be  deter- 

[  imned. 

■H^Bthis  purpose  formula  (13)  may  he  put  in  the  form 

Example. — The  reaialance  of  & 
jW'C.  M  30  ohms,     Wluit  i 

it  0°  a 

'  i  +  0.0642y^2O  =  r085  ^  ^^'^^  "^"'^ 
ff.„  =  27.65  (1  +  0.00427  X  SO)  =  37.11  ohms.     Ang. 

This  propesB  u!  working  hank  to  0°  ia  a  little  inconvenient,  althou^  \t  ^a 
fimdanipntal  and  cits.v  in  rpnwmhrr.     Tfthlp  48  ^wca  l\»i'  VcT(V\ieica,\,viTC  pwX. 


Hn    •■ 


1  +  al 


(14) 
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ficients  of  copper  at  the  various  temperatures  other  than  0**  C.  With  this 
table  available  the  above  problem  involves  but  one  computation. 

Example. — The  temperature  coefl5cient  of  copper  at  20®  initial  tempera- 
ture from  Table  48  is  0.00393.     The  rise  in  temperature  =  80**  -  20°  =i  60°. 

Then  the  resistance  at  80°  C. 

1^80  =  30(1  +  0.60393  X  60)  =  37.07  ohms. 


45.  If  the  resistance  of  copper  at  ordinary  temperatures  be 
plotted  against  the  temperature  the  result  is  a  practically 
straight  line.  If  this  line  be  extended,  it  will  intersect  the  zero 
resistance  line  at  —  234.5°  C.  (an  easy  number  to  remember), 


234.5"  ^^         *l 

Fig.  50. — Variation  of  resistance  with  temperature. 


as  shown  in  Fig.  50.  This  is  equivalent  to  saying  that  between 
ordinary  limits  of  temperature  copper,  behaves  as  if  it  had  zero 
resistance  at  —  234.5°  C.  (Actually  the  curve  bends  at  these  ex- 
tremely low  temperatures,  as  shown  by  the  dotted  line,  Fig.  50.) 
This  gives  a  convenient  method  for  determining  temperature- 
n^sistanco  relations. 

By  the  law  of  similar  triangles.  Fig.  50, 


234.5« 

Rti 
~  234.5«  +^^1 

Rti 
234.5«  +  h 

Rt2 
234.50  +  t2 

(15) 


(16) 


Applying  this  equation  to  the  previous  example, 

30  Rio 

234.5«"+'80°"  , 

314.5° 


/^so  =  30  ^. 


234.5"  +  20° 
234.5°  +  80 


234.5°  +  20 


^  =  30 


254.5*^ 


=  37.1  ohms.    Ans. 
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46.  Alloys. — Certain  alloys,  notably  manganin  and  nickel- 
iron  alloys,  have  practically  zero  temperature  coeflScients  and 
are  very  useful  as  resistances  for  measuring  instriunents,  where 
a  change  of  resistance  introduces  error. 

Table  47  gives  the  temperature  coefficients  at  20°  C.  for  various 
materials.  Table  48  gives  the  temperature  coefficient  of  copper 
at  various  temperatures. 

47.    Temperature  Coefficients  of  Resistance 

Per.  degree  C.  at  20*  C. 

Aluminum 0.00388 

Carbon  (incandescent  lamp)  ( — ) 0.003 

Graphite  (-).... 0.0006  to  (-)  0.0012 

German  silver 0.00031  to  0.00020 

la  la 0.000005 

Iron 0.00635 

Manganin 0.000011  to  0.000039 

Mercury 0.00072 

Nichrome 0.00016  to  0.00044 

Nickel 0.00622 

Phosphor-bronze 0.0009 

Platinum 0.00367 

Silver 0.00377 

Steel 0.00635 


48.    Temperature  Coefficients  of  Copper  at  Different  Initial 

Temperatures 

(From  formula  1/(234.5  +  t)) 

Increase  in  resistance 

Initial  temperatures  per  1°  C. 

0 0.00427 

5 0.00418 

10 0.00409 

15 0.00401 

20 0.00393 

25 0.00385 

30 : 0.00378 

35 0.00371 

40 0.00364 

45 0.00358 

50 ^.^^Ta 
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49.  The  American  Wire  Gage  (A.W.G.).— The  A.  W.G.  (formerly 
Brown  &  Sbarpe  Gage)  is  based  upon  a  constant  ratio  of  cross- 
section  between  wires  of  successive  gage  numbers.  The  follow- 
ing approximate  relations  make  it  a  comparatively  simple  matter 
to  determine  the  weight  or  resistance  of  any  gage  number 
without  reference  to  the  table:  (1)  No.  10  wire  has  a  diameter 
of  0. 1  in.  and  a  resistance  of  1  ohm  per  1 ,000  ft.  (2)  The  resistance 
of  the  wire  doubles  with  every  increase  of  3  gage  numbers.  (3) 
Therefore  the  resistance  increases  \/2  =  1.26  (1J4)  times  for 
each  successive  gage  number  and  (1.26)^  =  1.6  times  for  every 
two  numbers.  (4)  The  resistance  is  multiplied  or  divided  by  10 
for  every  difference  of  10  gage  numbers.  (5)  The  weight  of  1,000 
ft.  of  No.  2  wire  is  200  lb. 

Example. — What  is  the  resistance  and  weight  of  1,000  ft.  of  0000  wire? 

The  resistances  will  decrease  as  follows : 

Gage  No 10  7  4  1  000 

Resistance 1         0.5        0.25        0. 125        0.0625  (rules  1  and  2) 

Resistance  of  0000  =  0.0625/1.25  =  0.050  ohm  (rule  3). 

Weight  of  1,000  ft.  No.  2  =  200  lb. 

Weight  of  1,000  ft.        00  =  400  lb. 

Weight  of  1,000  ft.    0000  =  400  X  1.6  =  640  lb.  (rule  5,  2  and  3). 

The  example  might  have  been  worked  more  quickly  by  rule  4. 

Resistan  e  of  1,000  ft.  of  No.  10  =  1  ohm. 

Resistance  of  1,000  ft.  of  0  =  0.1  ohm  (rule  4) 

Resistance  of  1,000  ft.  of     0000  =  0.050  ohm  (rule  3). 


m 
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^^Mf  M.     Working  Table,  Standard  AiLOealed  Copper  Wire,  Solid'            ^HH 
^^^                 American  Wire  Gage  <B.  &  S.I.     I':nt;li3h  Units                          ^^^B 

^ 

Co^-section 

""■-■~"- 

flhms  per 
nule 

(-77°  F,) 

Pound, 
per  1,000 

'"ia'rii" 

Cireular 

KlilB 

Squan 
lihe. 

25'  C.            8fl°  C, 
(-77-F.)     [-149' F.) 

°r 

410  0 

lOSioOOO     0   132 
133.000  0     0   105 

o'Sesfr       o;o727 

0  0708,        0,0917 

0  420 

608:o 

° 

289  0 
258.0 

lUB.uou.u    0  onis 

83,700  0     0  0657 
60,100  0     0  0521 

0   169            0,184 

0,839 

233.0 

I 

204  0 

4i:70Q  0 

0  0200 

0  319            0  301) 

1.686 

128  0 

? 

is 

20,300.0 
20,800  0 

0  0104 

ooiao 

0  641        0  raa 

Is 

ii 

10 

103  0 

10;40(10 

0  OOB47 

if      if 

a'ji 

ii 

13 

72  0 

S8 

0  00323 

2  .58              2  97 

i3:a2 

16:7 

i? 

sro 

3.2  BO  0 
2,580  0 

0  ooiai 

If. 

4  73 

5  OB 

27  2' 

!l 

•    }^ 

30  0 
32  0 

1:290  0 

0  000802 

IS 

B.48 

64  9 

a. 90 

i 

as  .9 

22,fl 

642  0 

sSI 

'ii 

IB.O 

,il 

1  54 

^0 

?7  « 

320.0 

0  OU020U 

20   S 

33  O 

ii 

220  0 

sis 

20 

la  B 

ISO  0 

0  00012fl 

0  oooouoo 

06  2 

11 

is 

Sii! 

if 

"fl 

'?[? 

(J  O0OO49fi 

131  «        1    153 :o 

702  0 

SS! 

i 

li 

ii 

0  0000248 

211  0 
20n  0 
33fi  0 

387.0 

\d 

m.m 

30 
3S 

a 

If 

0  00001  id 

673  0 

BIB  0          2:810  0 

0  oTsr^^^H 

39 

at 

'o.fl 

SwSS?8 

1070  S       ,i.m2         SIOMO 

iS         1 

rvcJfMml  (ar  thia  partieuUir  rviiativity  a  oig  -  0.00303,  or  «  -  0.00427,     The  ilcnnlv                    1 

NoTii  2.— Tiie  values  given  in  the  Uble  are  only  (or  anneaJed  ooppet  01  VW  Bl.«™i»ft.                  1 
rMialivily.     The  uKr  of  tke  table  must  apply  the  propel  BomctiQn  loi  cnvv«  <A  u>^  gK&«                  1 
tpRiativiu.     Hard-drtwn  copper  may  be  taken  as  nbcrat  2.7  per  oBtrt.  higtira  iBftaVnAK  ■lVuxi 

■VoTK  a.-XuDi^s  pny  miVe  may  lie  obtai 

im 

mflfBrj-awjM^^twdw 
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61.    Bare  Concentric  Lay  Cables  of  Standard  Annealed  Copper 

English  Units  ' 


A.  w.  G. 

No. 


/   , 


0000 

000 

00 

0 

1 

2 
3 


Circular 
mils 


Ohms  per  1,000  ft. 


25°  C. 

(-77*»F.) 


(-MO**  F.) 


Pounds 

per 
1,000  ft. 


Standard  concentric  stranding 


Number 
of  wires 


2.000,000 

1,700,000 

1.500,000 

1,200,000 

1,000,000 
900,000 

850,000 
760,000 

'  650,000 

600.000 
550,000 

500,000 
450,000 
400,000 

350,000 
300,000 
250,000 

212,000 
168.000 
133.000 

106.000 
83,700 

66,400 
52.600 

41,700 


0.00530 

0.00634 

0.00719 

0.00899 

0.0108 
0.0120 

0.0127 
0.0144 

0.0166 

0.0180 
0.0196 

0.0216 
0.0240 
0.0270 

0.0308 
0.0360 
0.0431 

0.0509 
0.0642 
0.0811 

0.102 
0.129 

0.162 
0.205 

0.259 


0.00622 

6,180 

0.00732 

5.250 

0.00830 

4,630 

0.0104 

3,710 

0.0124 

3,090 

0.0138 

2.780 

0.0146 

2.620 

0.0166 

2,320 

0.0192 

2.010 

0.0207 

1,850 

0.0226 

1,700 

0.0249 

1.540 

0.0277 

1.390 

0.0311 

1,240 

0.0356 

1,080 

0.0415 

926 

0.0498 

772 

0.0587 

653 

0.0741 

518 

0.0936 

411 

0.117 

326 

0.149 

258 

0.187 

205 

0.237 

163 

0.299 

129 

127 

127 

91 

91 

61 
61 

61 
61 

61 

61 
61 

37 
37 
37 

37 
37 
37 

19 
19 
19 

19 
19 

7 

7 


Diameter 

of  wires. 

in  mils 


Outside 

diameter, 

in  mils 


125.5 

115.7 

128.4 

114.8 

128.0 
121.5 

118.0 
110.9 

103.2 

99.2 
95.0 

116.2 
110.3 
104.0 

97.3 
90.0 
82.2 

105.5 
94.0 
83.7 

74.5 
66.4 

97.4 
86.7 

77.2 


1.631 

1,504 

1.412 

1.263 

1.152 
1.093 

1.062 
998 

929 

893 
855 

814 
772 
728 

681 
630 
575 

528 
470 
418 

373 
332 

292 
260 

232 


62.  Conductors. — Although  silver  is  a  better  conductor  than 
copper,  its  use  as  a  conductor  is  very  limited  because  of  its  cost. 
In  a  few  instances  it  is  used  where  a  delicate  but  highly  conduct- 
ing material  is  necessary,  such  as  in  the  brushes  and  occasionally 
in  the  commutator  of  watt-hour  meters.  Copper,  because  of 
its  high  conductivity  and  moderate  cost,  is  used  more  extensively 
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as  a  conductor  than  any  other  material.  It  has  many  good 
qualities  such  aa  ductility,  high  tensile  strength,  not  easily 
abraided,  not  corroded  by  the  atmosphere,  and  it  can  be  readily 
soldered, 

Aluminum  has  only  61  per  cent,  of  the  conductivity  of  copper, 
but  for  the  same  length  and  weight,  it  has  about  twice  the  con- 
ductance of  copper.  It  is  softer  than  copper,  its  tensile  strengt,h 
is  much  less,  and  it  cannot  be  readily  soldered.  It  is  not  affected 
by  exposure  to  the  atmosphere.  The  large  diameter  for  a  given 
conductance  prohibits  its  use  where  an  insulating  covering  is 
required.  Aluminum  is  used  extensively  as  a  conductor  for 
high  voltage  transmission  lines,  where  its  lightness  and  large 
diameter  are  an  advantage.  It  is  used  to  some  extent  for  low 
voltage  bus-bars  as  it  offers  much  greater  radiating  surface  than 
copper  of  the  same  conductance.  The  price  of  aluminum  is 
held  about  10  per  cent,  less  than  that  of  copper  of  the  same 
conductance. 

Iron  and  steel  have  about  9  times  the  resistance  of  copper  for 
the  same  cross-section  and  length.  The  large  cross-,section  for  a 
given  conductance  prohibits  their  use  where  an  insulating  cover- 
ing is  necessary. and  the  increased  weight  prevents  their  use  in 
most  cases  where  the  conductors  must  be  placed  on  poles.  In 
view  of  their  low  cost  per  pound,  they  are  cheaper  than  copper 
as  simple  conductors.  They  are  most  commonly  used  as  re- 
sistors in  connection  with  rheostats  and  for  third  rails  of  electric 
railways.  Iron  and  steel  ordinarily  must  be  protected  from  oxida- 
tion by  galvanizing  or  other  protective  covering.  Copper-clad 
steel  consists  of  a  steel  wire  coated  or  covered  with  a  layer  of 
copper,  fused  or  welded  to  the  steel.  The  advantages  claimed 
for  it  are  that  it  possesses  the  high  tensile  strength  of  steel,  com- 
bined with  the  high  conductivity  of  copper.  Further,  the  copper 
protects  the  steel  from  corro.sion.  Its  field  is  the  transmission 
line  conductor,  where  long  spans  make  high  tensile  strength 
necessary.  It  is  also  used  as  an  overhead  ground  wire  on  such 
lines, 
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CHAPTER  IV 
OHM'S  LAW  AND  THE  ELECTRIC  CIRCUIT 

The  exact  nature  of  electricity  is  not  known,  but  recent  in- 
vestigations indicate  that  it  consists  of  infinitesimal  charges 
called  electrons.  When  these  electrons  are  forced  to  travel  in 
the  same  direction  an  electric  current  results.  The  flow  of 
electricity  through  a  circuit  resembles  in  many  ways  the  flow  of 
water  through  pipes,  for  it  acts  as  an  incompressible  fluid  would 
act,  undergoes  pressure  drop,  etc.,  as  will  be  shown  later.; 

53.  Electromagnetic  Units.  Current. — The  unit  of  electric 
current  is  the  ampere  and  represents  the  rcUe  of  flow  of  electricity. 
It  corresponds  in  hydraulics  to  the  rate  of  flow  of  water,  expressed 
as  cubic  feet  per  second,  gallons  per  minute,  etc. 

The  ampere  is  defined  by  an  act  of  Congress,  1894,  as  follows:  "The  unit 
of  current  shall  be  what  is  known  as  the  international  ampere,  which  is 
one-tenth  of  the  unit  of  current  of  the  centimeter-gram-second  system  of 
electromagnetic  units  and  is  the  practical  equivalent  of  the  unvarying  cur- 
rent, which  when  passed  through  a  solution  of  nitrate  of  silver  in  water  in 
accordance  with  standard  specifications,  deposits  silver  at  the  rate  of  one 
thousand  one  hundred  and  eighteen  millionths  (0.001118)  of  a  gram  per 
second." 

Quantity, — The  unit  of  quantity  is  the  coulomb.  This  is  equal 
to  the  quantity  of  electricity  conveyed  by  one  ampere  in  one 
second.  The  coulomb  is  analagous  to  the  unit  quantity  of  water 
in  hydraulics,  such  as  the  cubic  foot,  the  gallon,  etc. 

From  this  definition  it  is  evident  that  an  electric  current  may 
be  expressed  in  coulombs  per  second  rather  than  in  amperes. 

Difference  of  Potential  and  Electromotive  Force  (emf,). — Dif- 
ference of  potential  and  electromotive  force  tend  to  cause  a 
flow  of  electricity.  The  unit  of  potential  difference  or  of  emf. 
is  the  volty  and  is  defined  as  that  potential  difference  which  when 
impressed  across  the  terminals  of  a  resistance  of  one  ohm  will 
cause  a  current  of  one  ampere  to  flow.  The  international  vnU 
is  now  more  specifically  defined  as  M.oiS30  of  the  voltage  of  a 
normal  Weston  cell.     (See  Par.  89.) 
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The  mechanical  analogy  of  potpntial  is  pressure.  The  differ- 
ence in  hydraulic  pressurp  between  the  ends  of  a  pipe  causes  or 
tends  to  cause  the  flow  of  water.  The  pressure  of  water  behind 
the  dam  tends  to  cause  water  to  flow  through  the  penstock  or 
through  any  leaks.  The  pressure  in  a  boiler  tends  to  cause  steam 
to  flow  through  the  pipes,  valves,  etc.  Likewise  difference  of 
potential  tends  to  cause  current  to  flow. 

Re'n'stance. — -The  ohm,  the  unit  of  resistance,  has  already  been 
defined  in  Chap.  Ill  aa  that  resistance  which  will  allow  one  am- 
pere to  flow  if  one  volt  is  impressed  across  its  terminals.  The 
internaiional  ohm  is  specifically  defined  as  the  resistance  of  a 
column  of  mercury  at  the  temperature  of  melting  ice  {0°  C), 
14.4.521  grams  in  mass,  of  a  constant  cross-sectional  area  and  of 
a  length  of  lOfi.SOn  cm. 

64.  Nature  of  the  Flow  of  Electricity.^The  flow  of  electricity 
through  a  circuit  resembles  in  many  ways  the  flow  of  water 
through  a  closed  system  of  pipes.  For  example,  in  Fig,  51  water 
enters  the  mechanically  driven  ceutrifugal  pump  P  at  a  pressure 
A I  (represented  by  the  length  of  a  column  of  mercury)  above 
the  point  of  zero  pressure  shown  by  the  line  ha.  In  virtue  of  the 
action  of  the  pump  blades,  its  pressure  through  the  pump  is 
increased  from  hi  to  hi,  representing  a  net  increase  of  pressure 
Hi.  The  water  then  flows  out  along  pipe  Fi  to  the  hydrauHc 
motor  W.  Because  of  the  friction  loss  in  the  pipe  Fi,  the  pres- 
sure at  the  motor  terminals  hs  is  slightly  less  than  hi.  In  other 
words,  a  preasure  of  h^  ~-  hi  is  required  to  overcome  the  frictional 
resistance  of  the  pipe  Fi.  The  line  ab  shows  the  pressure  drop 
along  the  pipe,  this  pressure  drop  being  uniform. 

In  Fig.  52  the  mechanically  driven  electrical  generator  G 
raises  the  potential  of  the  current  entering  its  negative  terminal, 
from  vi  to  (ij  where  im  and  vt  are  measured  from  the  earth  whose 
potential  is  ordinarily  assumed  as  zero.  (The  various  voltages 
are  measured  with  voltmeters  v'i,v'i,  etc.)  The  generator,  in  rais- 
ing the  potential  of  this  portion  of  the  circuit  from  vi  to  vi,  pro- 
duces a  net  increase  in  pressure  f;s  —  i/i  =  Vi.  The  current  now 
flows  out  through  the  line  L,  to  the  -)-  terminal  of  the  motor. 
Because  of  the  line  resistance,  the  potential  drops  from  Vi  at 
the  generator  to  i>3  at  the  nmtor  in  practically  the  same  manner 
,   tibat  the  water  pressure  dropped  in  pipe  Fi  (Fig.  51).     A  voltage 
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Hi  —  fa  is  necessary  to  force  the  current  through  the  line  Li.  The 
line  a'b'  shows  the  actual  voltage  at  each  point  along  the  wire, 
the  distance  of  a'b'  from  the  ground  line  heing  proportional  to 
the  voltage  at  each  point.     This  voltage  drop  is  uniform. 


Referring  to  Fig.  51,  the  water  enters  the  hydraulic  motor  W 
and  in  overcoming  the  back  pressure  of  the  revolving  blades  its 
pressure  drops  from  hi  to  A,,  representing  a  net  drop  in  pressure 
Hi.  Pressure  ^4  must  necessarily  be  greater  than  hi  in  order  that 
the  water  may  flow  back  through  the  pipe  Fs.  The  pressure 
hi  —  h\  is  necessary  to  overcome  the  friction  loss  in  the  pipe  Ft. 
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It  is  to  be  noted  that  H^,  the  net  preaaure  at  the  motor  terminals, 
is  less  than  the  pressure  Hi  at  the  pump,  by  the  sum  of  the  pres- 
sures necessary  to  overcome  thefriBtion  in  the  two  pipesf  land/^a. 

In  a  similar  manner,  the  pressure  of  the  electric  current  i) 
ing  through  the  motor  M, 
drops  from  ra  to  i'4,  represent- 
ing a  net  drop  in  pressure  Vs. 
A  large  percentage  of  this 
voltage  Vj  is  necessary  to 
overcome  the  back  emf.  of 
the  motor,  f*  is  necessarily 
greater  than  vi,  or  the  cur- 
rent could  not  flow  along  L2 
back  to  the  negative  terminal 
of  the  generator.  It  is  to 
be  noted  that,  as  in  the  case 
of   Fig.  51,  the  net  potential 

difference  Va  at  the  motor  M  is  less  than  that  at  the  generator 
Fi  by  the  amount  lost  in  the  drop  in  potential  due  to  the 
resistance  of  both  the  outgoing  and  the  return  wire. 

Difference  of  potential  is  thenifore  the  equivalent  of  pressure 
and  tertds  to  send  current  through  a  circuit;  (nirrent  is  quantity  of 
I  I  electricity  per  second. 

Potential  difference 
may  exist  with  no  cur- 
rent flow,  in  the  same 
manner  that  a  boiler 
may  have  a  very  high 
steam  pressure  with 
no  steam  flow,  due  to 
all  the  valves  being 
closed.  Likewise  a 
generator.  Fig.  53, 
may  have  a  very  high  potential  difference  at  its  terminals,  yet 
because  the  switch  S  is  open,  no  current  flows. 

66.  Difference  of  Potential.^In  order  that  current  may  flow 
between  two  points,  there  must  be  a  difference  of  poleniial  between 
the  two  iKJints  as  shown  in  Fig.  52.  This  is  further  illustrated  in 
yig.  54.     A  large  reservoir  and  a  small  tank  are  connected  by  a 


J 


wr 
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pipe  P.  The  water  level  in  the  tank  and  in  the  reservoir  iB  the 
same,  that  is.  there  is  pressure  in  each  but  there  is  no  difference 
in  pressure  between  them.  When  the  valve  V  is  opened,  no  water 
flows  from  the  reservoir  to  the  tank.  However,  if  the  valve  V 
is  opened,  allowing  the  water  level  in  the  tank  to  fall,  a  differ- 
ence of  pressure  between  the  two  tanks  will  result  and  water 
will  now  flow  from  the  reservoir  to  the  tank. 

Fig.  55  shows  two  batteries  Ai  and  A^  each  having  an  emf, 
of  2  volts.  The  positive  terminal  of  A  i  has  a  potential  of  +2 
volts  above  its  negative  terminal;  likewise  the  +  terminal  of  At 
has  a  potential  of  +2  volts  above  its  negative  terminal.  The 
negative  terminals  of  both  batteries  are  at  the  same  potential 


unequal  el 


because  they  are  connected  by  a  copper  wire  through  which 
no  current  flows,  and  consequently  there  can  be  no  potential 
difference  between  the  ends  of  the  copper  wire.  Therefore  points 
a  and  6  must  each  be  at  the  same  potential  of  +2  volts.  If 
now  the  switch  S  be  closed,  no  current  will  flow  from  a  to  b, 
'  because  there  is  no  difference  of  potential  between  a  and  b. 

In  Fig.  56  the  emf.  of  battery  Bi  is  3  volts  and  therefore  the 
potential  of  its  positive  terminal  is  3  volts  above  that  nf  its  nega- 
tive terminal.  The  emf.  of  battery  Bj  is  2  volts  and  therefore  \ 
the  potential  of  its  positive  terminal  is  2  volts  above  that  of  its 
negative  terminal.  The  negative  terminals  are  at  the  same 
potential.  If  this  potential  be  assumed  as  zero,  the  point  e 
is  at  a  potential  of  +3  volts  whereas  the  potential  of  d  is  +2  volte. 
Therefore  the  point  c  is  at  a  potential  of  3  -  2  or  I  volt  higher  than  ■ 
d.  When  switch  H'  is  closed,  a  current  wiU  flow  from  cto  d,ia 
virtue  of  c  being  at  a  higher  potential  than  d. 

B6.  Measurement  of  Voltage  and  Current. — ^ Voltage  or  poten^] 
tial  difference  is  ordinarily  measured  with  a  voltmeter.  It  is  on^J 
occasionally  that  absolute  potemial  is  of  interest.  Ordinarily. 
I  difference  of  potential  is  the  quantity  desired.    The  voltmet 
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(herefore  should  be  connected  across  or  between  the  wires  whose 
difference  of  potential  is  to  be  measured,  as  shown  in  Fig.  57. 

Current  is  ordinarily  measured  with  an  ammeter.  As  current 
is  the  quantity  of  electricity  per  second  passing  in  the  wire,  the 
ammeter  must  be  conneeted  so  that  only  the  current  to  be  meas- 
ured passes  through  it.  This  is  accomplished  by  opening  one  of 
the  wires  of  the  circuit  and  inserting  the  ammeter,  just  as  awater 
meter  ia  inserted  in  a  pipe  when  it  is  desired  to  measure  the  flow 
of  water  in  the  pipe.  When  the  ammeter  is  so  connected,  the 
current  passing  through  to  the  load  is  measured  by  the  ammeter. 
(See  Fig.  57.)     Neper  connect  an  ammeler  across  the  line. 


57.  Ohm's  Law. — Ohm's  Law  states  that  for  a  steady  current 
the  cuiTent  in  a  circuit  is  directly  proportional  to  the  electro- 
motive force  acting  on  the  circuit  and  is  inversely  proportional 
to  the  resistance  of  the  circuit. 

The  law  may  be  expressed  by  the  following  equation  if  the 
current  /  is  in  amperes,  the  eiuf .  E  is  in  volts,  and  the  resistance  R 
is  in  ohms. 


I  = 


f{. 


(17) 


I,  the  current  in  amperes  in  a  circuit  is  equal  to  the  emf. 
tie  circuit  in  volts  divided  by  the  resistance  of  the  circuit  in 
ohms.  Potential  difference  may  be  represented  by  either  the 
letter  "V"  or  "E,"  V  usually  meaning  terminal  voltage  and  E 
electromotive  force  or  induced  voltage. 
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Example.  —The  resistance  of  the  field  winding  of  a  shunt  motor  is  30  ohms. 
What  current  will  flow  through  the  winding  when  it  is  connected  across 
115-volt  mains? 

/  =   D  =  "STT    =  3.83  amp.     Ana. 
iC        ok) 

By  transformation  equation  (17)  becomes 

E  ^  IR  (18) 

jri-8.2x  22-70.4  V.       That   is,  the   voltage   across    any 

J2  -48  n  P^^*  ^^  ^  circuit  is  equal  to  the  prod- 

^^i3*^*^'^^'"^®*®^'  ^c*   ^f  *^®  current  in  amperes   and 

the   resistance    in    ohms,    when  the 


—  current  is  steady. 

Fio.  58.— Voltage  drops  across  a        Example.— The   resistance    of    the    field 
generator  field  and  its  rheostat.    ^-^^^^^  ^f  ^  shunt  generator  is  48  ohms 

and  the  resistance  of  its  rheostat  is  22 
ohms.  (See  Fig.  58.)  If  the  field  current  is  3.2  amp.,  what  is  the  voltage 
across  the  field  winding  terminals,  the  voltage  across  the  rheostat,  and  the 
voltage  across  the  generator  terminals? 

E^^  IR%j='  3.2  X  48  =  153.6  volts  across  field  terminals 

E^  =  IR^  =  3.2  X  22  =    70.4  volts  across  rheostat 

Total   224 . 0  volts  at  terminals. 
Also 

E  =  I(Ri  +  Ri)  =  3.2  (22  +  48)  =  224.0  volts  (check).     Ans. 

Again,  if  equation  (17)  be  solved  for  the  resistance  the  result  is 

ie  =  ^  (19) 

That  is,  the  resistance  of  a  circuit  is  equal  to  the  voltage 
divided  by  the  current,  when  the  current  is  steady.  This  formula 
is  very  useful  in  making  resistance  measurements.     (See  Par.  118.) 

Example. — The  voltage  across  the  terminals  of  a  generator  field  is  220 
volts  and  the  field  current  is  4  amperes.    What  is  the  resistance  of  the  field 

circuit? 

P       ^      220       __    ,  . 

R  ='  -f  —  —r-  =  55  ohms.    Ans. 
I        4 

58.  The  Series  Circuit. — As  was  stated  in  Par.  39,  if  several 
resistances  are  connected  in  series,  the  total  resistance  is  the 
sum  of  the  individual  resistances.     That  is, 

R  =  ri  +  r2  +  rz,  etc.  (20) 
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and  the  current 


7  =  ^  =  ^ 

B      ri  +  rj  +  r« 


(21) 


Example. — ^A  60-ohm  relay  is  connected  in  series  with  a  resistance  tube 
of  30  ohms  and  with  a  small  pilot  lamp  having  a  resistance  of  5  ohms.  The 
operating  voltage  is  115  volts.     What  current  flows  in  thia  relay  circuit? 

115 


^  =  50T30  +"5  =  T5   ^  1-35 amp. 


Ans. 


-fi^ 


59.  The  Parallel  Circuit.— In  Par. 
39,  the  relation  of  total  resistance  to 
the  component  resistances  in  a 
parallel  circuit  was  proved  by  trans- 
forming conductances  into  resistances. 
This  equation  may  be  proved  by 
Ohm's  Law  as  follows :  Consider  the 

circuit  of  Fig.  59,  consisting  of  resistances  ri,  ra,  and  rz  in 
parallel  across  the  voltage  E,  Let  /i  ==  the  current  in  resistance 
ri,  I2  =  current  in  r2,  and  Iz  =  the  current  in  rz. 

Then 


Fig.  59. — A  parallel  circuit. 


/i  = 


h  = 


E] 

ri 
E 


(equation  17) 


Adding  these  together : 


/.  +  /,  +  7,  =  ^  +  ^  +  ^  =  ^(i  +  l-+M 

ri      Ti      n  \r,  ^  rt^  rj 

Let  the  total  current  be  7  =  /i  +  /j  +  I3. 
Let  the  equivalent  resistance  be  R 

E 


I  = 

Substituting  /  for  Ii  -\-  li  +  /j 

E 


R 


or 


7  =  1  =  41- +1+1) 


1=1+1+1 

R        Ti         Ti         Ti 


(22) 


% 
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That  is,  the  reciprocal  of  the  equivaleM  resistance  of  a  parallel 
circuit  is  the  sum  of  the  reciprocals  of  the  individual  resistances. 

If  but  two  resistances  are  involved, 

R  =  -^  (23) 

ri  +  r2 

If  three  resistances  are  involved, 

R  =       -^^-.--  (24) 

Example. — Determine  the  total  current  in  a  circuit  consisting  of  4  resist- 
ances of  4,  6,  8,  and  10  ohms  respectively,  connected  in  parallel  across  a 
10-volt  battery. 

^  =  ^  -f  g  +  g  +  Yo  =  0-25  -f  0.167  +  0.125  +  0.10 

=  0.642  mho 

^  =  KnT?,  —  1.56  ohms 
0.642 

/  =  -  _A  =  6.42  amp.      Ans. 

1.00 

60.  Division  of  Current  in  a 
Parallel  Circuit— In  Fig.  60,  two 
resistances,  Ri  and  R2,  are  .con- 
nected in  parallel  across  the 
voltage  E,     Then : 


Fig.  60. — Division  of  current  in  a 

two-hranrh  parallel  circuit.  j  J^ 


h  = 
u  = 


Rx 

E 

R2 


or 


Ii  __  E/Ri  __  /i2 
I2      E/R2      R\ 


(26) 


That  is,  in  a  parallel  circuit  of  two  branches,  the  currents  are 
inversely  as  the  resistances.  (This  does  not  apply  to  the  division 
of  current  through  the  field  and  armature  of  a  shunt  motor 
when  the  motor  is  running.) 

Example. — A  current  of  12  amp.  divides  between  two  paths  in  parallel, 
part  passing  through  a  branch  having  a  resistance  of  8  ohms,  the  other 
branch  having  a  resistance  of  12  ohms.  How  much  current  passes  through 
each  branch? 
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Let  /i  be  the  current  in  the  8-ohm  branch  and  /»  be  the  current  m 
the  12-ohm  branch. 

^  =  ^    (eq.25)  (1) 

Also 

/i  +  /,  =  12  (2) 


substituting  in  (2) 


/i  =  ^2  "8"  =  ^«  2         ^^^"^      ^^^ 


/.|+/.  =  12 

^l*  =  12           /,  =  4.8  amp. 

Ans. 

Q 

/i  =  4.8  2  =  7.2  amp. 

Ans. 

s 

If  the  circuit  consists  of  three 

1 1 — >  Ri 

branches  (Fig.  61)                              / — >^ 

/              T                        H>           \ 

/              ig >       ^i          \ 

Ri,  Ri,  and  fis, 

\        is >     ^S      / 

the  respective  currents  may  be     yiq.  61.— Division  of  current  in  a 

found  as  follows  I  three-branch  parallel  circuit. 

Let  /  be  the  total  current  =  Ii  +  h  +  Is. 

It  can  be  shown  that  the  current  in  each  branch  is  given  by : 

\  R1R2  "t"  -82^3  ~l"  RzRv 

I^  =  I  ( ^^^\ ^\  (27) 

\  R1R2  +  R^Rz  "t"  RzRJ 

I^  =  I  ( RiR2____\  ,28) 

\  R1R2  ~\~  R2RZ  ~\~  RzRv 

(Note  the  cyclic  order  of  the  subscripts.) 

Example, — A  current  of  25  amperes  passes  through  a  parallel  circuit  of  three 
resistances  of  2.5,  4  and  6  ohms,  respectively.     How  does  the  current  divide? 
Current  in  2.5  ohms. 

4.0  X  6.0 


7i  =25 


(2.5  X  4.0)  -f  (4.0  X  6.0)  +  (6.0  X  2.5) 


24 
=  2^  10  +  24  +  15  =  ^2-2^  ^"'P- 

/,  =  25  ^-^  ^  ^'^  =  7.65  amp. 

1 3  =  25  — ^  =  5.10  amp. 

Total  25.00  amp.  (check). 
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61.  The    Series-parallel  Circuit. — A  circuit  may  consist  of 
groups  of  parallel  resistances  in  series  with  other  resistances  or 

groups  of  resistances  as  shown  in  Fig.  62. 

--^-  In  this  case,   each  group  of  parallel  re- 

;  «^       El    sistances  is  first  combined  into  its  equivalent 

f"    single  resistance  by  equation  (22)  and  the 

mv.  loii^  pisi    Et   ^i^qIq  is  ^jjen  treated  as  a  series  circuit. 

. . .  + 

i6iiSa>s   S26JI  i?8        Example. — Determine  the  total  current  in  the 
_  j     circuit  shown  in  Fig.   62;  determine  the  voltage 
across  each  portion  of  the  circuit ;  ^determine  the 
Fio.  62. — Series-parallel    current  in  each  resistance. 

circuit.  Combine  first  the  10  and  12  ohm   resistances 

into  a  resistance  Ri 

-^  =^  A  +  To  =  0.10  +  0.0833  =  0.1833  mho 
/ti        lU        iZ 

Ri  =  5.45  ohms 

Likewise  combining  the  group  of  three  resistances  into  R2 

=  0.1567  mho 

T  110  110  __. 

^    =  5  +  5.45  +  6.39  =  16.84    =  ^'^^  ^'^^' 
El  =  6.54  X  5.0     =  32.7  volts 
.  E2  =  6.54  X  5.45  =  35.6  volts 
Ei  =  6.54  X  6.39  =  41.7  volts 

Total    110.0  volts  (check). 

35  6 
Current  in  10  n  =    in    ~  ^-^^  amp. 

35  6 
Current  in  12  Q  =  -----  =  2.97  amp. 

Total     6.54  amp.  (check). 

41  7 
Current  in  15  0  =  -j—  =2.78  amp. 

41  7 
Current  in  20  o  =  -^^  =  2.09  amp. 

41  7 
Current  in  25  n  =    -^*.-  =  1.67  amp. 

Total     6.54  (check). 

62.  Electrical  Power. — The  unit  of  electrical  power  is  the 
watt  and  is  defined  as  the  power  developed  by  one  ampere  in 
falling  through  a  potential  difference  of  one  volt.     Watts  are 


w 


OHMS  LAW  AND  THE  ELECTRIC  CIRCUIT  59 


therefore  equal  to  the  product  of  the  volte  and  the  amperes. 
Thus  the  power 

P  =  EI  watts.  (29) 

Since  in  a  circuit  containing  resistance  only  E  =  IR  (equation 
18),  equation  (29)  may  be  wi'itteu 

P  =  {IR)  I  =  im  '  (30) 

pubstituting  for  /  its  value  (l  =  „]  in  equation  (29) 

Iquation  (29)  is  useful  when  the  volts  and  the  amperes  are 
tnown;  equation  (30)  is  useful  wh«n  the  current  and  the  resist- 
ance are  known;  and  equation  (31)  is  useful  when  the  voltage 
and  the  resistance  are  known. 

Example. — The  resistance  of  a  150-8caJe  voltmeter  is  12,000  ohma.     What 
power  IB  eonautned  by  this  voltmeter  when  it  is  connected  across  a,  I2&-volt 


circuit? 

Since   the   voltage  and  the   resistance   ar 

e  known,  equation  (31) 

convenient : 

^  -  12,000  -   '-^  ^"^ 

,.  j«>. 

This  may  be  checki-d  hy  etiuation  (29; 

'  -  iWJ  -  °-°™ 

a  mil. 

P  =  125  X  0.0104  =   1.3  w 

at  Lb  (check). 

The  watt  is  often  too  small  a  unit  for  commercial  use  and  the 
kilowatt  (equal  to  1,000  watts)  is  used  when  lai^e  amounts  of 
power  are  being  considered.  It  ia  often  necessary  to  transform 
from  mechanical  horsepower  to  electrical  power  and  conversely, 
and  a  knowledge  of  the  relation  of  the  two  is  therefore  useful: 


746  watts 

=  1  horsepower 

(32) 

0.746  kw. 

=  1  horsepower 

(33) 

1  hp. 

=  3/4  kw.  very  nearly 

(34) 

Ikw. 

=  4/3  hp.  very  nearly 

(35) 

ExaiapU. — An  electric  Tnotor  takes  28  amperes  at  550  volts  and  has  tui 
efficieaoy  of  89  per  cent.     What  horsepower  does  it  deliver? 
Inpilt  =  28  X  550  =  15,400  watts 
Output  =  15,400  X  0.89  =  13,700  watts 

13,700/746  =  18.35  hp.  at  the  pulley.     Ans. 


.1 
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63.  Electrical  Energy. — Power  is  the  rate  of  doing  workj 
or  is  the  rate  of  expenditure  of  energy.  Therefore  electrical 
energy  is  equal  to  the  product  of  electrical  power  and  time. 
The  unit  of  electrical  energy  is  the  watt-seeond  or  jovie. 

W  =  E  1 1  watt-seconds 

if  t  is  in  seconds,  E  is  in  volts,  and  /  is  in  amperes. 

The  watt-second  is  ordinarily  too  small  a  unit  for  commercial 
purposes,  so  the  larger  unit,  the  kilowatt-hour  (kwh.)  is  commonly 
used.  1  kilowatt-hour  =  1,000  X  60  X  60  =  3,600,000  joules 
or  watt-seconds. 

The  difference  between  power  and  energy  (or  work)  should  be 
clearly  borne  in  mind.  Power  is  rate  of  doing  work,  just  as 
velocity  is  rate  of  motion.  On  the  other  hand,  energy  is  the 
total  work  done  and  is  equal  to  the  power  multiplied  by  the 
time  during  which  it  acts  just  as  distance  covered  is  the  velocity 
or  rate  of  motion  multiplied  by  the  time.  To  speak  of  a  train , 
traveling  at  a  rate  of  40  miles  per  hour  gives  no  information 
as  to  the  total  distance  which  the  train  travels.  Likewise,  to 
speak  of  50  kilowatts  does  not  state  the  amount  of  energy  that 
is  involved.  The  statement  '* electricity  is  sold  for  so  many 
cents  per  kilowatt"  is  incorrect.  The  correct  expression  is 
^'electrical  energy  is  sold  for  so  many  cents  per  kilowatt-/umr." 
To  illustrate : 

Example. — If  energy  is  sold  for  10c  per  kilowatt-hour  (kwh.),  how  many 
kilowatts  may  be  purchased  for  20c?  This  question  as  it  stands  cannot  be 
answered,  since  the  time  is  not  given.  If,  however,  it  is  assumed  that  the 
power  is  to  be  used  for  1  hour: 

20c/10c  =  2  kw.-hr.  available 
2  kw.-hr./l  hr.   =  2  kw.     Ans. 
If  used  in  0.5  hr.,  2kw.-hr.  /0.5  hr.  =  4  kw.     Ans, 
If  used  in  0.001  hr.,  2  kw.-hr. /O.OOl  hr.  =  2,000  kw.     Ana. 

so  that  the  20c  could  purchase  any  number  of  kUowattSf  depending  aa  the 
time  during  which  the  power  is  supplied. 

In  a  similar  way,  horsepower  is  rate  of  doing  work  and  is  equivalent  to. 
33,000  ft.-lb.  per  minute  and  not  to  33,000  ft.-lb.  A  motor  developing  ^hp. 
could  do  33,000  ft.-lb.  of  work  if  allowed  8  minutes  in  which  to  do  it. 
When  speaking  of  work  in  connection  with  horsepower,  the  horsepower- 
hour  is  |,he  unit  ordinarily  used. 
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Example. — How  many  wattr^econdB  are  aupplied  by  a  niolnr  developing 
'i  lip.  for  5  houra? 

=  10  hp.-hr. 
1  =  7,460  watt-huurs 
X  1(!^  watt-seconds.     Ann. 

64.  Heat  and  Energy. — It.  is  well  known  that  heat  may  be  con- 
verted into  mechanical  and  electrical  energy,  and,  conversely,  that 
electrical  and  mechanical  energy  may  be  converted  into  heat. 
The  complete  cycle  of  energy  transformation  is  well  illustrated 
by  a  steam  power  plant.  The  energy  is  brought  to  the  plant  in 
the  coal,  as  chemical  energy.  The  ingredients  of  the  coal  combine 
with  the  oxygen  of  the  air,  thus  converting  the  eliemical  energy 
into  heat  energy.  A  certain  percentage  of  this  heat  is  trans- 
ferred to  the  boiler  and  produces  steam.  The  expansion  of  the 
steam  in  the  engine  cylinders,  or  through  the  buckets  and  blades 
of  the  turbine,  converts  the  heat  energy  of  the  steam  into  wie- 
chaniad  energy.  This  mechanical  energy  drives  the  generator, 
which  converts  a  large  percentage  of  this  energy  into  electrical 
energy.  A  portion  of  this  electrical  energy  is  transformed  into 
heat  in  the  wires,  bus-bars,  etc.  Finally,  the  remainder  is 
used  to  supply  lamps,  propel  electric  cars,  operate  motors,  and 
some  may  be  used  for  chemical  processes.  Ultimately  all  the 
energy  appears  again  as  heat  or  else  is  converted  into  chemical 
or  other  forms  of  energy. 

The  following  table  shows  approximately  what  becomes  of  each 
100  heat  units  existing  initially  in  the  coal  in  the  moat  efficient  | 
modern  power  plants,  lusing  superheaters,  condensers,  and  large 
tinits. 

Efficiencf  of  Eoergy  ConverBion 


1  '.r^"' 

Efflcionty 
(per  cenl.) 

Ilcat  unit- 

Chemical 
Heat 

Mechanical 
Electrical 

Electrical 

Mechanical 

Light 

80* 

25 

95 

85. 

65  (av.) 
2 

80  0 

Diatribution  ayatem    (to    point    of 

Small  raotore 

10.5 

JL^^ 
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Fig.  63'  (by  R.  A.  Philip)  shows  graphically  the  flow  of  power 
from  the  boiler  to  the  point  of  utilization.  It  is  apparent  that 
even  in  the  most  modern  power  plants  the  over-all  efficiency  is 
very  low. 


Fia.  63. — Energy  fiow — thermal,  mechanical  and  electrical 


66.  Thermal  Units. — The  unit  of  heat  in  the  English  aystem 
is  the  B.t.u.  (British  thermal  unit)  and  is  equal  to  the  amount 
of  heat  required  to  raise  one  pound  of  water  1°  F.  It  is  equal 
to  778  ft.-lb.  (called  the  Mechanical  Equivalent  of  Heat). 

In  the  C.G.S.  system  the  heat  unit  ia  the  gram-calorio  and 
is  equal  to  the  amount  of  heat  required  to  raise  one  gram  of 
wat^  1°  C*     A  gram-calorie  is  equal  to  4.2  wfttt-seconda  or  joules. 

By  Joule's  Law  the  heat  developed  in  a  circuit  is: 


W  ■■ 


URt  =  0.24  i^fit  calories 


(36) 


where  ( is  in  seconds,  /  in  amperes  and  R  in  ohms. 

Example.— \0  horsepower  is  delivered  by  a  pump  circulating  400  gftUooa 
of  water  per  minute  through  a  certain  cooling  system.     How  many  dcf^^^ 
F.  is  the  temperature  of  the  water  raised  by  the  action  of  the  pumpT 
10  hp.   =  10  X  33,000  =  330,000  ft.-lb.  per  min. 
330,000/778  =  424  B.t.u.  per  min. 
400  gal.  =  400  X  8.34  =  3,336  lb. 
424/3,336  =  0.13°  F.     Am. 
'  A.  I.  E.  E.  Trans.  Vol.  XXXIV  (1915),  page  779. 
'Hee  Appendix  A,  page  407. 
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Example. — An  incandeBoent  lamp  taking  0.5  amp,  from  lift-volt  n 
ia   irameraed   in  a   small   lank   of   water,   containing   2,(M)0  e.c,  of  water. 
Neglecting  radiatiou,  by  how  many  degreefl  per  minute  is  the  temperature 
of  the  water  raised? 


W  = 


0.24  X  0.5  X  110  X  60  =  792  Palories  p 
792/2,000  =  0.396°  C.     Ans. 


66.  Potential  Drop  ia  a  Feeder  Supplying  One  Concentrated 
Load. — Fig.  64  shows  a  feeder  (consisting  of  a  positive  and  a 
negative  wire)  supplying  a  motor  load.  The  feeder  is  connected 
to  bus-bars  having  a  constant  potential  of  230  volts.  The  feedei 
is  1,000  ft.  long  and  consists  of  two  250,000  CM.  conductora 
The  maximum  load  on  the  feeder  ia  250  amperos.  It  is  required 
to  determine  the  voltage  at  the  motor  terminals  and  the  efficiencjl 
of  transmission. 


igle  load. 


B  was  stated  in  Par.  54,  the  voltage  at  the  motor  must  be  less 
than  that  at  the  bus-bars  because  of  the  voltage  lost  in  supplying 
the  resistance  drop  in  the  feeder, 

From  Table  51,  the  resistance  of  1^00  ft.  of  250,000  CM. 
cable  is  0.0431  ohm.  As  was  shown  in  Par.-  54,  the  net  voltage 
at  the  receiving  end  of  the  hue  is  less  than  the  voltage  at  the 
sending  end  by  the  voltage  loss  in  both  the  outgoing  and  the 
return  wire.  Therefore  the  drop  in  2,000  ft.  of  cable  must  be 
ti^cen,  the  total  resistance  being  0.0862  ohm. 
S  current  is  250  amperes. 

ition  (18)  the  voltage  drop  in  the  line: 


^■■he  current 

^^^v  equation 


=  250  X  0.0) 


=  21.55  volts. 


A 
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Therefore  the  voltage  at  the  motor  terminals  is 

230  -  21.6  =  208.4  volts.     Arts, 

In  Fig.  64  the  voltage  drop  along  the  line  is  shown  graphically. 
The  voltage  at  the  sending  end  of  the  line  is  230  volts,  and  there 
is  a  uniform  drop  in  each  wire,  this  drop  increasing  uniformly 
to  10.8  volts,  making  a  total  voltage  loss  of  21.6  volts.  The  po- 
tential difference  between  the  two  wires  500  ft.  from  the  sending 
end  will  be  230  -  10.8  =  219.2  volts  as  shown. 

The  power  delivered  to  the  motor  =  208.4  X  250      watts.' 
The  power  delivered  to  the  line      =  230  X  250     watts. 

^,       ^  .  f  ^1     ,.  output      208.4  X  250      208.4 

The  efficiency  of  the  hne  =    ^^^  =  -230X  250"  =  -230" 

=  90.8  per  cent. 

With  one  concentrated  load  the  efficiency  of  transmission  is 
given  by  the  voltage  at  the  load  divided  by  the  voltage  at  the 
sending  end  of  the  line. 


U 


350A.- 


-800- 


->*<^ 


160A.- 


-400- 


-M 
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800.000  CM. 
800,000  CM. 


I        800,000  CM. 
900  A. 
[^      800,000  CM. 


160  A. 

4 
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ni-.-r^M  V. 
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Fig.  65. — Voltage  drops  in  a  feeder  supplying  two  loads. 

67.  Potential  Drop  in  a  Feeder  Supplying  Two  Concentrated 
Loads  at  Different  Points.— In  Fig.  65  a  300,000  CM.  feeder 
supplies  200  amp.  to  a  load  800  ft.  from  the  bus-bars,  and 
150  amp.  to  a  load  400  ft.  farther  on.  If  the  bus-bar  voltage 
is  maintained  constant  at  240  volts,  determine  the  voltage  at 
each  load,  the  total  line  loss  and  the  efficiency  of  transmission. 

From  Table  51,  the  resistance  of  1,000  ft.  of  300,000  CM.  cable 
is  0.0360  ohm.  The  resistance  of  800  ft.  =  800/1,000  X  0,0360 
=  0,0288  ohm. 
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Voltage  drop  to  the  200-amp.  load 

E'  =  350  {2  X  0.0288)  =  20.16  volts. 

Voltage  at  200-amp.  load 

£t  =  240  -  20.2  =  219.8  volts.     Am. 

Resistance  of  one  cable  from  the  200-amp.  load  to  the  150- 
amp.  load  =  400/1,000  X  0.0360  =  0.0144  ohm. 

Voltage  drop  from  200-amp,  load  to  150-amp.  load 
E"  =  150  (2  X  0.0144)  =  4.32  volts. 

Voltage  at  150-amp,  load 

£■,  =  219.8  -  4.3  =  215.5  volta.     Ans. 

The  voltage  distribution  along  this  line  is  shown  graphically 
in  Fig.  65. 

To  determine  the  efficiency: 
Line  loss  to  200-amp.  load 

Pi  =    (350)^  (2  X  0.0288)  =  7,060  watts  (equation  30). 
Line  loss  from  200-amp.  load  to  150-amp.  load 

Pi   =   (150)^  (2  X  0.0144)  =  649  watts  (equation  30). 
Total  line  loss 

Pi+Pi  =  7,060  -t-  649  =  7,709  watta  or  7.709  kw. 
Efficiency  = 

input  -  losses       (240  X  350)  -  7,709     76,290       „„  , 
—  input  =  ~^4r><"350 84,000  =  ^^'^  P^"""^"*" 

68,  Estimation  of  Feeders.^It  was  stated  in  Par.  42  that  a 
cir.-mil-foot  of  copper  has  a  resistance  of  10.37  ohms.  In  many 
cases  it  is  sufficiently  exact  to  assume  a  value  of  10  ohms.  Assume 
the  current  density  in  a  feeder  to  be  1 ,000  cir.  mils  per  ampere, 
or  0.001  amp.  per  cir.  mil.  Call  this  the  normal  current  density. 
(Bus-bars  and  lai^e  feeders  operate  at  a  density  very  nearly 
equal  to  this.) 

The  voltage  drop  through  a  cir.-mil-foot  carrying  0.001  amp, 

E  =  IR  =  0.001  X  10  =  0.01  volt. 

lother  cir.-mil-foot,  carrying  0.001  amp.,  will  also  have  a  drop 
of  0,01  volt  between  its  ends.  If  thes."  be  placed  side  by  side,  the 
drop  across  the  two  will  still  be  0.01  volt.  With  any  number 
of  wires,  each  having  1  cir.  mil ,  cross-section,  a  length  of  1  ft. 
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and  a  current  of  0.001  amp.,  the  drop  across  the  ends  of  each 
wire  will  be  0.01  volt.  The  wires  may  be  separated  or  they 
may  be  made  into  a  cable. 

In  Fig.  66  (a)  are  shown  four  separate  conductors,  each  of  1 
cir .-mil-foot  and  each  carrying  0.001  amp.  The  voltage  across 
each  must  be  0.01  volt.  In  Fig.  66  (6)  these  same  four  conductors 
are  grouped  together  and  as  each  carries  0.001  amp.,  the  total 
current  must  be  0.004  amp.     The  voltage  drop  across  the  group 


1  eir.  MIL 


« 


— i. Jli      lljfc- 


.*. 


(a) 


Fig.  66. — Voltage  drop  in  a  cir.-mil  foot. 

is  still  0.01  volt.  If  any  number  of  cir.-mil-ft.  conductors  each 
carrying  0.001  amp.  are  added  in  parallel  to  the  group  of  Fig. 
66  (6),  the  drop  remains  0.01  volt. 

From  the  foregoing  the  following  rule  may  be  deduced : 
The  voltage  drop  per  foot  of  copper  conductor  is  always  0.01 
volt  provided  that  the  current  density  is  0.001  amp,  per  dr.  mil 
Further  J  if  the  density  is  other  than  0.001  amp,  per  cir,  mil,  the 
voltage  drop  mil  be  in  direct  proportion  to  the  current  density. 
This  last  follows  from  equation  (18). 

Example. — A  motor  800  ft.  from  the  power  house  is  to  take  500  amp 
from  230-volt  bus-bars.  What  size  cable  is  necessary  in  order  that  the 
voltage  drop  shall  not  exceed  20  volts? 

A  cable  to  operate  at  the  nontxal  density  must  have 

500  X  1,000  =  500,000  CM. 
The  total  voltage  drop  then  becomes 

0.01  X  800  X  2  =  16  volts. 
The  allowable  drop  is  20  volts,  so  a  smaller  cable  may  be  used. 

500,000  X  l^  =  400,000  CM.    Arts, 
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This  makes  the  actual  current  density 

500 

j^  =  1.25  amp.  per  1,000  cir.  mils. 

69.  Power  Loss  in  a  Feeder. — The  method  of  Par.  68  may  be 
used  to  estimate  the  power  loss  in  a  copper  conductor.  At  the 
normal  density 

P'  =  PR  =  (0.001)210  =  0.00001  (or  lO-'^)  watt 

per  cir.-mil-ft. 

The  total  power  loss  at  the  normal  density 

Po  =  0.00001  XCM.Xl 

where  CM.  is  the  conductor  cross-section  in  cir.  mils  and  7  its 
length  in  feet. 

The  actual  power  loss  is  proportional  to  the  square  of  the  ratio 
of  the  actual  to  the  normal  density. 

That  is, 

P  =  PoD^ 

where  P  is  the  actual  power  loss,  Po  the  power  loss  at  the  normal 
density  and  D  is  the  actual  current  density  in  amperes  per  1,000 
cir.  mils. 

Example, — Determine  the  power  loss  in  the  example  of  Par.  68 

Po  =  0.00001  X  400,000  X  800  X  2  =  6,400  watts  at  the  normal  density. 

The  actual  power  loss 

P  =  6,400  X  (1.25)«  =  10,000  watts  =  10  kw.     Ans. 

The  foregoing  gives  an  easy  and  rapid  method  of  solution  of 
many  problems.  It  is  sufficiently  exact  for  most  practical 
problems. 
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BATTERY  ELECTROMOTIVE  FORCES— E3RCH0FPS 

LAWS 

70.  Battery  Electromotive  Force  and  Resistance. — If  a  volt- 
meter be  connected  across  the  terminals  of  a  battery  (Fig.  67), 
the  switch  &  being  open,  the  instrument  will  record  a  certain  voltage 

E,  If  now  the  switch 
&  be  closed,  allowing 
the  current  /  to  flow, 
the  instrument  will 
record  a  voltage  Y  which 
is  less  than  E, 

The  voltage  £,  meas- 
ured when  the  battery 
deUvers  no  current,  is 
the  internal  voUage  or 
the  electromotive  farce 
of  the  battery;  l;he 
voltage  V,  measured 
when  a  current  I  flows, 
is  known  as  the  terminal 
voltage  of  the  battery  for  that  particular  current  value. 

The  difference  between  the  open-circuit  voltage  j^  and  the  volt- 
age F,  measured  when  current  is  being  taken  from  the  battery, 
is  the  voltage  drop  in  the  battery  due  to  the  passage  of  current 
through  the  battery  resistance.  Every  cell  has  a  certain  resist- 
ance, lying  for  the  most  part  in  the  electrolyte,  but  partly  in  the 
battery  plates  and  terminals.  When  the  external  circuit  is 
closed  so  that  current  can  flow,  a  certain  voltage  is  required 
to  send  this  current  through  the  battery  resistance,  just  as  ven- 
tage is  required  to  send  current  through  an  external  resistance. 
If  the  voltage  E,  measured  at  the  battery  terminals  when  the 
circuit  is  open,  drops  to  V  when  the  circuit  is  closed,  the  voltage 

68 


Fig.  67. — Connections  for  measuring  battery 

resistance. 
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~-  {E  —  V)  is  the  voltage  drop  through  the  cell  due  to  the 
;  of  the  current  /.     Let  th«  cell  resistance  be  r.     Then, 
by  Ohm's  Law, 

E  -  V  =  B  =  It     (by  equation  18) 


^^^  r  =  .  =       -----  {by  equation  19) 

^B  E  =  V  ^-Ir 

That  is,  the  internal  reaistanco  of  the  battery  is  equal  to  the 
open  circuit  voltage  minus  the  closed  etrruit  terminal  voltage  di- 
vided by  the  current  flowing  when  the  circuit  is  closed. 

Example, — The  open  circuit  voUagfi  of  »  storage  opI!  ia  2.20  volts.  The 
terminal  voltage  measured  when  a  current  of  12  amp,  flows  is  found  to  be 
1.98  volts.     What  is  the  internal  resistance  of  the  cell. 

The  voltage  drop  through  the  eel! 


1-lW  ' 


0.22  volt 


In  making  a  measurement  of  this  character,  it  must  be  r 
bored  that  under  open  circuit  conditions  even  the  ordinary  volt- 
meter takes  some  current.  If  the  cell  capacity 
is  small  (as  in  the  case  of  a  Weston  cell)  the 
voltmeter  current  alone  may  reduce  the 
terminal  voltage  to  a  value  one-half,  or  e\en 
less.,  of  the  open  circuit  voltage.  Under  these 
conditions  the  voltmeter  cannot  be  used  to 
measure  the  electromotive  force  of  the  cell 

Moreover,  it  is  impossible  to  measure  di- 
rectly the  internal  voltage  of  the  battery  when 
the  battery  delivers  current,  for  the  voltage 
drop  occurs  within  the  cell  itself.  Fig  68 
represents  these  conditions  so  far  as  their 
effect  on  the  external  circuit  is  concerned.  A  battery  cell  B  is 
enclosed  in  a  sealed  box.  Its  resistance  r  is  considered  as  re- 
moved from  the  cell  itself  and  connected  external  to  the  cell, 
but  within  the  sealed  box.  The  cell  then  may  be  considered 
as  having  no  resistance,  its  resistance  having  been  replaced  by  r. 
^^^onnections  are  brought  through  bushings  in  the  box  to 
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terminals  a  and  b.  When  no  current  is  being  delivered  by 
the  cell,  if  a  voltmeter  be  connected  across  the  two  terminals  a 
and  6,  the  instrument  will  measure  the  emf.,  E.  If,  however,  a 
current  /  flows,  the  terminal  voltage  will  drop  from  E  to  V,  due 
to  the  voltage  drop  in  the  resistance  r.  Under  these  conditions 
it  is  impossible  to  measure  E  when  the  current  is  flowing,  since 
the  voltmeter  can  only  be  connected  outside  the  resistance, 
through  which  the  voltage  drop  occurs. 

The  voltage  E  and  the  resistance  r  are  seldom  constants  but 
are  more  or  less  dependent  upon  the  current.  They  are  also 
afifected  by  temperature,  change  in  specific  gravity  of  the  electro- 
lyte, polarization,  etc. 

71.  Battery  Resistance  and  Current. — As  was  shown  in  Par. 
70,  the  resistance  within  the  battery  tends  to  reduce  the  flow  of 
current.  If,  in  Fig.  67,  the  switch  be  closed,  the  cell  electromotive 
force  E  will  be  acting  upon  a  circuit  consisting  of  the  internal 
resistance  of  the  cell  r  and  the  resistance  of  the  external-circuit  R. 
The  resistances  r  and  R  being  in  series,  the  total  resistance  in 
the  circuit  is  their  sum.     The  current  is 

The  power  lost  in  the  battery  is 

P  =  Pr 

E 
If  the  cell  is  short  circuited,  R  becomes  zero  and  7  =  —     Under 

these  conditions  all  the  electrical  energy  developed  by  the  cell 
is  converted  into  heat  within  the  cell  itself. 

Example — ^A  battery-cell  having  an  electromotive  force  of  2.2  volts  and 
an  internal  resistance  of  0.03  ohm  is  connected  to  an  external  resistance 
of  0.10  ohm.  What  current  flows  and  what  is  the  efficiency  of  the  battery 
as  used? 

^  =  aMToTio  =  i:h  =  ^?-^  ""^P-  ^''''- '  ' 

Power  lost  in  the  battery 

P'  =  (16.9)''  X  0.03  =  8.57  watts. 
The  useful  power 

P  =  (16.9)2  X  0.10  =  28.6  watts. 

P  is  equal  to  the  total  power  developed  by  the  battery  minus  the 
battery  loss. 

2.2  X  16.9  =  37.2  watts 
P  =  37.2  -  8.6  =  28.6      ' 
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From  the  above,  the  following  rule  may  be  deduced:  Tke 
current  in  a  circuit  is  equal  to  the  total  electromotive  force  acting 
in  tke  circuit  divided  by  the  total  resistance  of  the  circuit. 

72.  Batteries  Receiving  Energy.— If  a  resistance  load  be 
connected  across  a  battery,  curj-ent  will  immediately  flow  from 
the  positive  terminal  of  the  battery  and  will  retm^n  to  the  battery 
thoughits  negative  terminal.  As  has  already  been  pointed  out,  the 
battery  terminal  voltage  will  be  less  than  its  open  circuit  value, 
due  to  the  current  flowing  through  the  internal  resistance  of  the 
battery.  Under  these  conditions,  the  battery  is  a  source  of 
energy  and  is  acting  as  a  generator,  that  is,  it  delivers  enei^y. 


If  rurrent  is  forced  to  enter  at  the  positive  terminal  of  the  bat- 
tery, the  battery  will  no  longer  be  supplying  energy  but  will 
be  receiving  energy.  This  energy  muat  be  supplied  from  some 
other  source,  as  from  anotlier  battery,  or,  as  is  more  common, 
from  a  generator.  The  cell  shown  in  Fig,  69  has  an  electromotive 
force  of  2  volts,  and  a  voltmeter  V,  connected  across  its  terminals, 
indicatea  2  volts  when  no  current  flows.  If  another  source  of 
electrical  energy,  such  as  a  direct  current  ganerator,  supply  a  po- 
tential difference  of  just  2  volts  and  its  +  terminal  be  connected  to 
the  +  terminal  of  the  battery  and  its  —  terminal  connected  to  the 
—  terminal  of  the  battery,  as  shown  in  the  figure,  the  voltmeter 
V  will  still  read  2  volts  and  the  ammeter  ^4  will  read  zero.  That  is, 
the  battery  neither  delivers  nor  receives  energy  and  no  effect 
is  noted  other  than  those  noted  when  the  battery  stood  open- 
circuited.  Under  these  conditions  the  battery  is  said  to  be 
"  floating. "  If,  however,  the  voltage  of  the  generator  be  raised 
ttly,  the  ammeter  A  will  indicate  a  current  ftomn^  Itwni 'Oo.ft  ' 


^^g^tly, 


J 


DIRECT  CURRENTS 

+  terminal  of  the  generator  into  the  +  terminal  of  the  battery, 
a  direction  just  opposite  to  that  which  the  eurrent  had  when  the 
battery  supplied  energy.  The  voltmeter  wiil  no  longer  read  2 
volts,  but  will  indicate  a  potential  somewhat  in  excess  of  2  volts. 
What  actually  happens  may  be  illustrated  by  a  mechanical 
analogy.  Fig.  70  shows  a  car  standing  on  the  track.  A  force 
of  400  lb.  is  necessary  to  overcome  the  standing  friction  of  the 
car  on  the  track.  At  one  end  of  the  ear  a  force  F  is  applied. 
Before  the  force  F  can  move  the  car  its  value  must  at  least  equal 
4r00  lb.  When  F  is  exactly  400  lb.  the  car  will  not  move,  just 
as  no  current  flowed  into 


i"o  i.h.       the  battery  when  the  gen- 
erator   voltage     was    just 

^^'^  equal  to  thatof  the  battery. 

-Forre  neoeBSftry  to  sl.arl  a  car-        -i,,  j*       ^  rt  ■ 

When  the  force  A  exceeds 

400  lb.,  however,  the  car  will  move,  the  force  effective  in 
producing  this  motion  being  the  amount  by  which  F  exceeds 
400  lb.  Thus,  if  F  =  450  lb.,  400  lb.  of  this  is  utihzed  in  over- 
coming the  400  lb.  opposing  force  due  to  friction  and  50  lb.  is 
effective  in  moving  the  car. 

In  the  case  of  the  battery  no  current  will  flow  until  voltage  in 
excess  of  the  2  volts  is  produced  by  the  generator.  Thus,  if  the 
generator  voltage  be  raised  to  2.4  volts,  2.0  volts  of  this  is  utilised 
buck"  the  2.0  volts  of  the  cell  and  0.4  volt  is  eS'eetive 
in  sending  current  into  the  cell.  Thus,  if  the  cell  reaiataoee 
be  0.1  ohm,  the  current  will  be 


L  and                                       E  =  V  -  Ir                                      (41) 

^^L  That  is,  the  electromotive  force  of  the  cell  is  less  than  the  termi- 

^^H  nal  voltage  by  the  amount  of  the  resistance  drop  in  the  cell  itself. 

^^B  These  equations  should  be  compared  with  equations  (37)  and 

^HL  (38),  respectively. 

^- 


1  =  ^~=  4.0'amp. 

This  assumes  that  the  resistance  of  the  leads  is  negligible. 

Therefore,  if  E  is  the  electromotive  force  of  a  battery,  r  its 
resistance  and  V  the  terminal  voltage  when  current  flowfe  in  uX  ■ 
its  positive  terminal, 

/  =  ^^  (40) 
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Under  these  conditions,  the  cell  is  receiving  electric  energy,  as 
is  the  case  when  a  storage  battery  is  being  charged. 

73.  Battery  Cells  in  Series. — Strictly  speaking,  a  battery 
consists  of  more  than  one  unit  or  cell.  However,  the  term 
battery  has  come  also  to  mean  a  single  cell,  when  this  cell  is 
not  acting  in  conjunction  with  others. 

When  cells  are  connected  in  series,  their  electromotive  forces  are 
added  together  to  obtain  the  total  electromotive  force  of  the  battery, 
and  their  resistances  are  added  together  to  obtain  the  total  resistance 
of  the  battery. 

Thus,  if  several  cells,  having  electromotive  forces,  E,,  Et,  Ej, 
Ei,  etc.,  and  resistances  ri,  ri,  rj,  r«,  etc.,  are  connected  in  series, 
the  total  electromotive  force  of  the  combination  is 

E  =  fii  +  ff:  +  Bs  +  El,  etc.  (42) 

and  the  total  resistance  is 

r  =  r,  +  rt  +  rs  +  u,  etc.  (43) 

Equation  (42)  assumes  that  the  cells  are  all  connected  +  to 
—  80  that  their  electromotive  forces  are  additive.  If  any  cell 
be  connected  so  that  its  electromotive  force  opposes  the  others, 
its  voltage  in  equation  (42)  must  be  preceded  by  a  miuus  sign. 

If  an  external  resistance  R  is  connected  across  these  cells  in 
series,  then  by  equation  (38)  the  current  is 


1  - 


r+  ft 


E,  +  Ei  +  E3  +  Et,  etc. 
/"i  +  ra  -h  ra  +  r<,  etc.,  +  R 


(44) 


Etampte. — Four  dry  cells  having  eltutromotive  forces  of  1.30,  1.30,  1.35, 
attd  1.40  volts  Had  resistances  of  0.3,  0.4,  0.2,  and  0.1  ohin,  respectively,  are 
ies  to  operate  a  relay  having  a  resistance  of  10  ohms.     What 
9t  flows  in  the  rfelay? 


y^^i 


I  - 


1.30  H 


t.30  +  1 


'  A  battery  consisting  of  n  equal  cells  in  series  has  an  emf.  n  times 

that  of  one  cell,  but  has  the  current  capacity  of  one  cell  only. 

74.  Equal  Batteries  in  Parallel. — To  operate  satisfactorily  in 

I      parallel  all  the  batteries  should  have  the  same  electromotive 
force.     The  behavior  of  batteries  having  unequal  electromotive 

L  4lSS^  "'"'  '^®  treated  as  special  problems  (see  PaT.  7?iV 
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Fig.  71  shows  a  battery  of  six  cells,  each  having  an  electromo- 
tive force  of  2.0  volts  and  a  resistance  of  0.2  ohm.  It  is  clear 
that  the  emf .  of  the  entire  battery  is  no  greater  than  the  emf .  of 
any  one  cell.  The  current,  however,  has  6  paths  through  which 
to  flow.  Therefore,  for  a  fixed  external  current,  the  voltage  drop 
in  each  cell  is  one-sixth  that  occurring  if  all  the  current  passed 
through  one  cell.  If  the  internal  resistance  of  one  cell  is  0.2  ohm, 
the  resistance  of  the  battery  as  a  whole  must  be  0.2/6  =  0.033 
ohm. 


^ 

£=2V. 

+  js;=2v. 

+  £«2V. 

+    k=2V. 

+  £7=2V. 

+  IJ=2V. 

+        < 

r=o.2ir 

""1^0.20 

"l£0.2n 

> 

.0.2Q 

"r«o.2n 

"r-0.25' 

< 

. 

JB-0.8 


Fig.  71. — Parallel  arrangement  of  equal  batteries. 


Example, — If  the  external  resistance  connected  across  the  terminals  of 
the  battery  in  Fig.  71  is  0.3  ohm,  what  current  flows? 
Resistance  of  battery  =  0.2/6  =  0.033  ohm. 

2.0  2.0 


/  = 


=  6  amp.     (eq.  39).     Ans, 


1,1.1,1,, 

1 1 1 h  etc. 

fi      r2      rs      ri 


(45) 


0.033  +  0.3        0.333 

If  the  emfs.  are  equal  but  the  resistances  of  the  cells  are  not  all  equal,  but 
are  ri,  r2,  rj,  r4,  etc.,  the  battery  resistance  r  is  found  by  considering  these 
resistances  as  being  in  parallel  (equation  (9),  Chap.  III). 

1 

r 

Example. — ^A  battery  consists  of  4  cells  connected  in  parallel|  each  having 
an  electromotive  force  of  2.0  volts,  but  resistances  of  0.30,  0.25,  0.22,  and 
0.20  ohm  respectively.  If  a  resistance  of  0.5  ohm  is  connected  across  the 
terminals  of  the  battery,  what  current  flows,  and  how  much  current  does 
each  cell  supply?     What  is  the  voltage  across  the  battery  terminalfi? 

r      0.30  ^  0.25  ^  0.22  ^  0.20 


=  16.87  mhos. 


r  = 


/  = 


16.87 


=  0.0593  ohm. 


2.0 


2.0 


=  3.58  amp.     Ana, 


0.0593  +  0.50      0.5593 
The  terminal  voltage 

Bi  =^  IR  =  3.58  X  0.5  =  1.7^  NoVta.    Aus. 


r 
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i  of  equation  (37). 


=  0.30 

9  _  0.; 

0.30 


o  ,  .  ,        2.0  -  1.79      0.21       „_ 

Solving  /,  =  —..-.  -  =  „  .7  =  0■^  a™P- 


Likewise  /■  =  - 

,  2.V    —    I. IB  U.il  n  n-- 

^' n9'>—=no^  =  0-05  amp. 

-  =  1.05  amp. 


2.0  -  _  _  _ 

0.25  0.25  " 

2.0  -  1.79  ^0.21 
0.22  " 
.0  -  1.79  ^0.21 
0.20  0.20  " 

Total  current  3.54  (check),     Ana. 
That  is,  the  current  in  any  cell  is  equal  to  the  voltage  drop  in  the  cell  divided 
by  the  resistance  of  the  cell. 

It  will  be  found  that  the  products  of  the  current  and  the  resistance  of 
each  cell  are  all  equal. 

0.7  X  0.3  -  0.84  X  0.25  -  0.B5  X  0.22  =  J.05  X  0.20 
Cells  connected  in  parallel  mast  all  have  the  same  terminal  voltage  since  all 
the  positive  terminals  are  tied  tDf;ether  and  all  the  negative  terminals  are 
tied  together.  If  the  emt.'a  ot  the  cells  are  all  equal,  the  total  battery 
emf.  is  equal  to  the  emf.  of  but  one  cell.  The  total  battery  resistance 
may  be  found  by  the  equation  tor  resistances  in  parallel.  The  current  in 
each  cell  is  inversely  proportional  to  the  resistance  oF  the  cell  if  the  eleciro- 
molitie  forces  are  idl  equal.  The  current  capacity  of  the  battery  is  the  sum 
of  the  current  capacities  of  the  individual  cells. 

75.  Series-parallel  Grouping  of  Cells. — Rows  of  series-con- 
nected cells  may  he  so  connected  that  the  rows  themselves  are 
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Fig.  72.-r8eriea  purallcl-grouping  of  cells, 
grouped  in  parallel.     Fig.  72  shows  a  row  of  4  cells  in  series,  and 
five  of  these  rows  in  parallel.     If  there  are  ?n  equal  cells  in  series 
in  each  row,  then  the  emf.  of  each  row  must  be 

E  =  mE'        (by  equation  42} 
wbeiv  E' is  the  emf.  of  one  ceiJ. 
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The  resistance  of  each  row  must  be 

ri  =  mr'     (by  equation  43) 

where  r'  is  the  resistance  of  one  cell. 

Since  there  are  n  rows  in  parallel,  the  resistance  of  the  whole 
combination  must  be 

r  =—  =  --  r  (46) 

WW  ^ 

If  an  external  resistance  R  is  connected  to  the  battery,  the 
current  is 

w 

Example, — ^Let  each  of  the  cells  of  Fig.  72  have  an  emf.  of  0.9  volt  and 

an  mtemal  resistance  of  0.08  ohm.    If  the  external  resistance  R  is  0.5  ohm, 

what  current  flows? 

J          4  X  0.9  3.6         ^  .  . 

I  =  7 =  TT^^  =  6.4  amp.    Ans. 

a  0.08  +  0.5      ^'^^^ 
o 

76.  Grouping  of  Cells. — (a)  To  obtain  the  best  economy,  group 
the  cells  so  that  the  battery  resistance  is  as  low  as  possible. 
This  usually  means  a  large  number  of  parallel  connections. 
Under  these  conditions  the  life  of  the  battery  will  be  prolonged 
but  the  initial  cost  is  excessive. 

(6)  To  obtain  the    maximum   current     with  a  fixed  external 

resistance  make  the  internal   resistance  (— r')    of    the   battery 

equal  to  the  external  resistance.  This  is  not  economical,  since 
only  half  of  the  energy  developed  by  the  battery  is  available 
in  the  external  circuit;  the  other  half  is  lost  in  the  cells  themselves. 
Under  these  conditions  the  battery  delivers  the  maximum  power. 
(c)  To  obtain  quick  action  for  the  intermittent  operation  of 
relays,  bells,  etc.,  group  the  cells  in  series  if  possible. 

Example, — In  the  example  of  Par.  75,  how  should  the  cells  be  arranged  to 
obtain  the  maximum  current? 

The  total  battery  resistance  -  0.08  must  be  equal  to  the  external  resistance. 

That  is,  -  0.08  =  0.5 

n 

Also  mXn  =  20      n  —  — 

m 
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Q> 


20 
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cells   in    series,  ami  two  row 

8  in  parallel 

aot   operate   satisfactorily  if 

onnected  in 

cells  in  aeries.) 

VV^He  best  arrangement  is  ten 

I      CBleveri  ceils  in  series  would  i 

parallel  with  the  remaining  nine 

77.  KirchofiPs  Laws.^By  means  of  KirchofF's  Laws  it  is 
possible  to  solve  many  circuit  networks  that  would  otherwise 
be  difficult  of  solution. 

(1)  In  any  branching  netwoTk  of  wires,  the  algebraic  sum  of  the 
currents  in  ali  Ike  wires  thai  meet  at  a  point  is  zero. 

(2)  The  sum  of  ali  the  electromotive  forces  acting  around  a  complete 
circuit  is  equal  to  the  sum  of  the  resistances  of  its  separate  parts 
multiplied  each  into  the  strength  of  the  current  that  flows  through  it, 
or  the  total  change  of  potential  around  any  closed  circuit  is  zero. 

The  first  law  is  obvious.  It  states  that  the  total  current 
leaving  a  junction  is  equal  to  the  tot^l  current  entering  the  junc- 
tion. If  this  were  not  so 
electricity  would  accumulate 
at  the  junction. 

The  law  is  iUustrated  by 
Fig.  73.  Four  currents,  /,, 
/s,  /a,  and  h  meet  at  thr 
junction  0.  The  first  tlirec 
currents     flow     toward     the 

.....  Kio.  7a,— lUuBtroliiiK  Kirchors  first  liiw. 

junction  so  have  plus  signs  as 

they  add  to  the  quantity  at  the  point  0.  The  last  current  It 
flows  away  from  the  junction,  so  has  a  minus  sign  as  it  subtracts 
from  the  quantity  at  the  point  0.     Then 

I,  +  h  +  h-  h  =  0  (48) 

Assume  that  /i  =  5  amp...  /j  =  8  amp.  and  7,  =  17  amp. 

Then  5  +  8  -(-   /j-  17  =  0 

I     and  /a  =   4-4  amp.,  the  plus  sign  indicating  that  the  current 
flows  toward  the  junction- 

The  second  law  is  but  another  application  of  Ohm's  Law  (equa- 
tipn  18).    The  basis  of  the  law  is  obvious;  if  one  starts  at  a 
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tain  point  in  a  circuit,  and  follows  continuously  around  the  paths 
of  the  circuit  until  the  starting  point  is  again  reached,  he  must 
again  have  the  same  potential  with  which  he  started.  Therefore 
the  sources  of  electromotive  force  encountered  in  this  passage 
must  necessarily  be  equal  to  the  voltage  drops  in  the  resistances, 
every  voltage  being  given  its  proper  sign. 

This  second  law  is  illustrated  by  the  following  example. 


^isio  v.      jjjas  v. 


Bi=i 


H 


A  i?2F2A 

B 


\ 


Bile  doe  to  E\ 

10' ^ 


0.5  VoU  drop  in  (1) 


(1)  (2) 

I — \aaaa/w — ' 

4—  /  s  0.6  Amp. 
(a) 
Fig.  74. — Voltage  relations  in  an  electric  circuit. 


Two  batteries   (Fig.   74),  having  electromotive  forces  of  10 

and  2  ohms  respectively, 
are  connected  in  series  opposing  (their  +  terminals  connected 
together)  and  in  series  with  an  external  resistance  of  6  ohms. 
Determine  the  current  and  the  voltage  at  each  part  of  the  cir- 
cuit. 

Since  the  two  batteries  act  in  opposition,  the  net  electro- 
motive force  of  the  two  batteries  is  10  —  6  =  4  volts. 

The  current  is, 

J         10-6         4       ^. 

Consider  the  point  A  as  being  at  reference  potential.  In 
passing  from  A  to  5  there  is  a  10-volt  rise  in  potential  due  to  the 
electromotive  force  of  battery  No.  1,  but  around  the  circuit 
in  the  direction  of  the  current  flow  there  occuj:^  a  simultaneous 
0.5- volt  drop  of  potential  due  to  the  current  flowing  through  the  1- 
ohm  resistance  of  cell  No.  1.  Therefore  the  net  potential  at 
B  is  but  9.5  volts  greater  than  that  at  ^4,  as  is  shown  in  Kg.  746. 
In  passing  from  B  to  C  there  is  a  drop  of  6  volts  due  to  passing 
from  the  +  to  the  —  terminal  of  battery  No.  2,  and  there  is 


^     Ir  drops 

i  ■" 

0.5  X  1  = 

-  0.5  volt 

0.5  X  2  - 

-  1.0  volt 

-  0.5  X  5  - 

-  2.6  volt 

-  4.0  volt 
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also  a  further  drop  of  1  volt  due  to  the  current  of  0.5  amp. 
passing  through  the  2-ohm  resistance  of  battery  No,  2.  This 
makes  the  net  pttential  at  C  =  9.5  —  6  —  1  =  +  2.5  volts. 
In  passing  from  C  to  .d  there  is  a  drop  in  potential  of  2.5  volts  due 
to  the  current  of  0.5  amp.  flowing  through  the  5-ohm  rtssiatance. 
When  point  A  is  reached  the  potential  has  dropped  to  zero. 

Therefore  the  sum  of  all  the  electromotive  forces  in  the  circuit, 
taken  with  their  proper  signs,  is  equal  to  the  sum  of  the  It 
drops.     This  is  illustrated  as  follows :  , 

Electromotive  forces 

Cell  No.  1  =  +  10  volts    Cell  No,  1  =  - 

"    No.  2  =  -    6  volts     "     No.  2=- 

Total  +    4  volts    5-ohm  res.  =  ■ 

»  Total 

+  4  +  (  -  4)  =  0 

78.  Applications  of  Eirchoff's  Laws. — In  the  application  of 
Kirchoff's  second  law  to  specific  problems  the  question  of  alge- 
braic signs  may  be  troublesome  and  is  a  frequent  source  of  error. 
If,  however,  the  following  rules  are  kept  in  mind  no  difficulties 
should  occur. 

A  rise  in  voltage  should  he.  preceded  by  a  -i-  sign. 
A  drop  in  voltage  should  be  preceded  by  a  —  sign. 

For  example,  in  passing  through  a  battery  from  the  —  to  the 
+  terminal,  the  potential  rise^  so  that  this  voltage  should  be 
preceded  by  a  -|-  sign.  On  the  other  hand,  when  passing  from 
the  +  terminal  to  the  —  terminal,  the  potential  drops,  so  that 
a  —  sign  should  precede  this  voltage.  These  points  are  illu- 
strated by  Fig.  74. 

When  going  through  a  resistance  in  the  same  direction  as  the 
current,  the  voltage  drops,  so  that  this  voltage  should  be  preceded 
by  a  —  sign.  A  voltage  due  to  passage  through  a  resistance  in 
the  direction  opposite  to  the  current  flow  should  be  preceded  by 
a  -I-  sign. 

This  is  further  illustrated  by  the  electric  circuit  shown  in 
Fig.  75.     Three  batteries  having  emf  .'b  Ei,  E^,  and  Et  are  con- 
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nected  as  shown  in  different  parts  of  the  network  of  resistances, 
Riy  J?2,  ^3,  ^4.  The  assumed  directions  for  the.  various  currents 
are  indicated  by  the  arrows.  The  battery  lesistances  are  as- 
sumed negligible  as  compared  with  the  other  circuit  resistances. 
Starting  at  the  point  a,  and  applying  Kirchoflf's  second  law 
to  the  path  dbcdaj  an  equation  may  be  written 

+  El  —  I\R\  —  I2R?.  "I~  E2  —  IjRa  =  0 

Starting  at /and  passing  along  the  path /eftcd/: 

—  Ei  +  IsRs  —  I2R2  ~\~  E2  =  0 


—  <- 


R2 


—■     R 

^ — "^3 


Fig.  75. — Application    of    Kirchoflf's 

laws. 


a 


/, 


d 


i 


£r,-4V. 


Jr,-2V. 


+ 


I— 'VVWSy^ 


£,-=3V. 


I9 


Fig.     76. — Application     of     KirchoflTs 

laws. 


This  gives  but  two  equations  for  the  determination  of  three 
unknown  currents.  Three  equations  are  necessary.  The  third 
may  be  obtained  by  applying  KirchofiF^s  first  law  to  some  junction 
as  b. 

+  /i  -  /2  -  /a  =  0 

since  7i  is  assumed  to  flow  toward  the  junction  and  It  and  h 
away  from  the  junction. 

With  these  three  equations  it  is  possible  to  determine  the  three 
currents. 

Example, — ^Fig.  76  shows  a  network  identical  with  that  shown  in  Rg.  75, 
except  that  numerical  values  are  used.  The  battery  resistances  are  assumed 
to  be  small  compared  with  the  circuit  resistances,  and  are  neglected. 

Ck>nsidering  path  abcda, 

+  4  -  (/1O.5)  -  {I-^)  -f  2  -  (/il)  =0  . 
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or 


1.5/1  -f  3/2  =  6  ' 
Similarly,  path  fehcdf,  starting  at  /, 

-3  +  {I^l)  -  37,  -f  2  =  0 


{A) 


or 


and  at  the  junction  h. 


or 


3/2  -  /«  =  -  1 

-f  /i  -  /2  -  78  =  0 

/i  =  /2  +  U 


(B) 


iC) 


Substituting  Ii  (C)  in  {Aj 

1.5(/2  +  I,)  +3/2  =  6 
4.57,  +  1.5/3  =  6 

and  combining  with  (B) 

9/2  -  3/3  =  -  3  (B) 

9/2  +  3/3  =  12 
-  6/3  =  -  15 

1 3  =  2.5  amp.     Ans. 

Substituting  thb  value  m  (B) 

3/2  -  2.5  =  -  1 
3/2  =  1.5 
I2  =  0.5  amp. 
/i  =  /2  -f  /«  =  3.0  amp.       (C)     Ans. 

79.  Assumed  Direction  of 
Current. — In  the  solution  of  this 
type  of  problem,  the  question  of 
assuming  the  proper  direction  of 
current  often  arises.  The  current 
may  be  assumed  to  flow  in  either 
direction.  If  the  assumed  direc- 
tion of  the  current  is  not  the 
actual  direction,  this  current  will 
be  found  to  have  a  minus  sign 
when  the  equations  are  solved. 

Example, — This  is  illustrated  by  assum- 
ing that  the  three  currents  of  Par.  78 
have  such  a  direction  that  they  all  meet 
at  point  J  as  is  shown  in  Fig.  77.    This  condition  is  of  course  impossible. 

Considering  circuit  ahcda^  starting  at  a, 

+  4  +  0.5/1  -  3/2  +  2  +  /i  =  0 
1.5/,  -  3/2  -f  6  =  0 


d 


I VWW — b 


3-^ 


ii:.-3V. 


—     1 


l-A/VVW/V-'c 


Fig.    77. — Application     of     Kir- 
choff's  laws. 
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Similarly  circuit  fehcdf,  starting  at  /, 

-  3  +  /3  -  3/2  +  2  =  0 
/,  -  3/2  -  1  =  0 

The  three  currents  /i,  /2,  /s  all  flow  toward  junction  d,  therefore 

/i  +  /2  +  /.  =  0. 

Substituting  and  solving 

/i  =  —  3  amp.  Ans, 
1%  =  0.5  amp.  Ana, 
/a  =  2.5  amp.        Ana, 

The  minus  sign  preceding  /i  signifies  that  this  current  flows  in  the  opposite 
direction  to  that  assumed  and  indicated  by  the  arrow,  Fig.  77.  The  + 
signs  before  I2  and  Iz  indicate  that  the  assumed  directions  for  these  two 
currents  were  the  actual  direction  of  flow. 

80.  Further  Applications  of  Kirchoff's  Laws. — Kirchoflf's  laws 
might  be  applied  to  problems  involving  distribution  systems, 
electric  railways,  etc.,  where  power  is  fed  to  the  loads  through 
different  feeders  and  from  different  substations.  In  practice, 
however,  Kirchoff's  laws  are  rarely  directly  applied  to  electric 
railway  systems,  since  the  widely  fluctuating  loads  which  are 
constantly  shifting  their  location  make  it  impossible  to  formulate 
a  definite  problem.  Only  occasionally  is  it  necessary  to  apply 
these  laws  to  power  and  lighting  systems,  since  the  feeder  layout 
in  such  systems  is  usually  determined  by  various  operating 
considerations. 

The  following  problem  illustrates  the  possible  application  of 
these  laws. 


Fig.  78. — Ring-feeder  system. 

Example, — In  Fig.  78  a  240-volt  substation  at  A  supplies  two  distributing 
centers  B  and  C,  by  a  ring  system  of  feeders.  Between  A  and  5,  a  distance 
of  800  ft.,  two  1,000,000  CM.  feeders  are  paralleled;  between  4  and  C,  a 
distance  of  1,200  ft.,  three  1,000,000  C,M,  feeders  are  paralleled;  betweeA 
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and  C,  a  distance  of  600  ft.,  a  1,000,000  CM.  feeder  is  connected.  De- 
snnine  the  current  in  each  feeder  and  the  voltage  at  each  distributing  cen- 
■»,  when  the  load  at  B  is  2,000  amp.  and  that  at  C  is  3,500  amp. 

Assuming  10  ohms  per  cir.-mil-foot : 

Resistamje  per  wire  A  to  B  ^  ^      =  0.004  ohm. 

Resistance  per  wire  B  to  C  —  ^  ^  =  0.006  ohm. 

1,UUU,UUU 

Resistance  per  wire  AtoC  =    *  ^^^  ^^^  =  0.004  ohm. 

o,UuU,UUU 

Going  from  A  to  B  to  C,  out  on  the  positive  and  back  on  the  negative 
twtiductor, 
U)  -  /i(0.004)  -  (/i  -  2,000)0.006  -  Ec  -  (/i-  2,000)0.006 -/i(0.004)  =0 

240  -  /i(0.02)+  24  =  JB?c  (1) 

liikewise  going  direct  from  A  to  C 

240  -  72(0.004)  -  Ec  -  72(0.004)  =  0 

240  -  72(0.008)  =  Ec  (2) 

Equating  (I)  and  (2) 

240  -  7i(0.02)  H-  24  =  240  -  72(0.008) 

0.027i  -  0.00872  =24  (3) 

At  the  junction  at  C 

h  -  2,000  H-  72  =  3,500 

7i  H-  72  =  5,500  (4) 

Substituting  in  (3)  for  7i  =  5,500  -  72 

0.02(5,500  -  72)  -  0.00872  =  24 
110  -  0.0272  -  0.p0872  =  24 

0.02872  =  86 

72  =  3,070  amp.     Ans, 
1 1  =  2,430  amp,     Aw«. 

Voltage  at  C  (equation  2) 

Ec  =  240  -  3,070(0.008)  =  215.44  volts.     Ans. 
Eb  =  240  -  2,430(0.008)  =  220.56  volts.     Ana. 
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CHAPTER  VI 

PRIMARY  AND  SECONDARY  BATTERIES 

81.  Principle  of  Electric  Batteries. — If  two  copper  strips  or 
plates  be  immersed  in  a  dilute  sulphuric  acid  solution  (Fig. 
79a)  and  be  connected  to  the  terminals  of  a  voltmeter,  no  ap- 
preciable deflection  of  the  voltmeter  will  be  observed.  This  shows 
that  no  appreciable  difference  of  potential  exists  between  the 
copper  strips.     If,  however,  one  of  the  copper  strips  (Fig.  796) 


^g^yy/tyxy.^>»/^ty/;y7/agjBg;;!^ 


_^^      Dilate 
Est  ^-Sulphuric 


Dilnto 
Salphwie 


(a) 


(b) 


Fig.  79. — Simple  primary  cell. 


be  replaced  by  a  zjinc  strip,  the  voltmeter  needle  will  deflect  and 
will  indicate  approximately  one  volt,  showing  that  a  potential 
difference  now  exists.  It  will  be  necessary  to  connect  the  copper 
to  the  +  terminal  of  the  voltmeter  and  the  zinc  to  the  - 
terminal  in  order  that  the  voltmeter  may  read  up  scale.  This 
shows  that  so  far  as  the  external  circuit  is  concerned,  the  copper 
is  positive  to  the  zinc. 

The  above  experiment  may  be  repeated  with  various  metals. 

84 
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For  example,  carbon  or  lead  may  be  substituted  for  the  copper 
and  a  potential  difference  will  be  found  to  exist  between  each 
of  these  and  the  zinc,  although  it  will  not  be  of  the  same  value 
as  it  was  for  the  copper-zinc  combination.  Likewise  other  metals 
may  be  substituted  for  the  zinc,  and  potetinal  differences  will 
be  found  to  exist. 

Furthermore,  it  is  not  necessary  that  sulphuric  acid  be  used  for 
the  solution.  Other  acids  such  aa  hydrochloric,  chromic,  etc., 
may  be  substituted  for  the  sulphuric;  or  even  salt  sohitions 
such  as  common  salt  (sodium  chloride),  ammonium  chloride 
(sal  ammoniac),  copper  sulphate,  zinc  sulphate,  etc.,  may  be 
used. 

In  order  to  obtain  a  difference  of  potential  between  the  two 
metal  plates,  but  two  conditions  are  necessary, 

(1)  The  plates  must  be  of  different  metals. 

(2)  They  must  be  immersed  in  some  electrolytic  solution,  such 
as  an  acid,  alkali,  or  salt. 

Again,  if  current  be  taken  from  the  cell  shown  in  Fig.  79  (b) 
by  connecting  a  resistance  across  its  terminals  (Fig.  80),  current 
will  flow  from  the  copper  through  the  resistance  AB  and  into 
the  cell  through  the  zinc.  Inside  the  cell,  however,  the  current 
will  flow/rowi  the  zinc  through  the  solution  to  the  copjier  as  shown 
in  Fig.  80.  For  the  reason  that  current  flows /rom  zinc  to  copper 
within  the  cell,  zinc  is  said  to  be  electrochemically  positive  to 
copper.  Therefore,  when  cnosidering  such  an  electrolytic  cell, 
the  copper  is  positive  to  the  zinc  when  the  external  circuit  is 
considered,  but  the  zinc  is  electro-positive  to  the  copper  when 
the  plates  and  the  solution  alone  are  considered. 

82.  Definitions. — The  metal  strips  or  plates  of  a  cell  are  called 
electrodes.  The  electrode  at  which  current  enters  the  solution 
(as  the  zinc,  Fig.  80)  is  the  anod-e,  and  the  electrode  at  which 
current  leaves  the  solution  (as  the  copper,  Fig.  80)  is  the  cathode. 

The  solution  used  in  a  cell  is  called  the  electrolyte. 

If  current  be  taken  from  the  cell  under  proper  conditions  and 
for  a  considerable  time,  the  zinc  plate  will  diminish  in  weight. 
This  is  true  not  only  in  the  case  of  this  particular  cell,  but  in  prac- 
tically all  cells  the  flow  of  current  is  accompanied  by  a  loss  in 
weight  of  at  least  one  of  the  plates.  Energy  is  stored  in  the  cell 
c}iemically,  and  the  electrical  energy  is  delivered  at  the  expense  of 
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the  plate  which  goes  into  solution.  That  is,  one  plate  is  either 
oxidized  or  converted  into  another  chemical  compound,  this 
change  being  accompanied  by  a  decrease  of  chemical  energy 
of  the  system.  Therefore  chemical  energy  is  converted  into 
electrical  energy ,  when  the  cell  delivers  a  current. 

Hence: 

An  electric  cell  or  battery  is  a  device  for  transforming  chemical 
energy  into  electrical  energy. 

Such  cells  or  batteries  are  divided  into  two  classes :  primary 
cells  and  secondary  cells. 


LA/WV-J 


Fig.  80. — Current-flow  in  a  single  cell. 

In  a  primary  cell  it  is  necessary  from  time  to  time  to  renew 
the  electrolyte  and  the  electrode  which  goes  into  solution  by 
fresh  solution  and  new  plates,  respectively. 

In  a  secondary  cell  the  electrolyte  and  the  electrodes  which 
undergo  change  during  the  process  of  supplying  current  are 
restored  electrochemically  by  sending  a  current  through  the 
cell  in  the  reverse  direction. 

83.  Primary  Ceils. — Although  it  was  stated  in  Par.  81  that 
there  are  many  combinations  of  metals  and  solutions  capable 
of  generating  an  electromotive  force  and  so  forming  a  cell, 
only  a  limited  number  of  such  combinations  are  commercially 
practicable.  The  general  requirements  of  a  good  cell  are  as 
follows: 

(a)  There  must  be  little  or  no  wastage  of  the  materials  when 
the  cell  is  not  delivering  current. 
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(b)  The  electromotive  force  must  be  of  such  a  magnitude  as 
to  enable  the  cell  to  deliver  a  reasonable  amount  of  energy  with 
a  moderate  current  flowing. 

(c)  Frequent  replacement  of  materials  must  not  be  necessary 
and  such  materials  must  not  be  expensive. 

(d)  The  internal  resistance  and  the  polarization  effects  must 
not  be  excessive,  otherwise  the  battery  cannot  supply  even 
moderate  values  of  current,  at  least  for  any  appreciable  time. 

As  an  illustration,  the  cell  shown  in  Fig.  796  would  not  be 
practicable,  because  both  the  copper  and  the  zinc  would  waste 
away  even  were  the  battery  delivering  no  current.  Polarization 
(see  Par.  85)  would  be  excessive,  and  therefore  the  battery 
would  be  capable  of  delivering  only  a  comparatively  small 
current. 

84.  Internal  Resistance. — As  was  pointed  out  in  Chap.  V, 
every  cell  or  battery  has  an  internal  resistance  which  reduces  the 
magnitude  of  the  current  and  causes  the  terminal  voltage  to  drop 
when  current  is  taken  from  the  cell.  Such  resistance  lies  in  the 
electrodes,  in  the  contact  surface  between  the  electrodes  and  the 
electrolyte,  and  in  the  electrolyte  itself.  This  resistance  may 
be  reduced  by  changing  the  dimensions  of  the  cell  in  tits' same 
way  as  would  be  done  for  any  electric  conductor.  The  cross- 
section  of  the  path  through  which  the  current  flows  inside  the 
cell  should  be  made  as  large  as  is  practicable.  This  means  large 
area  of  electrodes  in  pontact  with  the  electrolyte.  Also  the  cross- 
section  of  the  plates  must  be  large  enough  to  carry  the  current 
to  the  cell  terminals  without  excessive  drop  in  voltage.  Little 
difficulty  is  experienced  in  making  this  voltage  drop  negligible. 
It  will  be  appreciated  that  larger  electrodes  mean  a  larger  cell, 
with  a  greater  current  capacity.  In  addition  to  increasing  the 
area  of  the  electrodes,  the  resistance  of  the  cell  may  be  diminished 
by  decreasing  the  distance  between  the  plates.  This  reduces 
the  length  of  the  path  through  which  the  current  flows  within 
the  cell  and  correspondingly  reduces  the  cell  resistance. 

Increasing  the  size  of  the  cell  does  not  increase  its  electromo- 
tive force.  This  electromotive  force  depends  only  upon  the 
material  of  the  two  electrodes,  and  the  electrolyte.  Thus,  Fig. 
81  shows  two  gravity  cells,  made  up  of  the  same  materials,  but 
differing  materially  in  size.     The  cells  are  bucking  one  another, 
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that  is,  their  +  terminals  are  joined  and  their  —  terminalB  are 
joined.  A  galvanometer  G  connected  in  one  of  the  leads  reads 
zero,  indicating  that  no  current  flows  from  the  larger  cell  to  the 


Fia.  81. — ^Eqiiality   of  electromotive   forces   in   cells   of   unequal   i 


86.  Polarization. — If  a  test  be  made  to  determine  the  fall 
of  terminal  voltage  as  current  is  taken  from  a  cell,  by  connecting  a 
voltmeter,  ammeter,  and  an  external  resistance  as  in  Fig,  80, 
the  results  will  be  somewhat  as  follows; 

When  the  cell  is  on  open  circuit  the  voltmeter  will  indicate 


— Drop  of  voltage  in  b,  cell  du< 


to  polariiation. 


the  cell  electromotive  force  E,  represented  by  the  distance  OA, 
Fig.  82.  When  the  switch  S  is  closed,  current  will  flow  and  the 
voltage  will  drop  immediately  from  OA  to  OB.  The  distance 
AB  represents  the  voltage  drop  due  to  the  internal  resistance 
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of  the  cell  and  tliia  has  been  considered  earlier  in  some  detail. 
As  time  elapses  the  terminal  voltage  will  be  observed  to  drop  still 
further,  even  though  the  current  be  maintained  constant.  This 
further  di^op  of  voltage  is  due  to  polarization. 

When  the  cell  delivers  current,  small  bubbles  of  hydrogen 
appear  upon  the  positive  plate  or  cathode,  practically  covering 
it.     These  bubbles  have  two  effects: 

They  cause  a  substantial  increase  in  the  resistance  at  the 
contact  surface  between  the  cathode  and  the  electrolyte. 

Hydrogen  acting  in  conjunction  with  the  cathode  or  positive 
plate  sets  up  an  electromotive  force  which  opposes  that  of  the 
cell. 

These  two  effects  explain  the  reduction  in  the  current  capacity 
of  many  types  of  cells  after  they  have  delivered  current  for 
some  time. 

Remedies  for  Polarization. — These  hydrogen  bubbles  may  be 
removed  mechanically  by  brushing  them  off  or  by  agitating 
the  electrolyte.  This  is  impracticable  under  commercial 
conditions.  If  the  plate  be  roughened,  the  bubbles  form  at  the 
projections  and  come  to  thesurface 
more  readily. 

The   hydrogen  bubbles  may  be 
romnve<l    chemically    by   bringing  I 
oxidizing  agents,  such  as  chromic  I 
jicid  or  manganese  peroxide,  itno  I 
intimate  contact  with  the  cathode. 
The    hydrogen    readily    combines 
with  the  oxygen  of  these  compounds 
to  form  water  (HsO) .    This  method 
is  used  in  the  bichromate  cell,  in  the 
Le  Clanch^  cell  and  in  dry  cells. 

86 A.  Daniell    Cell.— This     cell, 
Fig.  83,  is  a  two-fluid  cell  having 

copper  and  zinc  as  electrodes.     It  "'    "" 

consists  of  a  glass  jar  inside  of  which  is  a  porous  cup  containing 
zinc  sulphate  solution  or  a  solution  of  zinc  sulphate  and  sulphuric 
acid.  The  anode  or  negative  electrode  is  immersed  in  this 
electrolyte.  The  porous  cup  is  placed  in  a  solution  of  copper 
sulphate  with  copper  sulphate  crystals  in  the  bottom  of  the  jar. 


^^ 
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The  copper  plate,  which  is  cathode,  aurrounda  the  porous  cup.- 
The  porous  cup  keeps  the  two  solutions  separated.  As  the 
copper  is  in  a  copper  sulphate  solution,  there  is  no  polarization. 
This  cell  is  designed  for  use  in  &  circuit  which  is  kept  continually 
closed.  If  left  idle  the  electrodes  waste  away.  When  the  cell  is 
taken  out  of  service  for  some  time,  the  electrode  should  be  re- 
moved and  the  porous  cup  should  be  thoroughly  washed.  The 
electromotive  force  of  this  cell  is  about  1.1  volts. 

86.B  Gravis  Cell. — -The  gravity  cell  is  similar  to  the  Daniell 
cell,  except  that  gravity,  rather  than  a  porous  cup,  is  depended 
upon  to  keep  the  electrolytes  separated. 
This  cell  is  shown  in  Fig.  84.  The  cathode, 
which  is  of  copper,  is  made  of  strips  riveted 
together  and  placed  in  the  bottom  of  the 
cell  together  with  copper  sulphate  crystals. 
A  solution  of  copper  sulphate  is  then 
poured  to  within  a  few  inches  of  the  top 
of  the  jar  The  connection  to  the  copper 
IS  usually  an  insulated  copper  wire  fastened 
to  the  copper  and  carried  out  through  the 
solution  to  the  top  of  the  jar.  There  should 
always  be  copper  sulphate  crystals  at  the 
bottom  of  the  cell. 
The  anode  is  zinc,  is  usually  rather  massive  and  is  cast  in 
the  form  of  a  crow's  foot  and  hung  on  the  top  of  the  jar.  This 
is  surrounded  by  a  zinc  sulphate  solution.  The  solutions  are 
kept  separated  by  gravity.  The  copper  sulphate  is  the  heavier 
of  the  two  solutions  and  therefore  tends  to  remain  at  the  bottom. 
The  solutions  should  be  poured  in  carefully  for  if  the  copper 
sulphate  solution  comes  in  contact  with  the  zinc,  copper  will  be 
deposited.  This  copper  should  be  removed  if  by  chance  it 
becomes  deposited  in  any  way.  In  the  operation  of  the  cell 
the  zinc  goes  into  solution  as  zinc  sulphate,  and  metallic  copper 
comes  out  of  the  copper  sulphate  solution  and  is  deposited  upon 
the  copper  electrode.  The  cathode  will  therefore  gain  in  weight 
whereas  the  anode  will  lose  in  weight.  This  is  the  reason  for 
having  the  zinc  electrode  massive,  and  the  copper  electrode  of 
very  thin  sheet  copper,  when  the  cell  is  set  up  initially. 

Due  to   capillary  action   the  electrolyte   tends  to  creep  up 
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'over  the  top  of  the  jar  forming  a  crystalline  deposit.  To  pre- 
vent this  creeping,  the  top  of  the  jar  should  be  paraffined.  To 
prevent  evaporation  the  upper  surface  of  the  electrolyte  may 
be  covered  with  oil.  When  the  cell  is  replenished,  metallic 
zinc  and  copper  sulphate  are  supplied  and  metallic  copper  and 
zinc  sulphate  are  renioved. 

The  gravity  cell  is  a  closed  circuit  battery,  and  the  circuit 
should  therefore  be  kept  closed  for  the  best  results.  Otherwise 
the  copper  sulphate  will  gradually  mix  with  the  zinc  sulphate. 
The  cell  has  been  found  very  useful  in  connection  with  railway 
signals,  fire  alarm  systema,  and  telephone  exchanges,  all  closed 
circuit  work,  although  the  storage  battery 
has  replaced  it  in  many  instances.  The 
electromotive  force  of  the  cell  is  practically 
that  of  the  Daniell  cell,  being  about  1  09 
volts,  but  varies  slightly  with  the  concen- 
tration of  the  solutions. 

87,  Edison-Lalande  Cell.— The  Edison- 
Lalande  cell  is  still  used  to  some  extent 
The  cathode  is  of  copper  oxide  and  is 
suspended  between  two  zinc  plates  which 
form  the  anode.  All  the  plates  are  fastened 
to  a  porcelain   cover   by   means   of  bolts 

which    serve    as  binding  posts  as  well  as         *''°    ''^^"'^''iri''"" 
supports  for  the  plates.     The  electrolyte  is    primary  battery, 
caustic  soda  (NaOH),  one  part  by  weight 

of  soda  to  three  of  water.  To  prevent  the  soda  being  acted 
upon  by  the  air,  the  electrolyte  is  covered  with  a  layer  of 
mineral  oil.  The  copper  oxide  of  the  cathode  gives  up  its 
oxygen  very  readily  to  the  hydrogen  which  forms  on  it,  thus 
preventing  any  substantial  polarization.  These  cells  are  capable 
of  delivering  a  very  heavy  current.  The  electromotive  force 
is  about  0.95  volt,  and  when  delivering  current  the  terminal 
voltage  drops  to  0.75  volt.  There  is  Uttle  or  no  local  action  in 
this  cell  and  it  can  therefore  be  used  to  advantage  on  both 
open  circuit  and  closed  circuit  work.  Its  chief  disadvantage 
is   its   low   electromotive  force. 

88,  Le  Clanche  Cell. — The  Le  Clanch^  cell  is  perhaps  the  most 
famUiar  type  of  primary  battery,  because  of  its  wide  a^^lvi^- 
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'  tion.     The  cathode  is  molded  carbou  and  the  anode  is  amalga- 
mated  zinc.     The  electrolyte  is  sal  ammoniac  or  aminoniuni 
,   chloride.     This  type  of  cell  is  suited  only  for  open  circuit  work 
I  because  of  the  rapidity  with  which  it  polai'izes.     The  electro- 
motive force  is  1.4  volts,  but  because  of  the  drop  due  to  its  in- 
ternal resistance  and  that  due  to  polarization,  not  over  1  voH 
per   cell   should   be  allowed    in  planning  an  installation.     The 
most  common  method  of  reducing  polarization  ia  to  bring  manga- 
nese   dioxide    into    intimate    contact    with    the   carbon.     This 
gives  up  oxygen  readily  which  unites 
with  the  hydrogen  bubbles  to  form 
water. 

In  one  type  of  Le  Clanch^  cell  a 
pencil  zinc  is  suspended  in  the  center 
of  a  hollow  cylinder  of  carbon  and 
manganese  dioxide.  An  improved 
type,  the  porous  cup  cell,  is  shown 
in  Fig.  86.  In  this  form  a  hollow 
carbon  cylinder  is  filled  with  man- 
ganese dioxide,  and  the  zinc,  bent 
into  cylindrical  form,  surrounds  the 
carbon  cylinder,  being  separated 
therefrom  by  rubber  rings. 

The  solution  should  consist  of  3 
ounces  of  sal  ammoniac  to  1  pint  of 
water.     A   more  concentrated  solu- 
tion produces  zinc  crystals  on  the  zinc  and  carbon.     To  prevent 
the  solution  "creeping,"  the  top  of  the  cell  is  dipped  in 
and  the  top  of  the  carbon  is  covered  with  a  black  wax. 

This  cell  owes  it  wide  use  to  its  simplicity,  to  the  small  amount 
of  attention  that  it  requires,  and  to  the  fact  that  it  contains  no 
injurious  acids  or  alkaUs.  Its  uses  are  for  intermittent  work, 
such  as  ringing  door-bells,  telephone  work,  and  open  circuit 
telegraph  work. 

89.  Weston  Standard  Cell,— It  ia  essential  in  practical  workt« 
he  able  to  reproduce  accurately  standards  of  current,  voltage,  and 
resistance.  Obviously  if  two  of  the  above  quantities  are  known, 
the  third  is  readily  obtainable  by  Ohm's  Law.  It  is  a  matter 
of  no  great  difficulty  to  make  and  reproduce  resistance  standards, 
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as  sucli  standards  are  nothing  more  than  metals  in  strips  and  in 
other  formSj  carefully  mounted  and  calibrated.  Such  standards 
are  very  permanent  and  their  resistance  remains  constant  in- 
definitely. 

A  standard  of  either  current  or  voltage  is  much  more  difficult 
to  reproduce  and  maintain  than  is  the  standard  of  resistance. 
Of  the  two,  it  has  been  found  more  practicable  to  produce  and 
maintain  a  voltage  standard  rather  than  a  current  standard. 
This  voltage  standard  is  obtained  in  a  standard  cell.  The  electro- 
motive force  of  a  cell  depends  upon  its  materials  and  their  im- 
purities, the  concentration  of  the  electrolyte,  the  temperature, 
the  polarization  effects,  etc. 
It  is  difficult,  therefore,  to 
select  such  materials  for  a 
cell  as  will  enable  it  to  he 
reproduced  at  different  times 
and  at  various  places  with  a 
high  degree  of  accuracy.  The 
Clark  cell  was  the  first  of 
the  standard  cells  to  prove 
commercially  successful. 
This  had  a  cathode  of  mer- 
cury, an  anode  of  nine,  and 
an  electrolyte  of  mereurous 
sulphate  and  zinc  sulphate. 
The  objections  to  this  cell 
were  that  the  electromotive  force  cliangc^d  very  appreciably  with 
the  temperature  and  that  this  change  lagged  behind  the  change 
in  temperature. 

In  the  Weston  cell,  ca<imium  is  substituted  for  the  zinc  of  the 

Clark  cell.     A  cro.ss-section  of  the  portable  form  of  Weston  cell 

is  shown  in  Fig.  87.     The  anode  is  mercury  located  at  the  bottom 

of  one  leg  of  an  H-tube.     Above  this  is  mercui'ous  sulphate  paste. 

These  materials  are  held  in  position  by  means  of  a  porcelain  tube, 

expanded  at  the  bottom  and  packed  with  asbestos.     This  tube 

I     exteiLds  to  the  top  of  the  cell  and  acts  as  a  vent  for  any  gases 

I      that  are  formed.     In  the  bottom  of  the  other  leg  of  the  H-tube 

I     is  the  cathode,  of  cadmium  amalgam.     This  is  held  in  place  by 

I     another  porcelain  tube  packed  with  asbestos.     The  electrolyte  _ 
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is  cadmium  sulphate.  The  leads  from  the  cathode  and  the  anode 
are  sealed  into  the  tubes  at  the  bottom.  The  top  of  the  cell  is 
sealed  with  cork,  paraffin,  and  wax.  The  entire  cell  is  mounted 
in  a  wood  and  metal  case  with  binding  posts  at  the  top. 

The  ceil  is  made  in  two  forma,  the  normal  tell  and  the  unsatu- 
rated or  secondary  cell.  In  the  normal  cell,  cadmium  sulphate 
crystals  are  lelt  in  the  bottom  of  the  solution  so  that  it  is  always 
saturated.  Its  electromotive  force  is  affected  slightly  by  tem- 
perature, but  corrections  can  be  accurately  made.  It  is  possible 
to  reproduce  such  cells  with  electromotive  forces  differing  by  only 
a  few  parts  in  100,000. 

In  the  unsaturated  cell,  the  solution  is  saturated  at  4°  C. 
and  as  no  crystals  are  left  in  the  solution,  its  concentration 
is  substantially  constant  at  other  temperatures.  Such  cella 
have  practically  no  temperature  coefficient.  They  are  not  as 
accurately  reproducible  as  is  the  normal  cell.  A  certificate 
should  accompany  each  one  giving  its  electromotive  force, 
which  usually  is  about  1.0186  volts.  The  unsaturated  type  of 
cell  rather  than  the  normal  cell  is  used  almost  entirely  in  practical 
work. 

The  terminal  voltage  of  any  cell  differs  from  its  electromotive 
force  by  the  IR  drop  due  to  the  cell  resistance.  As  the  resistance 
of  a  Weston  cell  is  about  200  ohms,  it  is  evident  that  if  any  ap- 
preciable current  be  taken  from  the  cell  its  terminal  voltage  will 
be  quite  different  from  its  electromotive  force.  The  cell  must  he 
used,  therefore,  in  such  a  manner  that  it  delivers  no  appreciable 
current.  By  means  of  the  so-called  Poggendorf  method ,  described 
in  par.  125,  the  cell  is  used  without  delivering  current.  Not 
more  than  0.0001  amp.  should  be  taken,  from  the  cell  at  any 
time.  If  appreciable  current  is  taken,  the  electromotive  force 
drops,  but  when  the  circuit  is  again  opened  the  electromotiva 
force  slowly  recovers  its  initial  value. 

90.  Dry  Cells. — Dry  cells  are  a  modification  of  the  Le  Clanchi 
cell  and  as  they  are  very  light,  portable,  and  convenient,  they 
are  rapidly  replacing  other  types  of  cells.  The  word  "dry  cell" 
is  really  a  misnomer,  for  no  cell  that  is  dry  will  deliver  any: 
appreciable  current.  In  fact  the  chief  cause  of  dry  cells  becomii^ 
I  exhausted  is  due  to  their  actually  becoming  dry. 
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A  cross-section  of  a  typical  dry  cell  is  shown  in  Fig.  88.  The 
anode  is  sheet  zinc,  made  in  the  form  of  a  cylinder  with  an  open 
top,  and  acts  as  the  container  of  the  cell.  The  binding  post  is 
soldered  to  the  top  of  the  zine.  The  zinc  is  lined  with  some 
non-conducting  material  such  aa  blotting  paper  or  plaster  of  paris. 
The  anode  consists  of  a  carbon  rod,  and  the  mixture  of  coke, 
carbon,  etc.,  which  surrounds 
this  rod  The  rod  itself 
varies  m  shape  amon^  ^  ariou'- 
manufacturers  It  is  located 
axially  m  the  zinc  container 
and    the  binding  post  is  st 

,  cured  to  the  top  of  it  The 
depolarizing  agent  powdered 
manganese  dioxide  is  mi\eii 
with  fienly  crushed  coke  and 
pressed  sohdly  into  the  con 
tainer  between  the  carbon 
and  the  non-conducting  ma- 
terial which  lines  the  zinc. 
It  fills  the  cell  to  within  about 
an  inch  of  the  top.  Sal  am- 
moniac, with  perhaps  a  little 
zinc  sulphate,   is  added   anil 

,    the  cell  then  sealed  with  wax 
\orsome  tar  compound.     The 
oiltside  of  the   zinc   is  frequently  lacquered,  and  the  cells  are 
always  set  in  close-fitting  cardboard  containers. 

The  electromotive  force  of  a  dry  cell  is  about  1.5  volts  when 
new  but  this  drops  to  about  1.4  volts  with  time,  even  though  the 
cell  remains  idle.  A  cell  is  practically  useless  after  a  year  to 
18  months,  even  if  not  used  at  all.  The  internal  resistance  of 
the  cell  is  about  0.1  ohm  when  new  and  increases  to  several  times 
this  value  with  time.  The  polarization  effect  is  large  as  compared 
with  the  internal  resistance  so  that  a  low  value  of  internal  re- 
sistance is  not  important  except  as  an  indication  of  the  condition 
of  the  cell.  A  method  for  testing  the  condition  of  a  cell  is  to 
short-circuit  it  through  an  ammeter,  when  it  should  deliver  an 
iuBtantaDeoue  value  of  1.5/0.1  or  15  amp.,  if  in  good  condition. 
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Whpn  new  the  current  under  these  conditions  may  reach  even 
25  amp.  When  delivering  appreciable  current  the  terminal 
voltage  is  very  nearly  1  volt. 

One  of  the  chief  causes  of  a  cell's  becoming  useless  is  the  using 
up  of  the  zinc  as  a  result  of  electrochemical  actions  in  the  cell, 
This  allows  the  solution  to  leak  out  and  to  dry  up  and  the  cell 
then  becomes  worthless.  The  life  of  a  cell  may  be  prolonged 
temporarily  by  introducing  fresh  solution,  but  the  results  are 
usually  far  from  satisfactory. 

As  is  well  known,  dry  cells  have  many  applications.  Their 
field  is  Umited  to  supplying  moderate  currents  intermittently, 
but  they  are  capable  of  supplying  very  small  currents  of  the 
magnitude  of  0.1  amp.  continuously.  They  are  used  exten- 
sively for  door  bells,  electric  bells,  buzzers,  telephones,  telegraph 
instruments,  gas  engine  ignition,  flash  lamps,  and  for  many  other 
puiposes, 

STORAGE  BATTERIES 

91,  Storage  Batteries.^A  storage  or  secondary  cell  {sometimes 
called  an  accumulator)  involves  the  same  principles  as  a  primary 
cell,  but  the  two  differ  from  each  other  in  the  manner  in  which 
they  are  renewed.  The  materials  of  a  primary  cell  which  are 
used  up  in  the  process  of  delivering  current  are  replaced  by  new 
materials,  whereas,  in  the  storage  cell,  the  cell  materials  are  re- 
stored to  their  initial  condition  by  sending  a  current  through  the 
cell  in  a  reverse  direction.  For  this  reason  the  electrochemical 
products  resulting  from  the  discharge  of  such  a  cell  must  remain 
within  the  cell.  Therefore  if  a  cell  in  its  operation  gives  off 
materia],  usually  in  the  form  of  gases,  so  that  it  cannot  be  brought 
back  to  its  original  condition  with  a  reverse  current,  it  is  not' 
suitable  for  a  storage  cell.  For  example,  the  Le  Clanch^  cell 
gives  off  free  ammonia  gas  and  therefore  cannot  be  used  as  a 
storage  cell.  The  Daniell  and  gravity  cells  are  both  reversible 
and  hecnc  are  theoretically  capable  of  being  used  as  storage  cells; 
but  as  the  active  materials  go  -nto  solution  and  do  not  all  return 
during  the  reverse  cycle,  the  life  of  such  a  cell  would  be  Umited. 
There  are  but  two  forms  of  storage  cells  in  common  use,  the 
lead-lead-acid  type  and  the  nickel-iron-<ltkali  type.  In  both  of. 
these  ceils  the  active  materials  do  not  leave  the  electrodes. 
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92.  The  Lead  Cell. — The  principle  underlying  the  lead  cell 
may  be  illuslrated  by  the  following  simple  experiment.  Two 
plain  lead  strips  (Fig.  89)  are  immersed  in  a  glass  of  dilute  sul- 
phuric acid.  These  are  connected  in  series  with  an  incandescent 
lamp  supplied  from  115-volt  direct  current  mains,  or  from  a 
battery.     WTien  current  flows  through  this  cell  bubbles  of  gas 


L-leinentary  lead  Htorogt'  c 
will  be  given  off  from  each  plate,  but  it  will  be  found  that  a  much 
greater  number  come  from  one  plate  than  the  other.  After  a 
short  time  one  plate  will  be  observed  to  have  ehanged  to  a  dark 
chocolate  color,  and  (he  other  apparently  will  not  have  changed 
its  appearance.  A  careful  examination,  however,  will  show  that 
the  metallic  lead  at  -the  surface  of  the  latter  plate  has  started 
to  change  from  solid  metallic  lead  to  spongy  lead. 
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When  the  current  is  flowing  as  shown  in  Fig.  89  the  voltmeter 
connect^  across  the  cell  will  register  about  2.5  volts.  If  the 
current  be  interrupted  by  pulling  the  switch  the  voltmeter 
reading  will  fall  to  about  2.1  volts,  and  the  cell  will  now  be 
found  to  be  capable  of  delivering  a  »mall  current.  This  current 
is  of  sufficient  magnitude  to  operate  a  small  buzzer  for  a  very 
short  period,  but  the  amount  of  energy  that  such  a  cell  can  deh'ver 
ie  very  limited;  even  the  small  current  taken  by  the  voltmetqr 
is  sufficient  to  exhaust  the  cell  in  a  very  short  time.  As  the  cell 
discharges  the  voltage  drops  off  slowly  to  about  1.75  volts,  after 
which  it  drops  more  rapidly  until  it  becomes  zero  and  the  cell  is 
apparently  exhausted.  The  color  of  the  dark  brown  plate  will 
now  have  become  lighter  and  will  more  nearly  resemble  its 
initial  lead  color.  After  a  short  rest  the  cell  will  recover  slightly 
and  will  again  deliver  current  for  a  very  brief  period. 

The  plate  which  is  a  dark  chocolate  color  in  the  above  experi- 
ment is  the  positive  plate  or  cathode  and  the  one  which  is  par- 
tially converted  to  spongy  lead  is  the  negative  plate  or  anode. 
The  bubbles  which  were  noted  come  mostly  from  the  negative 
plat«  and  are  free  hydrogen  gas.  When  the  current  is  passed 
through  such  a  cell  the  metallic  lead  of  the  positive  plate  becomes 
converted  into  lead  peroxide,  whereas  the  negative  plate  is  not 
changed  chemically,  but  is  converted  from  solid  lead  into  the 
spongy  form  which  is  softer  and  more  porous  than  ordinary 
metalhc  lead.  When  the  cell  is  discharged  the  lead  peroxide  of 
the  positive  plate  is  changed  to  lead  sulphate  and  the  spongy 
lead  of  the  negative  plate  becomes  a  sulphate  so  that  they  both 
tend  to  become  electrochemically  equivalent. 

The  principle  of  the  cell  is  the  same  as  that  of  the  primary 
cell.  When  the  two  lead  plates  are  the  same  electrochemically, 
that  is,  when  both  are  lead  sulphate,  no  current  flows.  When  the 
positive  is  converted  to  the  peroxide  and  the  negative  to  spongy 
lead  by  the  action  of  an  electric  current,  the  two  plates  become 
dissimilar  and  an  electromotive  force  exists  between  them.  This 
electromotive  force  is  about  2.1  volts,  the  excess  of  0.4  volt 
observed  in  charging  the  cell  being  necessary  to  overcome  the 
internal  resistance  and  polarization  effects.  This  simple  ex- 
periment illustratef  the  principle  underlying  the  operation  of 
cells. 
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chemical  reactions  which  t.ak<?  place  in  a  storage  cell  a 
as  follows: 

Battery  discharKed  Battery  charged 

(+  plate)  (-  plat«)  (+  plate)      (-  plate) 

PhSO,     +        PbSO,    +  2H5O        ^         PbOi      +    Pb  +    2H,80, 

I.eBdaulphBlE+  lend        +   wmer     ia  qhanKcd     I.esd         +     lad  +    lulphurie 

aulpbatc  lo  ppraxide  '  ftcid 

The  above  equation  shows  the  changes  that  occur  when  the 
battery  is  charged.  The  reverse  takes  place  on  discharge.  It 
will  be  noted  that  when  the  battery  is  being  charged  the  only 
change  that  takes  place  in  the  electrolj-te  is  that  water  is  con- 
verted into  sulphuric  acid.  This  accounts  for  the  rise  of  specific 
gravity  on  charge.  On  discharge  the  sulphuric  acid  is  dissociated,  1 
and  reacts  with  the  lead  peroxide  to  form  water.  ThereforeJ 
the  specific  gravity  of  the  electrolyte  decreaae.s  when  the  cell 
discharging.  When  charging,  free  hydrogen  is  given  off  at  the 
negative  plate  and  oxygen  at  the  positive  plate.  Because  of  the 
explosive  nature  of  hydrogen,  no  flame  should  be  allowed  to  come 
in  proximity  to  a  storage  battery,  when  it  is  charging. 

It  would  not  be  practicable  to  construct  storage  cells  of  plain 
lead  sheets  such  as  were  used  in  this  experiment.  The  current 
capacity  of  the  cell  would  be  so  small  that  the  cell  could  not 
deliver  currents  of  commercial  value  for  any  length  of  time,  unless 
the  cell  were  made  prohibitively  large  in  order  to  secure  the 
necessary  plate  area. 

If  the  charging  of  the  elementary  cell,  Fig.  89,  were  carried 
further,  the  dark  lead  peroxide  of  the  positive  plate  would  be 
observed  to  fall  off  in  flakes  and  drop  to  the  bottom  of  the  tum- 
bler. Therefore  in  a  commercial  cell  provision  must  be  made  to 
minimize  this  flaking  of  the  active  material. 

It  was  recognized  veryearly  that  in  order  to  make  the  storage 
cell  commercial,  a  luige  plate  area  must  be  exposed  to  the  action 
of  the  acid  and  a  targe  amount  of  the  lead  must  be  converted  into 
the  peroxide  and  so  become  active  material.     There  are  two  J 
methods  of  obtaining  this  result,  the  Plant  6  process  and  theFaurel 
process.     In  the  PlantiS  process  the  active  material  on  the  plates'^ 
is  formed  from  the  metallic  lead  by  passing  a  current  through  the 
cell  first  in  one  direction  and  then  in  the  reverse  direction,  which 
iprooedure  works  the  lead  on  the  surface  of  the  plates  into  active 
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material.  This  process  is  slow  liut  may  be  accelerated  by 
adding  certain  acids  to  the  sulphuric  add  during  the  forming 
process.  The  Gould  plate  shown  in  Fig.  90  is  made  by  this 
process.  Tlte  plate  is  first 
pa.'ised  under  revolving  stedl 
wheels  which  convert  ilsl 
surface  into  ridges  and  fur-; 
rows,  increasing  the  surface 
area  of  the  plate.  Aa  this ' 
process  weakens  the  plate 
mechanically,  certain  por- 
tions of  it  are  not  acted 
upon  by  the  wheels.  These 
portions  act  as  ribs  which 
ftive  support  and  mechanical 
strength  to  the  plate  ami 
tenii  to  prevent  bucklii^. 
The  active  material  is  then 
formed  electrically  by  the 
Plants  process.  The  negative  plate  is  made  from  the  positive 
by  reducing  the  peroxide  to  spongy  lead  by  an  electric 
current. 

Another  type  of  Plants  plate,  thi' 
Manchester  type,  is  shown  in  Fig.  91. 
A  grid  made  of  lead  and  antimony  is 
perforated.  The  active  material  con- 
sists of  a  corrugated  lead  ribbon,  which 
is  coiled  into  spirals  and  pressed  into 
the  perforations  of  the  grid.  The  per- 
oxide has  a  greater  volume  than  the  lead 


L 


from  which  it  is  derived.     Therefore  when  the  cell  is  charged,  the* 
pirals  expand  and  become  more  firmly  embeddetl  in  the  plate, 
grid  itself  is  not  acteii  upon  to  any  great  extent,  but  serves 
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mechanical  support.  The  advantagR  of  this  typo  of  plate  is  its 
rigidity  and  mechanical  strength.  It  has  less  overload  capacity 
than  other  types  and  possibly  the  life  is  slightly  less.  The 
ordinary  PlantiS  positive,  if  properly  cared  for,  should  be  good 
for  from  1,800  to  2,400  complete  cycles  of  charge  and  dis- 
charge. The  negative  should  have  about  25  per  cent,  greater 
hfe  than  this, 

93,  Faure  or  Pasted  Plate. — This  type  of  plate  eousists  of  a 
lead-antimony  latlice  work  or  skeleton  into  which  lead  oxide  is 


appHed  in  the  form  of  a  paste.     The  battery  is  then  charged. 
The  paste  on  the  positive  grid  is  converted  into  pertixide  and 

that  on  the  negative  grid  into  spongy  lead.     Various  types  of 
patited  plates  are  shown  in  Fig.  92, 

Tlie  chief  advantage  of  the  pasted  plate  is  its  highoverload 
capacity,  especially  for  short  periods,  together  with  its  lesser 
size,  cost,  and  weight  for  a  given  discharge  rate.  It  is  therefore 
very  useful  where  lightness  and  compactness  are  necessary,  such 
as  in  electrical  vehicle  batteries,  ignition  and  starting  batteries 
for  gasoline  cars,  etc.  The  pasted  type  of  positive  has  a  much 
shorter  life  than  the  Plant(^  type,  due  to  a  more  rapid  shedding 

I  the  active  material.     This  life  is  -approximately  one-fourth  that 
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of  the  Plants  plates.     Cells  having  a  pasted  plate  for  the  negative 
and  a  Plants  positive  are  Pomraon. 

la  all  batteries  there  ib  one  more  negative  than  positive  plate. 
This  allows  all  the  positives  to  be  worked  on  both  sideR.  Were 
any  of  the  positives  to  be  worked  on  one  side  only,  the  expansion 
of  the  active  material,  which  occurs  when  it  is  converted  to  the 
peroxide  on  charge,  would  be  unequal  on  the  two  sidesof  theplale 
and  buckling  would  result. 


1 

—  ■=...,..  r,i. 

"Iron-dad  Exidc." — In  order  to  overcome  the  erosion  of  active 
material  from  the  positive  plate  the  iron-clad  exide  has  been 
developed.  Its  positive  consiats-of  a  lead-antimony  frame  which 
supports  a  number  of  perforated  hard  rubber  tubes.  An  irregu- 
lar lead-antimony  core  passes  through  the  center  of  each  tube  and 
serves  as  a  collecting  device  for  the  current.  The  peroxide  is 
pressed  into  the  tubes,  fllliiig  the  space  between  the  core  and  the 
inner  wall  of  the  tube.  The  perforations  are  so  small  that  the 
peroxide  does  not  drop  out  readily.  An  ordinary  pasted  plate 
is  used  for  the  negative  plate  of  this  cell.     Although  expensive. 
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this  type  of  ceL  has  a  long  life  and  can  stand  considerable  roiigli 
usage.  It  is  used  principally  to  operate  electric  vehicles.  A  view 
of  an  iron-clad  exide,  cut  away  to  show  the  assembly,  is  given  in 
Pig.  63. 

Storage  batteries  are  divided  into  two  general  classes,  station- 
ary batterie.1  and  portable  batteriea. 

94.  Stationary  Batteries. — Tho  plates  of  this  type  of  battery 
may  be  either  of  the  Plants  type  or  of  the  pasted  type,  depending 
on  the  nature  of  the  service.  For  merely  regulating  duty,  iuvolv- 
iog  only  moderate,  though  continual,  chargii^  and  discharging, 
the  Plants  plate  is  preferable.  Where  a  battery  is  installed  for 
emei^ency  service,  to  carry  an  enormous  overload  for  a  very  short 
period  during  a  temporary  shut-down  of  the  generating  apparatus, 
the  Faure  or  pasted  plate  is  preferable.  For  a  given  floor  area 
the  pasted  plate  can  discharge  twice  the  current  that  the  Plants 
plate  can  at  the  one-hour  rate,  and  at  less  than  the  one-hour  rate 
this  ratio  becomes  greater.  This  is  a  very  important  factor 
in  congested  city  districts  where  such  batteries  are  usually  lo- 
cated and  where  floor  area  is  very  valuable. 

96.  Tanks.— The  containing  tanks  are  of  three  general  types : 
glass,  earthenware,  and  lead-lined  wooden  tanks.  Glass  jars 
are  used  only  for  cells  of  small  capacity,  as  they  are  expensive  and 
have  not  the  requisite  mechanical  strei^th  in  the  larger  sizes. 
Earthenware  tanks  have  been  used  unore  as  an  experiment  and  will 
probably  not  come  into  general  use.  The  wooden  tanks  must 
be  strong  and  well  made.  They  are  lined  with  sheet  lead.  The 
seams  of  the  lead  lining  must  be  sealed  by  burning  the  lead  with 
a  non-oxidizing  flame.  Solder  should  never  be  used,  Thfe  wood 
should  be  painted  with  an  acid-resisting  paint,  such  as  asphaltum. 
An  occasional  application  of  linseed  oil  will  prevent  decomposition 
due  to  the  acid. 

When  glass  jars  are  used,  the  plates,  are  suspended  by  pro- 
jecting lugs  which  rest  on  the  edges  of  the  jar.  (See  Fig.  100.) 
In  the  lead-lined  tanks,  the  plates  are  similarly  suspended  upon 
two  glass  slabs,  %  in.  thick,  which  rest  on  the  bottom  of  the  tank. 
(See  Fig.  94.)  The  plates  of  like  polarity  are  burned  to  a  heavy 
lead  strip  or  bus-bar  to  which  the  current-carrying  lead  is  either 
burned  or  bolted.  There  should  always  be  a  liberal  space  be- 
the  plates  and  the  bottom  of  the  tank  to  allow  the  red  lead 
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^^^r  peroxide  to  accumuUtE?  without  ^hort -circuiting  the  plates.     All 

^^H  types  of  stationary  batteries  should  have  a  glass  cover  to  reduce 

^^H  eva|x>ration   and   to  intercept  the  fine  acid  spray  which  occurs 

^^H  during  the  charging  period. 

^^^  96.  Separators. — To  prevent  the  positive  and  negative  plates 

^^H  from  coming  in  contact  with  one  another,  several  types  of  sepa- 

^^H  rators  have  been  tried.     Vei^  thin  perforated  hard  rubber  is  still 

^^H  in  UKC  for  small  cells,  but  this  is  unsuitable  for  larger  cells  as  the 

^^H  hinited  area  of  the  perforations  offers  too  much  resistance  to  tLp 

^^K  passage  of  the  current  to  the  active  material.     Glass  rods  h»ve 


been  suspended  between  the  plates,  but  these  are  unsatisfactory 
because  there  is  still  opportunity  for  bits  of  peroxide  droppiiiK 
from  the  positive  plate  to  lodge  between  the  plates  and  cause  ii 
short  circuit.  Moreover,  the  rods  are  not  a  complete  barrier  be- 
tween plates  so  that  the  expansion  of  the  active  material  on  either 
the  positive  or  the  negative  plate  ma>  cause  a  short  circuit.  Tht 
most  satisfactory  separators  are  made  of  wood.  These  are  very 
thin  and  are  grooved  vertically  to  permit  the  circulation  of  thr 
electrolyte.  They  are  specially  treated  to  remove  ingredients 
that  would  be  detrimental  to  the  electrolyte.  The  wood,  afttr 
being  treated,  is  not  attacked  by  the  acid.  These  separators 
should  never  be  allowed  to  become  dry,  as  they  then  decompose 
very  readily.     After  being  received,  they  shouki  be  kept   wet 
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until  installed.     In  larger  aizes  of  batteries  thp  separators  are 
hfid  in  place  by  dowel  pins,     (See  Fig.  95.) 

97.  Electrolyte. — The  electrolyte  should  be  chemically  pure 
sulphuric  acid.  When  fully  charged  the  specific  gravity  should 
be  1.210  for  Plants  plates  and  not  higher  than  1 .300  for  pasted 
plates.  This  solutiou  may  be  made  from  concentrated  acid 
{oil  of  vitriol  sp.  gr.  1.84)  by  pouring  ihe  acid  into  wakr  in  the  fol- 
lowing ratios; 

»  Parts  Water  to  One  P*ht  Acid 

SpHiiAr  eravity  WpIurk? 


if  "peiifie  Rravity  lu  a  statiotiury  buttery. 

A  large  amount  of  heat  is  evolved  when  acid  and  water  are 
mixed.  This  results  in  a  large  amount  of  steam  bemg  generated 
if  the  water  is  added  to  the  acid.  This  should  be  avoided  as  it 
may  scatter  the  acid,  break  the  container  and  even  cause  per- 
sonal injury. 

The  specific  gravity  of  a  solution  may  be  determised  directly 
by  the  use  of  a  hydrometiPr.  This  consists  of  a  weighted  bulb 
tind  a  graduated  tube  which  floats  in  the  liquid  as  shown  in  Fig. 
%.     The  bulb  floats  in  the  liquid  whose  speeific  gravity  is  to  be 
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measured,  and  the  specific  gravity  is  read  at  the  point  where  the 
surface  of  the  liquid  intercepts  the  tube.  Such  a  tube  may  be 
left  floating  permanently  in  stationary  batteries  in  a  represen- 
tative cell  called  a  pilot  cell  (Fig.  96). 

The  small  amount  of  liquid  and  the  inaccessibility  of  vehicle 
and  starting  batteries  make  the  use  of  such  a  hydrometer  ini- 
To  determine  the  specific  gravity  with  such  batteries, 


FiQ.  97. — Syringe  hydrometer. 

the  syringe  hydrometer  shown  in  Fig.  97  is  used.  The  syringe 
contains  a  small  hydrometer  and  when  sufficient  liquid  is  drawn 
into  the  syringe  tube,  the  small  hydrometer  floats  and  may  be 
read  directly. 

Fig.   98  shows  the  change  in  specific  gravity  during  charge 
and  discharge.     This  relation  is  very  important,  as  the  specific 
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Fm.  98. — Vuriotion  of  specific  gravity  in  a  stationEiry  battery. 

gravity  of  the  electrolyte  is  an  accurate  indication  of  the  con- 
dition of  charge  of  the  battery. 

98.  Specific  Gravity. — When  the  battery  is  charged,  hydrogen 
is  given  off  at  the  negative  plate  antl  oxygen  is  given  to  the  posi- 
tive plate  to  convert  it  into  the  peroxide.  The  electrolyte 
gives  up  wat(T,  which  means  that  the  solution  becomes  more  and 
more  concent  rat  (h1.  The  specific  gravity  will  rise  from  the 
complete  discharge  value  of  1.160  to  1.210  when  fully  charged  as 
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shown  in  Fig.  98.  Point  a  is  called  the  gassing  point  becauee 
it  IB  the  point  at  which  hydrogen  gas  is  given  off  rapidly.  Here 
the  specific  gravity  dropsoff  slightly  due  to  the  presence  of  the 
hydrogen  bubbles  in  the  electrolyte.  After  the  charging  has 
ceased  the  specific  gravity  continues  to  rise  for  some  time.  This 
is  due  to  the  very  concentrated  acid  in  the  pores  of  the  active 
material  working  out  into  the  solution  and  also  to  the  fact  that 
the'hydrogen  bubbles  have  escaped  from  the  solution.  The  dis- 
charge curve  shown  in  Fig.  98  is  very  similar  to  the  charge 
curve.  The  specific  gravity  will  be  found  to  drop  even  after 
the  battery  has  ceased  to  dehver  current.  This  is  now  due  to 
the  dilute  acid  in  the  pores  of  the  active  material  passing  out 
into  the  solution.  The  specific  gravity  is  such  a  good  indicator 
of  the  state  of  charge  of  the  battery  that  the  hydrometer  reading 
is  generally  used  to  determine  how  nearly  charged  or  discharged 
the  battery  may  be. 

As  the  hydrogen  and  the  oxygen  gas  which  escape  from  the 
battery  during  the  charging  and  the  discharging  periods  are  only 
dissociated  water,  the  battery  loses  nothing  but  the  equivalent  of 
water.  Ordinarily,  therefore,  nothing  but  wat«r  need  be  added 
to  replace  the  electrolyte.  A  small  amount  of  the  acid  is  carried 
away  as  a  spray  by  the  gas  bubbles,  but  this  loss  ia  rarely  of 
appreciable  magnitude.  Acid  need  only  be  added  when  an 
actual  loss  of  electrolyte  takes  place,  such  as  occurs  with  a  leaky 
tank.  Distilled  water  is  used,  as  a  rule,  to  replace  the  evapora- 
tion of  the  electrolyte.  If  any  doubt  exists  as  to  the  suitability 
of  local  water,  the  battery  companies  upon  receipt  of  a  sample 
will  analyze  the  water  and  report  upon  the  matter  without 
charge. 

99.  Installing  and  Removing  from  Service. — The  plates,  tanks, 
electrolyte  and  containers  of  stationary  batteries  are  packed 
separately  when  shipped.  When  received  the  separators  should 
be  placed  immediately  where  they  may  be  kept  wet.  The  jars 
should  be  set  in  sand  trays  which  rest  on  insulators  as  shown  in 
Fig.  100.  The  plates  should  be  handled  carefully  and  placed 
in  the  jars  in  the  manner  shown  in  Fig.  99.  The  separators 
should  be  carefully  slid  into  position  as  shown  in  Fig.  100,  As 
the  active  material  on  the  plates  is  more  or  le.s3  converted  into 
I  salts  during  exposure  to  thti  atmosphere,  these  salts  must 
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J  reduced  electrically  before  the  battery  is  ready  for  service. 
Therefore  the  battery  should  be  given  an  initial  charge  at  the 
formal  charging  rate  for  about  40  hours  or  more. 

If  the  battery  stands  over  a  long  period  without  being  used, 
|the  active  material  becomes  more  or  less  convcrtetl  into  inactive 
sulphate,  which  is  a  non-conductor,  and  so  is  difficult  to 
'  reduce  electrically.     Therefore  a  battery  if  idle  should  be  charged 
I  occasionally.     If  the  battery  is  tn  remain  idle  over  a  long  period 
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and  it  is  impracticable  to  charge  it  periodically  the  following  pro- 
cedure is  necessary  to  prevent  sulphation.  Give  the  battery  s 
full  charge,  then  siphon  off  the  electrolyte,  which  may  be  saved 
and  again  used.  Fill  the  cells  with  water  and  allow  them  to 
stand  12  to  15  hours.  Siphon  off  the  water  and  the  cells  will 
stand  indefinitely  without  injury  to  the  plates.  To  put  back  in 
service,  fill  the  battery  with  the  electrolyte  having  a  specific 
gravity  of  1.210  and  charge  for  35  hours  or  more  at  the  normal 
rate  or  its  equivalent. 

lOO.'VehicIe  Batteries. — Iti   the  design   of  batteries  for  pro- 
pelling vehicles  and  for  automobile  starting  it  is  necessary  to 
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obtain  a  very  high  discharge  rate  with  minimum  weight  and 
aize.  Therefore  pasted  plates  are  used  for  both  positives  and 
negatives.  These  are  made  exti'emely  thin  and  are  insulated 
from  one  another  by  very  thin  wooden  separators.  They  are 
then  packed  tightly  into  a  hard  rubber  jar  as  shown  in  Fig.  101. 
This  jar  is  sealed  in  with  an  asphaltum  compound  to  prevent  the 
liquid   splashing   out.     There   is   a   hole  in  the  top  of  the  jar 


Flu,   H)l.— Aaopinhly  of  an  Elide  vehicle  cfll. 

which  is  closed  with  a  cap.  This  permits  the  replenishing  of  the 
electrolyte  and  a  vent  in  the  cap  allows  the  gases  to  escape. 
Because  of  the  high  discharge  rates  which  occur  where  this  type 
of  battery  starts  a  gasoUne  engine,  and  Irecause  of  the  necessity 
for  a  high  ampere  capacity  for  the  weight,  the  specific  gravity 
of  the  electrolyte  is  as  high  as  1.280  and  1.300.  Further,  the 
amount  of  electrolyte  is  very  small  and  therefore  it  is  necessary 
to  work  it  l>etwe(>n  wide  limits,  the  lower  limit  being  1.185  and 
the  upper  1,280  and  1.300, 
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The  individual  cells  are  moiinted  beside  one  another  in  boxes 
or  orates  and  are  connected  together  on  top  by  lead  connectors 
which  may  be  burend  or  held  by  lead  nuts.  The  number  of  cells 
in  such  a  unit  depends  upon  the  voltage  which  is  desired. 

Vehicle  batteries  are  usually  shipped  assembled,  charged  and 
complete  with  the  electrolyte  so  that  they  are  ready  for  use  when 
received.     However,  a  preliminary  charge  is  advisable. 

Because  of  its  ruggedness,  the  "Iron-clad  Exide"  (see  par.  93) 
is  used  to  a  large  extent  in  electric  vehicles. 

As  the  apace  for  the  electrolyte  is  very  limited  in  vehicle 
batteries,  the  level  of  the  electrolyte  falls  quite  rapidly,  so  that 
frequent  additions  of  water  are  necessary. 

101.  Rating  of  Bfttteries. — Practically  all  batteries  have  a 
nominal  rating  based  on  the  8-hour  rate  of  discharge.  Thus,  if 
a  Plants  battery  can  deliver  a  current  of  40  arap.  continuously 
for  8  hours,  the  battery  will  have  a  rating  of  40  X  8  =  320 
ampere-hours.  The  normal  charging  rate  of  such  a  battery  would 
be  40  amp.  Although  the  above  battery  is  just  capable  of 
delivering  40  amp.  for  8  hours,  it  would  not  be  able  to  deliver 
64  amp.  for  5  hours  ( =  320  ampere  hours)  but  only  88  per  cent, 
I  of  this  or  56.4  amp.  for  5  hours.     56.4  amp.  is  called  the  5-hour 

Irate. 
Below  is  given  a  table  showing  the  percctnage  capacity  wilh 
various  discharge  rates. 
Discharge  rate,  hours 8       5       3        1 
Percentaee  ot  capacity  at  8-hour  rate; 
Plants  type 100     88     75     50 
Pasted  type 100     93     83     60 
This  falling  off  in  capacity  with  higher  rates  of  discharge  is 
due  to  the  inability  of  the  free  solution  to  penetrate  the  pores 
of  the  active  material.     Consequently  it  is  not  possible  to  reduce 
all  the  active  material  during  the  short  periods  of  discharge. 
After  such  a  battery  has  stood  a  short  time  it  will  be  found  to 
have  recovered  to  some  extent  and  is  therefore  capable  of  deliver- 
ing more  current,  after  apparently  having  become  exhausted. 
This  is  due  to  the  free  solution  finally  penetrating  the  pores  of 
the  active  material. 

Batteries  are  able  to  discharge  at  enormous  rates  for  very  sboit 
intervals.     For  instance,  a  starting  battery  having  an  8-hour 
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rating  of  10  amp.  is  often  called  upon  to  supply  450  amp.  when 
doing  starting  duty. 

102.  Charging. — There  are  two  general  methods  of  charging 
a  battery,  the  constant  current  method  and  the  constant  poten- 
tial method.  In  the  constant  current  method  the  current  is 
kept  at  its  nominal  5-hour  or  8-hour  value  until  the  gassing  period 
begins.  (See  Fig.  98.)  It  the  plates  arc  of  the  pasted  type 
the  current  should  be  reduced  about  one-half  when  gassing 
begins,  for  gassing  represents  a  waste  of  energy  because  a  con- 
siderable portion  of  the  charging  energy  is  used  in  merely  break- 


ing up  the  water  into  hydrogen  and  oxygen.  In  addition,  gassing 
causes  the  battery  to  become  heated,  the  acid  is  carried  out  in 
a  fine  spray  by  the  bubbles  and  active  material  may  be  carried 
from  the  plates  by  the  mechanical  agitation  of  the  bubbles. 

The  charging  rate  with  Plants  plates  is  much  in  excess  of  the 
above.  The  charge  may  be  startet!  at  the  3-hour  rate  and  ended 
at  not  less  than  the  8-hour  rate. 

A  common  example  of  the  constant  curtent  rate  is  the  charg- 
ing of  low  voltage  batteries  from  110-volt  mains.  This  is  illus- 
trated by  Fig.  102,  which  shows  the  charging  of  a  6-volt  starting 
battery.  It  should  be  definitely  determined  that  the  mains  sup- 
ply direct  current  and  it  is  also  necessary  to  know  which  main  is 
positive.  If  doubt  exists  as  to  the  polarity  and  a  voltmeter  is 
not  available,  dip  the  two  ends  of  the  wires  which  connect  the 
mains'to  the  battery  into  a  glass  ol  slightly  acidulated  water  or  in 
salt  water.     Bubbles  form  about  the  negative  wire.     When  using  . 
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the  constant  current  method  .of  charging  one  must  reduce  the 
charging  rate  as  the  battery  approaches  the  fully  charged 
condition. 

The  constant  potential  method  of  charging  is  to  be  preferred  as 
the  charging  current  automatically  tapers  oflF  due  to  the  rise  in 
the  cell  electromotive  force  as  the  cell  approaches  the  charged 
condition.  The  source  of  potential  should  be  about  2.3  volts 
per  cell  when  there  is  lio  series  resistance  in  the  circuit. 

When  a  battery  Jloats  on  constant  potential  bus-bars,  ready  to 
take  load  as  occasion  demands,  it  is  necessary  to  have  a  series 
booster  for  raising  the  charging  potential  to  a  value  suffi.ciently 
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Fi(i.   103. — Booster  method  of  charging  a  storage  battery. 

high  to  force  current  into  the  battery.  The  booster  ordinarily 
consists  of  a  low  voltage,  separately  excited  shunt  generator, 
driven  by  a  shunt  motor.  Fig.  103  shows  the  connections  of 
the  set  when  the  battery  is  being  charged.  The  booster  raises 
the  Voltage  just  enough  to  send  the  necessary  current  into  the 
battery. 

As  an  example,  consider  a  110-volt  installation  with  a  floating 
battery.  As  the  average  cell  voltage  is  about  2  volts,  55  cells  are 
necessary.  Assume  that  the  battery  has  a  320-ampere-hour 
rating.  The  charging  current  will  be  320/8  or  40  amp.  (the 
nominal  8-hour  rating).  The  voltage  of  each  cell  should  be 
boosted  to  2.3  volts  on  charge.  Therefore  the  total  voltage 
necessary  will  be  2.3  X  55  =  1-26.5  volts.  Of  this  126.5  volts, 
the  bus-bars  can  supply  110  volts.  The  booster  supplies  the 
remaining  16.5  volts  and  its  rating  will  be 

16.5X40       ^_^ 

1,000    =^-^^^-- 
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=  5,08  k«'., 


total  power  utilized  in  charging  the  battery  is,  howi- 
126.5  X  40  _ 
1,000 

The  terminal  voltage  of  a  cell  rises  on  being  charged,  as 
is  shown  in  Fig.  104,  The  terminal  voltage  is  about  2  volts 
at  the  beginning  of  charge  and  rises  slowly  to  about  2.4  volts, 
after  which  it  rises  very  rapidly  to  2.6  volts.  This  last  rise  occurs 
in  the  gassing  perio<l.     This  final  rise  of  voltage  also  indicates 
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lat  the  cell  is  nearing  the  completion  of  charge.  It  is  this  rise 
of  voltage  which  automatically  cuts  down  the  charging  rate  when 
the  constant  potential  method  is  used.  The  voltage  does  not  rise 
so  rapidly  when  the  charging  rate  is  reduced  toward  the  end  of 
charge,  because  of  the  lesser  IR  drop  in  the  cell  itself.  The 
drop  of  voltage  at  various  rates  of  discharge  is  shown  in  Fig.  104. 
It  will  be  noted  that  the  battery  voltage  curve  at  the  S-hour 
discharge  rate  is  fairly  fiat,  which  is  a  very  distinct  advantage 
I  ^itiie  battery  is  used  to  supply  incandescent  lamps. 
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103.  Battery  Installations. — Batteries  should  be  installed  in 
dry,  well-ventilated  rooms.  Small  glass  jars  may  be  mounted  on 
wooden  racks  painted  with  asphaltum  paint.  (See  Fig.  100.) 
The  jars  are  set  in  glass  trays  containing  sand,  which  are  in  turn 
set  on  glass  insulators.  The  larger  battery  jars  should  be  set 
on  porcelain  pedestals  6  in.  or  so  above  the  floor.  The  floor 
should  be  of  acid-resisting  tile  or  vitrified  brick.  All  wooden 
surfaces  should  be  covered  with  asphaltum  paint.  The  room 
should  be  well  ventilated,  as  the  spray  which  is  carried  out 
of  the  jars  on  charge  settles  on  horizontal  surfaces  and  attracts 
other  moisture.  Therefore  it  is  desirable  to  have  a  stream  of 
air  sweeping  along  the  floor.  As  hydrogen  gas  is  given  off,  no 
flame  should  be  allowed  in  the  room  and  no  switches  should  be 
installed  in  the  room.  In  addition  to  the  danger  due  to  the 
arcing  at  the  switch  contacts,  the  acid  in  the  air  will  corrode 
the  copper. 

104.  Temperature. — Below  is  given  the  relation  between  the 
freezing  point  of  the  electrolyte  and  its  specific  gravity.  It  will 
be  noted  that  the  freezing  point  is  very  considerably  reduced 
with  increasing  values  of  the  specific  gravity,  so  that  if  a  battery 
is  well  charged  there  is  no  danger  of  freezing  in  the  temperate 
zone. 

Specific  gravity                                                                                            Freezing  temp.  F. 
1.180 -     6** 

1 .200 -  16** 

1.240 -  sr 

1 .280 -  90** 

At  the  higher  temperatures  the  rate  of  diffusion  of  the  acid 
throughout  the  pores  of  the  active  material  is  increased  so  that 
the  rating  of  a  battery  increases  very  appreciably  with  increasing 
temperature.  Above  70°  this  increase  is  of  the  order  of  from 
0.5  to  1.0  per  cent,  per  degree  Fahrenheit. 

105.  Capacities  and  Weights  of  Lead  Cells. — Below  are  given 
the  relations  of  weights  to  kilowatt  capacity  for  the  various  types 
of  cells  which  have  just  been  described. 
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Kilowatt  Capacitv  (as  Related  to  Weight)  oe  Rbpresentativb  Cells 
Manufactured  by 

The  Electkic  Stoha<jb  Battery  Co. 

Size  of  platea H                    G                   MV 

No.  of  platea  per  cell, 81                    41                    13 

Type  of  platea, "Exide"  "Chloride     "Iron-clad" 

Accumulator" 

Weight  of  plates  in  cell,  lb 1,988                 896  26.8 

•Weight  of  ceU,  lb 3,790               1,841  40,0 

Kilowatts — per  cell: 

Forlhour 10.98  2,82                  0,237 

ror4houre 4.16  1,22                  0.0904 

ForShoura 2.42  0.764                 0.0533 

Kilowatts — -per  lb.  of  plates: 

Forlhour 0.00552  0.00314            0.00883 

For  4  hours 0.00209  0,00136             0,00337 

ForShoura 0-00122  0.000863          0,00199 

Kilowatts — per  lb.  of  cell: 

For  1  hour 0.0029  0.00152 

For  4  hours 0.001096  0.000663          0,0022S  I 

ForShoura 0.000638  0.000379          0,00138" 

*The  necessary  insulating  supports  for  the  "H"  and  "G"  cells  and 
tray  for  the  "MV"  cell  are  not  included^these  add  approximately  2  per 
cent,  and  10  per  cent,  respectively  to  the  cell  weightH, 

Type  H  "Exide"  batteries  used  in  central  station  stand-by  service. 
Largest  battery  150  cells,  169  platea  per  cell,  capacity  3,460  kw.  for  1  hour; 
two  other  batteries  3,420  kw.  each. 

Type  G  "Chloride  Accumulator"  used  in  power  plants  for  peak,  regulat- 
ing and  exciter  bus  service,  also  in  telephone  exchanges,  large  isolated 
plants,  etc.  largest  battery  283  ceils,  S5  plates  per  cell,  capacity  1,700 
kw.  for  1  hour;  two  other  batteries  same  size  and  capacity. 

Type  MV  "Iron-clad  Exide"  used  in  electric  vehicles,  locomotives, 
industrial  trucks  and  tractors,  and  for  yacht  lighting,  etc. 

THE  EDISON  BATTERY 

106.  The  Hickel-iron-alkallne  Battery. — Instead  of  using 
acid  as  an  electrolyte,  the  Edison  cell  uses  an  alkali,  consisting 
of  a  21  per  cent,  potassium  hydrate  solution.  The  positive 
plate  consists  of  nicke)  pencils  about  j-^  in.  diameter  and  4J-^ 
in.  long,  filled  with  green  nickel  oxide.  As  the  nickel  oxide  is  a 
very  poor  electrical  conductor,  very  fine  metallic  nickel  flakes 
are  mixed  with  it  to  produce  sufficient  conductivity.  The 
negative    plate    consists   of  flat  perforated   nickel-plated  si*  ) 
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stampings,  containing  iron  ia  a  very  finely  divided  form.  These  fl 
flat  pockets  are  mounted  on  a  nickel-plated  ateel  frame  for  sup-  I 
port.  Both  the  positive  and  the  negative  plates  are  shown  in  i 
Fig.  105. 

The  chemical  reaction  in  the  cell  is  complex,  but  its  nature 
is  indicated  by  the  following  chemical  equation: 

Positive  Plate  Negative  Plate 

8K0H  +  6NiOa  +  3Fe  =  Fe^O*  +  2Nia04  +  8K0H 

The  above  read  from  left  to  right  indicates  discharge,  and  read  J 
from  right  to  left  indicates  charge.     It  is  to  bp  noted  in  the  above  fl 
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reaction  that  the  same  quantity  of  potassium  hydrate  solution 
(KOH.)  appears  on  both  sides  of  the  equatio.n  This  indicates 
that  ultimately  all  the  reaction  occurs  between  the  electrodes 
themselves,  and  also  that  no  water  is  formed.  Therefore  the 
specific  gravity  of  the  solution  does  not  change  during  charge 
or  discharge. 

The  plates  all  have  a  perforated  lug  by  which  they  are  fastened 
together  with  a  at-eel  bolt  and  to  a  binding  post.  The  bolt  ia 
threaded  and  steel  nuts  clamp  the  plates  together,  St«el  washerB 
between  the  plates  act  as  spacers.  The  positive  and  negative 
plates  are  insulated  from  one  another  by  hard  rubber  grids. 
An  Edison  cell  assembly  is  shown  in  Fig.  106.  The  positive 
and  negative  assembly  is  placed  in  a  corrugated,  nickel-plated,  J 
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welded  steel  tank.  The  top  is  then  welded  to  the  rest  of  the 
container.  The  binding  posts  are  insulated  from  the  cover  by 
hard  rubber  bushings.  In  the  top  is  a  valve  which  allows  the 
3  to  escape  during  charging  and  through  which  water  may  be 


added  to  the  electrolyte.  This  valve  should  never  l)e  allowed 
to  become  so  encrusted  with  a  potash  deposit  that  it  sticks, 
because  the  internal  pressure  may  become  sufficient  to  cause  the 
sides  of  the  container  to  bulge. 

The  individual  cells  are  usually  mounted  in  wooden  racks, 
as  shown  in  Fig.  107,  the  cells  being  connected  together  by 
nickel-plated  steel  connectors. 
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107.  Charging  and  Discharging. — The  Edison  cell  is  rated  on 
the  basis  of  a  5-huur  charging  rate.  Fig.  108  shows  typical 
charge  and  discharge  curves  for  the  Edison  battery.     It  will  h 
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noted  that  the  average  voltage  on  discharge  is  about  1.2  volts 
per  ceil.  The  specific  gravity  of  the  electrolyte  changes  but 
slightly  so  that  it  cannot  be  used  to  indicate  the  condition  of 
charge,  as  with  the  lead  cell,  Moreover,  there  is  no  sharp  voltage 
rise  near  the  completion  of  charge.  If  doubt  exists  as  to  the 
condition  of  charge,  it  is  advisable  to  give  an  overcharge  in  order 
to  be  on  the  safe  side.  The  overcharge  does  not  injure  the  cell 
although  it  may  slightly  reduce  the  efficiency. 

The  electrolyte  in  an  Edison  cell  evaporates  rapidly  and 
frequent  additions  of  water  are  necessary.  As  the  electrolyte 
is  changed  to  potassium  carbonate  very  readily,  only  freshly 
distilled  water  should  be  used  in  replacing  the  electrolyte,  aa 
tap  water  usually  contains  carbonates  in  solution.  In  spite  of 
the  usual  precautions,  the  electrolyte  is  slowly  converted  into 
potassium  carbonate  by  contact  with  the  air,  and  it  should  be 
replaced  by  fresh  electrolyte  every  250  complete  cycles  of  charge 
and  discharge. 

The  Edison  cell  has  many  advantages.  It  is  light,  ru^;ed, 
and  can  stand  for  a  long  time  in  a  discharged  condition  without 
chemical  deterioration.  The  plates  do  not  buckle  and  the  active 
material  does  not  "flake"  or  drop  from  the  plates. 

108.  Applications. — ^Edison  cells  are  used  for  vehicle  lighting 
and  ignition,  and  are  also  much  used  i  n  motor  boate. 
They  are  also  used  in  various  types  of  electric  trucks  and  for 
battery  street  cars.  In  automobiles  they  are  not  generally 
used  for  starting,  as  their  comparatively  large  internal  reaistancfe 
does  not  pernait  a  sufficiently  high  discharge  rate. 

Below  is  given  the  relation  between  the  battery  weight  and 
capacity. 

The  figures  are  based  upon  the  capacity  obtainable  on  normal 
charge : 


i,cl  of  cell 

pnuiid  of  plHtsa 

9.75 

18.36 

14.95 

28.16 

1(1,33 

30.80 

k. 


109.  Efficiency  of  Storage  Batteries. — The  efficiency  of  t 
storage  battery  is  the  ratio  of  the  watt-hour  output  to  the  watt- 
hour  input. 

For  example,  a  normally  discharged  cell  is  charged  at  a  unt- 
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form  rate  of  40  amp.  for  6  hours  at  an  average  voltage  of  2.3  volts. 
The  cell  is  then  completely  discharged  at  a  uniform  rate  of  38 
'      amp.  for  6  hours,  the  average  voltage  being  1.95  volts.     What  is 
the  efficiency  of  this  cell? 

I  Watt^hours  output  =  38  X  1.95  X  6    =  445 

f  Watt-houra  input     =  40  X  2.3    X  6    =  552 

Efficiency  =  .^„  or  80.7  per  cent. 

One  often  hears  of  the  ampere-hour  efficiency  of  a  storage 
battery.  As  amperes  do  not  represent  energy,  the  ampere-hour 
efficiency  is  not  a  measure  of  a  battery's  abihty  to  store  energy. 
In  the  above  example  the  ampere-hour  efficiency  may  be  found 
as  follows; 

Ampere-hours  output  =  38  X  6  =  228 

Ampere-hours  input     =  40  X  6  =  240 

Ampere-hour  efficiency  =-     .    „ 

The  much  lower  watt-hour  efficiency  is  due  to  the  great 
difference  between  the  voltage  of  charge  and  that  of  discharge, 
as  shown  in  Figs.  104  and  108. 

The  efficiency  of  a  storage  battery  varies  with  the  rate,  both 

of  charge  and  discharge,  and  somewhat  with  the  temperature. 

As  high  charge  and  discharge  rates  produce  relatively  high  PR 

and   polarization  losses,  the  efficiency  is  lowered  under  these 

I      conditions.     Further,  a  cell  may  be  charged  at  the  8-hour  rate 

(and  discharged  at  the  3-hour  rate  and  hav<>  an  apparent  efficiency 
of  60  per  cent.  This  does  not  represent  the  true  efficiency  as 
the  cell  actually  will  not  be  completely  discharged,  even  though 
it  appears  to  be.  Owing  to  the  inabihty  of  the  free  acid  to 
I  permeate  the  active  material,  much  of  the  active  material  has  not 
been  reduced,  and  after  a  short  time  the  cell  will  be  found  to  have 
recuperated  to  a  considerable  extent  and  to  be  able  to  dehver 
more  energy. 

The  ampere-horn-  efficiency  of  a  storage  battery  is  of  the  order 

of  magnitude  of  95  par  cent.     For  a  complete  cycle  the  watt^ 

hour  efficiency  of  a  stationary  battery  of  moderate  size  is  about 

[     80  per  cent,  at  the  8-hour  charge  and  discharge  rates.     The  watt- 
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I  hour  efficiency  of  a  large  stationary  battery  is  about  85  per  cent. 

[  under  the  same  conditions.  Where  a  battery  merely  "floate" 
and  the  cycle  of  charge  and  discharge  is  a  matter  of  minutes 
or  perhaps  of  seconds  even,  the  watt-hour  efficiency  may  be  as 
high  as  95  or  96  per  cent. 

The  ampere-hour  and  the  watt-hour  efficiency  for  the  Edison 
cell  are  less  than  for  the  lead  cell.  This  is  due  partly  to  the  fact 
that  the  Edison  cell  has  a  lower  electromotive  force  and  the  IR 
drop  is  proportionately  greater.  For  the  Edison  cell  the  ampere- 
hour  efficiency  is  about  82  per  cent,  and  the  watt-hour  efficiency 
about  60  per  cent. 

In  selecting  a  battery,  the  efficiency  is  but  one  of  the  factors  to 
be  considered.  The  first  costs  and  the  maintenance  of  batteries 
are  high  so  that  these  factors,  as  well  as  the  efficiency,  should  be 

I  given  due  consideration. 

Note. — The  uses  of  storage  batteries  in  the  generation  and 
distribution  of  power  are  considered  in  Chap.  XIV. 


-M/^TL 


110.  Electroplating.  1^ — Electroplating  is  a  very  important 
electrical  industry  and  is  closely  related  to  the  subject  of  batteries. 
The  principle  is  very  simple.  Assume  that  it  is  desired  to  copper 
plate  a  carbon  dynamo  brush.  .  The  portions  of  the  brush  to 
be  plated  are  immersed  in  a  solution  of  copper  sulphate  as  shown 
in  Fig.  109.  A  copper  strip  is  also  immersed  in  the  solution  and 
is  connected  to  the  +  terminal  of  a  dynamo  or  some  other 
source  of  direct  current  supply.     The  article  to  be  plated  is 

'See  "Standard  Handbook,"  Fourlh  Edition,  Seclion  19,  Pata.  Igft  m' 
206,  for  a  more  complete  diecuwioii. 


r 
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connectL'd  to  the  iiL-gative  terminal  of  tliia  Biipply.  Under 
these  Qonditions  the  current  will  carry  copper  from  the  solution 
and  deposit  it  on  the  carbon  brush.  This  copper  which  leaves 
the  solution  is  replaced  by  copper  which  is  carried  from  the 
copper  strip  (the  anode)  into  the  solution  so  that  there  is  no 
change  in  the  solution  itself.  The  current  should  be  such  that 
the  density  is  about  0.02  amp.  per  aq.  in.  of  the  surface  to  be 
plated. 

It  is  not  necessary  that  the  anode  be  of  the  metal  which  it  is 
desired  to  deposit.  Other  metals  may  be  used.  Under  these 
conditions,  however,  the  solution  in  time  becomes  contaminated 
by  the  going  into  solution  of  the  anode.  If  an  inert  substance 
such  as  carbon  is  used,  as  anode,  acid  is  formed  in  the  solution. 

The  only  opposing  electromotive  force  in  the  bath  just  de- 
scribed is  the  IR  drop  in  the  solution.  This  may  be  reduced  by 
bringing  the  electrodes  close  together,  but  if  the  electrodes  are  too 
close  together  the  deposit  will  not  be  uniform.  The  amount  of 
metal  deposited  per  second  is  proportional  to  the  current.  Because 
of  the  nature  of  electroplating  baths,  they  are  naturally  low 
voltage  devices.  When  practicable,  several  are  connected  in 
series.  A  low  voltage  and  high  current  generator  is  generally 
used  for  plating  purposes.  In  practice  there  are  many  refine- 
ments to  be  observed. 

Acid  is  added  to  the  solution  to  prevent  impurities  from  de- 
positing. A  cyanide  8olutit,n  of  copper  is  found  to  give  better 
results  than  the  sulphate.  Nickel,  tin,  zinc,  silver,  gold,  etc., 
may  be  deposited  by  the  use  of  suitable  baths  and  electrodes. 

A  gravity  cell  is  an  example  of  electroplatingin  which  the  source 
of  current  is  derived  from  the  bath  itself.  The  current  flows 
from  the  zinc  to  the  copper  within  the  solution,  zinc  is  carried 
into  the  solution  as  sulphate  and  copper  is  deposited  or  plated 
from  its  sulphate  on  the  positive  electrode. 

Electrotyping  is  another  common  example  of  electroplating. 
An  impression  is  made  in  wax  with  the  type  or  object  to  be  re- 
produced. The  surface  of  the  wax  is  made  conducting  by  ap- 
plying a  thin  coat  of  graphite.  Copper  is  then  plated  on  this 
surface.  It  is  later  backeti  by  type  metal  to  give  it  the  neces- 
sary mechanical  strength. 


CHAPTER  VII 

ELECTRICAL    INSTRUMENTS   AND    ELECTRICAL 
MEASUREMENTS  ,    ' 

111.  Principle  of  Direct  Current  Instruments.— If  a  coil  like 
that  shown  in  Fig.  110  carries  a  current,  a  magnetic  field  results 
(Chap.  II)  with  a  north  and  a  south  pole  at  opposite  ends  of  the 
coil.  If  the  coil  carrying  current  be  placed  in  a  magentic  field, 
the  coil  will  tend  to  turn  in  such  a  direction  that: 

The  resulting  magnetic  field  due  to  both  the  main  field  and  that 
of  the  coil  will  be  a  maximum  (see  Par.  17,  Chap.  I) ,  and  the  north 


Fro.  110.— Magnetic  field  produced  by  an  instrument  ooU. 


pole  of  the  coil  will  be  attracted  toward  the  south  pole  of  the  mag- 
netic field  and  the  south  pole  of  the  coil  will  be  attracted  to  the 
north  pole  of  the  magnetic  field. 

This  tendency  of  the  coil  to  turn  is  shown  in  Fig.  Ill  (a)  -where 
the  coil  attempts  to  turn  in  the  direction  indicated  by  the  arrows. 
If  the  coil  is  pivoted  and  frne  to  turn  it  will  reach  the  position 
shown  in  Fig.  Ill  (b).  Under  these  conditions  the  coil  has 
placed  itselt  in  such  a  position  that  its  flux  is  acting  in  the  same 
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direction  as  that  of  the  main  field.  Also  the  unlike  poles  are  as 
near  each  other  as  possible  and  the  like  poles  are  as  far  away 
from  each  other  as  possible. 

This  behavior  of  a  coil  carrying  a  current  and  placed  in  a  mag- 
netic field  should  be  thoroughly  understood,  for  it  is  the  under- 
lying principle  of  most  current  measuring  instruments  and  is 
in  addition  the  principle  upon  which  all  electric  motors  operate'. 

CurrenI  U»  ® 


CurtMit  Down 
tbi  UlUroi 
Fig.  111.— TiiniinE  n 

112.  The  D'ArsonTal  Galvanometer. — -A  galvanometer  is  a 
sensitive  instrument  used  for  measuring  and  detecting  small 
electric  currents.  The  D' Arson val  galvanometer,  which  is 
based  on  the  principle  of  a  coil  turning  in  a  magnetic  field,  is  the 
most  common  type  of  galvanometer.  Due  to  its  simplicity  it 
has  superseded  practically  all  other  types.  In  addition  it  is 
comparatively  rugged  and  is  not  appreciably  affected  by  stray 
magnetic  fields.  Fig.  112  shows  the  principle  of  its  construc- 
tion. A  coil  of  very  fine  wire  is  suspended  between  the  poles  of 
^permanent  magnet  by  means  of  a,  filament,  usually  el  fla-tsttv^ 
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of  phosphor-bronze.  The  coil  may  be  wound  with  or  without 
a  bobbin.  The  bobbin  is  usually  of  fiber,  or  of  aluminum.  The 
advantage  of  an  aluminum  bobbin  will  be  considered  later. 

Between  the  poles  of  a  magnet  a  soft  iron  core  is  usually  placed 
(Fig.  112  and  Fig.  113),     The  addition  of  this  core  results  in  two 
distinct      advantages.       ^he 
length  of  the  air  path  is  re- 
duced so  that  the  amount  of 
flux    linking   the   coil   is  in- 
creased,    thus    making     the 
galvanometer  more  sensitive; 
the  ilux  tends  to  enter  the 
core  radially.    This  last  effect 
makes  the  deflections  of  the 
galvanometer  abnost  directly 
proportional   to  the    current 
astMiiBQi    flowing  in  the  galvanometer 
^"■'"^  ,  coil. 

The  coil  is  usually  sus- 
pended by  a  phosphor-bronze 
filament.  Any  turnii^  of  the 
coil  produces  torsion  in  the 
filament  which  opposes  the 
turning  of  the  coil  and  is 
called  the  restoring  force. 
When  the  moment  of  the  re- 
storing force  and  the  turnir^ 
moment  due  to  the  current 
are  equal,  the  galvanometer 
assumes  a  steady  deflection. 
For  all  practical  purposes 
the  galvanometer  deflection 
is  proportional  to  the  current. 
This  phosphor-bronze  filament  usually  serves  as  one  of  the 
leading  in  wires  carrying  current  to  the  coil.  The  other  leading 
in  wire  consists  of  a  very  flexible  spiral  filament  fastened  to  the 
bottom  of  the  coil,  as  shown  in  Fig.  112. 

There  are  two  common  methods  of  reading  the  deflection 
of  a  galvanometer.     A  plane  mirror  is  mounted  on  the  coil  system 
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and    a   scale   and    telescope   are    moiuited   about    '2   m-  from 
the  galvanometer.     The  reflection  of  the  scale  in  the  mirror 

can  be  seen  with  the  telescope  (Fig,   114).     When  the  mirror 
turns,   the  reflertion  of  the  scale  in  the  mirror  deflects.     The 


Fn!.   in. --Effect  of 


value  of  this  deflection  is  determined  by  means  of  a  cross  hair 
in  the  telescope. 

Another  method  is  to  use  a  concave  mirror  on  the  galvanom- 
eter moving  system.  A  lamp  filament  is  placed  some  distance 
from   the  mirror  and   its  image  focused   on   a  ground  glass  to 


'     whi 


which   a   scale  graduated   in  centimeters  is  fastened.     As  the 
mirror  deflects  the  beam  of  light  travels  across  the  scale. 

Damping.— ii  a  galvanometer  coil,  which  is  hung  freely, 
starts  to  swing,  it  will  continue  swinging  for  some  time  unless  it 
is  in  some  way  retarded  or  damped.  One  method  of  damping 
is  to  attach  an  air  vane  to  the  coil.     This  air  vane  is  enclosed  so 
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that  it  swings  in  a  restricted  space  and  damps  any  swingiiig 
movement  of  the  coil.  The  most  satisfactory  method  is  elec- 
trical damping.  If  the  coil  be  wound  on  an  aluminum  bobbin, 
the  motion  of  the  bobbin  through  the  magnetic  field  will  induce 
currents  within  itself,  and  these  will  be  in  such  a  direction  as  to 
put  an  electric  load  on  the  moving  coil  as  in  an  electric  generator. 
This  opposes  the  motion  of  the  coil.  The  same  result  may  be 
obtained  by  binding  short-circuited  copper  coils  on  the  main  coil, 
by  shunting  the  galvanometer  externally  with  a  resistance  (see 
Ayrton  Shunt),  or  even  by  short-circuiting  it. 

113.  Galvanometer  Shunts. — When  galvanometers  are  used 
to  detect  small  currents  as  in  null  methods  (see  Wheatstone 
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(a)  GalYanometer  shunt  (b)  Ayrton  shunt 

Fig.  115. — Types  of  galvanometer  shunt. 


Bridge),  the  apparatus  may  be  so  far  out  of  adjustment  that  a 
comparatively  large  current  flows  through  the  galvanometer. 
This  causes  a  violent  deflection  of  the  coil,  and  may  result  in 
injury  to  the  galvanometer.  In  certain  other  measurements 
the  current  that  it  is  desired  to  measure  with  the  galvanometer 
may  be  so  large  that  the  deflection  is  considerably  beyond  the 
scale. 

In  either  case  the  galvanometer  may  be  protected  by  the 
use  of  a  shunt,  or  a  resistance  which  by-passes  a  certain  known 
proportion  of  the  current  from  the  galvanometer.  There  are 
two  common  types  of  shunt.     One  type  is  shown  in  Kg.  115  (o). 
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It  consists  of  three  or  four  separate  resistances  which  are  plugged 
across  the  galvanometer  one  at  a  time.  These  are  so  adjusted 
in  value  that  with  a  given  current  to  be  measured  the  successive 
galvanometer  currents  are  in  the  ratio  of  10  to  1,  For  in- 
stance, if  the  galvanometer  is  to  measure  Jf  o  the  external  cur- 
rent, the  top  resistance,  Fig.  115  (a),  is  of  such  a  value  that  it 
shunts  %o  of  the  current  away  from  the  galvanometer  when  it 
is  plugged  across  the  galvanometer,  etc. 

To  determine  the  values  of  these  resistances  proceed  as  follows , 

Let  Rg  =  galvanometer  resistance, 

Ig  =  galvanometer  current  for  full  scale  ilefiection. 
7  =  circuit  current, 
/,  =  shunt  current. 
H,  =  shunt  resistance. 
To  reduce  the  galvanometer  deflection  to  one-tenth  the  value 
which  it  would  have  if  all  of  the  current  /  passed  through  the 
galvanometer,  /,,  must  be  one-tenth  of  /.     That  is, 

The  shunt  current 

/.  =  /--/,  (2) 

But  the  shunt  current  and  the  galvanometer  current  are  in- 
versely as  their  respective  resistances.     Hence: 
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Example. — A  galvanometer  has  a  resistance  of  600  ohms.  What  re- 
sistances should  shunt  it  in  order  to  reduce  its  deflections  in  the  ratio  of 
10  to  1  and  100  to  1  ? 

600 
Ri  —      -   =  66.7    ohms.     Arts, 

Ri  =  QQ    ==    6.06  ohms.     Ans. 

Ayrton  Shunt — The  Ayrton  shunt  is  shown  in  Fig.  115  (6). 
A  permaneDt  resistance  A  Bis  connected  across  the  galvanometer 
terminals.  One  line  terminal  is  permanently  connected  to  one 
end  of  this  resistance,  and  the  other  line  terminal,  C,  is  movable 
and  can  be  connected  to  various  points  along  AB.  With  a  fixed 
line  current  the  maximum  deflection  is  obtained  when  C  is  at  B. 
If  point  C  be  moved  to  a,  where  resistance  Aa  is  Hooo  ^^^  ^o^^^ 
re.sistance  AB,  the  galvanometer  deflection  will  be  Hooo  oi  its 
maximum  value.  If  C  be  moved  to  6,  w^here  Ab  is  Moo  of  ^^^ 
resistance  AB,  the  galvanometer  deflection  will  be  J^oo  of  its 
maximum  value,  etc. 

The  advantages  of  the  Ayrton  shunt  are: 

(1)  A  shunt  is  applicable  to  any  galvanometer,  regardless  of 
the  galvanometer  resistance. 

(2)  A  fixed  resistance  is  shunted  across  the  galvanometer, 
which  gives  a  constant  value  of  damping  in  open  circuit  ballistic 
measurements.  (See  par.  159.)  When  the  shunt  is  adjusted  to 
give  the  maximum  galvanometer  deflection,  this  deflection  for 
the  same  value  of  external  current  is  less  than  it  would  be  were 
the  shunt  not  used.  That  is,  the  maximum  sensitivity  of  the 
galvanometer  is  reduced  by  the  addition  of  the  shunt.  If  the 
shunt  has  a  resistance  of  only  5  times  that  of  the  galvanometer 
the  sensitivity  will  be  reduced  only  in  the  ratio  of  6  to  6,,  which 
is  not  usually  objectionable. 

114.  Ammeters. — An  ammeter  is  an  electrical  instrument  which 
measures  the  current  flowing  in  an  electric  circuit. 

There  were  many  early  types  of  ammeters,  most  of  which 
depended  for  their  operation  upon  the  pull  e?certed  by  a  solenoid 
on  some  type  of  iron  plunger.  The  amount  of  pull  is  dependent 
upon  the  current  strength  in  the  solenoid,  so  by  restraining  the 
motion  of  the  plunger  by  gravity  or  by  means  of  a  spring, 
the  deflection  of  a  pointer  attached  to  the  plunger  might  be 
made  to  read  amperes.     Fig.  116  shows  a  typical  instrument  of 


8.  ■ —  Hiirly    type    o£     plungur 
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this  class.  Such  an  instrument  is  inaccurate,  due:  (1)  To  mag- 
netic hysteresis  or  lag,  which  for  a  given  current  results  in  a  higher 
reading  for  decreasing  values  of  current  than  for  increasing  values. 
(2)  The  weight  of  the  plunger  makes  it  impossible  to  mount  the 
moving  system  so  that  the  fric- 
tion error  is  negligible.  (3)  The 
isntrument  is  not  damped,  and 
fluctuates  violently  "io  slightly 
fluctuating  loads. 

For  direct-current  measure- 
ments, the  Weston  instrument, 
developed  by  Edward  Weston, 
has  .come  into  almost  universal 
use.  The  instrument  is  based 
on  the  principle  of  the  D'Arsonval 
galvanometer,  but  it  is  so  con- 
structed that  it  is  easily  portable 

and  it  is  provided  with  a  pointer  and  scale  for  indicating  the 
deflections  of  the  moving  coil. 

The  essential  parts  of  the  instrument  are  shown  in  Fig.  117. 
As  in  the  D'Ai-sonval  galvannmeter,  a  permanent  magnet  is  nec- 
essary, being  made  in  horse- 
shoe form.  Two  soft-iron 
pole  pieces  are  fitted  to 
the  magnet  poles  and  a 
cylindrical  core  is  held  be- 
tween these  pole  pieces  by 
a  strip  of  brass.  This  gives 
a  uniform  air  gap  and  a 
radial  field.  The  length  of 
the  air  gap  is  very  much 
shorter  than  is  usual  with 
D'Arsonval  galvanometers. 
The  moving  coil  is  made  of 
very  fine  silk-covered 
copper  wire  wound  on  an  aluminum  bobbin.  The  aluminum 
botbin,  besides  supporting  the  coil  mechanically,  also  makes 
the  instrument  liighly  damped.  This  damping  is  due  to  the 
currents  set  up  in  the  aluminum  because  of  its  cutting  the 
magnetic  field. 


I 
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Fig.  118. — A  l.ypipal  Weaton  direcl- 
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Instead  of  suspendiDg  the  coil  by  a  filament,  it  is  supported' 
at  the  top  and  bottom  by  hardened  steel  pivots  turning  in  cup- 
shaped  jewels,  usually  sapphire.  This  method  of  supporting 
the  moving  coil  is  almost  fric- 
tionless  and  makes  the  instru- 
ment portable,  whereas  the 
D'Arsonval  galvanometer  is  not 
so.  The  current  is  led  in  and 
out  of  the  coil  by  two  flat  spiral 
springs,  one  at  the  top  of  the 
coil  and  the  other  at  the  bottom. 
These  springs  also  serve  as  the 
controlling  device  for  the  coil. 
That  is,  any  tendency  of  the  coil 
current  miiii-voitiDBter.  to  tum  is  Opposed  by  these  two 

springs.  The  top  and  the 
bottom  springs  are  coiled  in  oppasite  directions  so  that  the 
effect  of  change  of  temperature,  which  causes  a  spiral  spring 
to  coil  or  uncoil,  will  not  cause  the  nepdb  to  leave  its  zero 

position.     A   very    light    and    delicate     

aluminum  pointer  is  attached  to  the 
moving  element  to  indicate  thedeflection 
of  the  coil.  This  is  carefully  balanced 
by  very  small  counter-weights  so  that 
the  whole  moving  element  holds  its  zero 
position  very  closely,  even  if  the  instru- 
ment is  not  level.  The  pointer  moves 
over  a  graduated  scale,  which  may  be 
marked  in  volts  or  in  amperes  as  the 
case  may  be.  Because  of  the  radial 
field,  the  deflection  of  the  moving  coil 
in  this  type  of  instrument  is  practically 
proportional  to  the  current  in  the  mov- 
ing coil,  so  that  the  scale  of  the  instru- 
ment has  substantially  uniform  gradu- 
ations, which  is  desirable.     The  internal 

connections   of  a  Weston  instrument  are  shown  in  Fig.  118. 

Instruments  of  this  construction  having  very  weak  springe  are 

often  used  for  portable  galvanometers.     Although  lacking  the 
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extreme  sensitivity  of  the  suspended  type,  they  can  be  made 
sufficiently  sensitive  for  certain  claaaes  of  work  and  their  rugged- 
ness  and  portability  make  them  very  useful.  Such  a  galvanom- 
eter is  shown  in  Fig.  119. 

The  moving  coil  of  Weston  portable  instruments  deflects  to  the 
full  scale  value  with  about  0.01  amp.  in  the  coil.  Therefore,  to 
measure  currents  greater  than  this,  the  larger  portion  of  the 
current  must  be  diverted  from  the  moving  coil  by  a  shunt. 
The  shunt  is  merely  a  low  resistance,  usually  made  of  manganin 
strip  (M)  brazed  to  comparatively  heavy  copper  blocks  (c)  as 


Fia.  120, — Ammeter  witb  an  external  shunt. 


shown  in  Fig.  120.     Two  sets  of  binding  nuts  are  fastened  to  the 
copper  blocks.     The  heavy  wing  nuts  (BB)  are  for  carrying  the 
main  current  through  the  shunt.     The  small  poats  (66)  are  used 
to  connect  the  ammeter  leads.     The  copper  blocks  serve  two 
purposes.     They  are  an  excellent  conductor  of  heat,  so  carry 
the  beat  away  from  the  manganin  strip,  and  their  low  resistance 
keeps  all  parts  of  each  copper  block  at  very  nearly  the  same 
potential.     The  ammeter  is  in  reality  a  voltmeter  reading  the  n 
voltage  drop  across  a  resistance,     A  complete  set  of  shunts,  ^ 
with  their  current  ratings,  is  shown  in  Fig.  121.     The  heavy  cop-  , 
per  terminals  for  connection  to  bus-bars  should  be  noted.  ' 

The  voltage  drop  across  the  shunt  is 
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where  7^  and  R,i,  are  the  shunt  current  and  the  shunt  resist- 
ance respectively.  If  R^  is  constant,  the  voltage  drop  across 
the  shunt  is  proportional  to  the  current  in  the  shunt,  so  that  the 
instrument  readings  are  proportional  to  the  current  in  the  shunt. 
For  this  reason  the  araraeter  itself  (Fig.  118)  is  often  marked 
"Millivoltraeter."  For  full  scale  deflection  the  drop  across  a 
shunt  is  about  50  millivolts.  The  current  taken  by  the  iiwtru- 
ment  itself  is  usually  about  O.Ol  amp.  so  that  it  is  almost  always 


negligible  as  compared  with  the  main  current-     Therefore,  in 
most  cases  the  hne  current  equals  the  shunt  current,  practically. 

An  ammeter  and  its  shunt  may  also  be  considered  as  a  divideti  J 
circuit.     In  Fig.  122  let  R,i  and  /,*  be  the  shunt  resistance  a 
the  shunt  current  respectively,  and  let  Rn  and  /«  be  the  ii 
ment  resistance  and  the  instrument  current  respectively, 
the  law  of  divided  circuits: 

I.H  ^  «™ 
f.       ~R.>. 
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That  is,  the  ourrent  divides  between  tlie  iDstrumeiit  and  the 
shunt  inversely  as  their  resistances. 

Example. — Assume  that  an  instrument  has  a  resielancc  of  4  uhiiia,  the 
shunt  a  resistance  of  0.0005  ohm,  and  that  the  line  current  is  90  amp. 
What  is  the  value  of  tha  instrument  current? 

As  the  current  in  the  line  differa  from  the  shunt  current  by  a  very  small 
amount,  the  two  may  be  assumed  eniial.      Tlien. 

90  ^       4 

/„       0.0005 

/„  =  0.0113  amp. 

For  accuracy,  the  current  must  always  divide  between  the 
instrument  and  the  shunt  in  a  fixed  ratio.     This  means  either 

that    the    resistance    of    the  , ^ 

shunt  and  the  resistance  of  the 
instrument  must  nut  change 
at  all  or  that  both  muKt 
change  in  the  same  ratio. 
As  the  shunt  operates  at  a 
higher  temperature  than  the 
instrument,  it  should  be  made 
of  a   metal  whose  resistance 

does  not  change  appreciably  with  the  temperature,  such  as 
nianganin.  The  resistance  of  the  instrument  circuit  should  also  re- 
main constant.  The  resistance  of  the  leads  connecting  the  shunt 
to  the  instrument  should  remain  constant  and  the  leads  with  which 
the  instrument  is  calibrated  should  always  be  used  to  connect  the 
shunt  to  the  instrument.  The  lug.9  and  binding  post  contacts 
should  be  kept  clean  from  oxide  and  dirt.  A  low  adjustable  re- 
sistance (the  spiral,  Fig.  118)  is  connected  inside  the  in.itrument 
By  varying  this  resistance  the  instrument  is  adjusted  to  its  shunt. 

An  ammeter  with  an  external  shunt  may  be  made  to  have  a 
large  number  of  scales  or  ranges.  Assume  in  the  example  just 
given  that  Jhe  instrument  ^ives  full  scale  deflection  when  the 
instrument  current  is  0,0125  amp.  The  volts  across  the  instru- 
ment terminals  are  0.0125  X  4  =  0.050  volt  or  50  miUivolla. 
Dividing  this  voltage  by  the  shunt  resistance,  the  shunt  ourrent 
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The  instrument  then  deflects  full  scale  with  100  amp.  in  the 
line. 

If  a  shunt  having  a  resistance  of  0.005  ohm  be  subatituted, 
the  50  millivolts  drop  across  the  shunt  may  be  obtained  with  10 
amp.  (10  X  0.005  =  0.050).  Therefore  a  10  Bcale  ammeter 
results.  By  the  ehoice  of  suitable  shunts  the  same  instrument  ■ 
may  be  made  to  give  full  scale  deflection  with  1  amp.,  and  with 
5,000  amp.  For  instance,  all  the  shunts  shown  in  J'ig.  121 
could  be  used  with  the  same  instrument  and  as  many  different 
scales  thereby  obtained. 

In  the  smaller  sizes  of  instruments  up  to  50  amp.  and  whece 
only  one  scale  is  desired,  the  shunt  is  usually  placed  within  the 
instrument.  For  ranges  between  50  and  100  amp.  the  use  of 
an  internal  or  an  external  shunt  is  optional.  Above  100  amp.  it 
is  usual  to  have  the  shunt  external  to  the  instrument  on  account 
of  its  size  and  its  heating  loss. 

An  ammeter  can  usually  be  distinguished  from  a  voltmeter 
by  the  fact  that  its  binding  posts  are  heavy  and  are  of  bare  metal, 
except  in  the  case  of  an  instrument  having  an  external  shunt 
The  posts  of  mi lli voltmeters  and  voltmeters  are  of  much  hghter 
construction  and  the  metal  posts  are  covered  with  hard  rubber, 
mostly  for  insulation  purposes. 

Any  instrument  when  connected  in  a  circuit  should  disturb  the 
circuit  conditons  as  httle  as  possible.  An  ammeter  shunt,  as  it 
goes  in  series  with  the  line,  should  have  as  low  a  resistance  as  is 
practicable,  so  that  when  it  is  connected,  very  little  additional 
resistance  is  introduced  into  the  circuit.  To  protect  ammeters 
from  heavy  currents,  etc.,  provision  may  be  made  for  si 
circuiting  them  when  readings  are  not  being  taken. 

IIB.  Voltmeters, — ^The  construction  of  a  voltmeter  does 
differ  materially  from  that  of  an  ammeter  in  so  far  as  the 
ment  and  magnet  are  concerned.     (See  Fig.  117.)     The  movii 
■coil  of  the  voltmeter  is  usually  wound  with  more  turns  and 
finer  wire  than  that  of  the  ammeter  and  so  has  a  higher  reajstr 
ance.     The  principal  difference,  however,  lies  in  the  manner  of 
connecting  the  instrument  to  the  circuit.     As  a  voltmeter  is 
connected  directly  across  the  hne  to  measure  the  voltage,  it  is 
desirable  that  the  voltmeter  take  as  little  current  as  is  practicable. 
Because  of  its  comparatively  low  resistance,  the  moving  coil  of 
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the  voltmeter  cannot  be  connected  directly  across  the  line,  as  it 
would  ordinarily  take  an  excessive  current  and  might  be  burnt 
out.  Therefore  it  ia  necessary  to  connect  a  high  resistance  in 
series  with  the  moving  coil.  This  is  shown  in  Fig.  123.  By 
Ohm's  Law  the  current  through  the  instrument  is  proportional  to 
the  voltage,  so  that  the  instrument  acale  can  be  graduated  in 
volta.  The  resistance  required  ia  easily  determined.  Assume 
that  an  instrument  gives  full  scale  deflection  with  0.01  arap,  in 


=  15,000  ohms. 


the  moving  coil,  and  that  the  coil  resistance  is  20  ohms.  If  it  is 
desired  that  the  instrument  indicate  150  volts,  full  scale,  then  the 
total  resistance  of  the  instrument  circuit  must  be 

"        7       0.01 

As  the  instrument  has  a  resistance  of  20  ohms,  tliis  mcaus  that 
14,980  ohms  additional  are  necessary. 

If  it  be  desired  that  this  same  instrument  al.so  have  a  full  scale 
deflection  with  15  volts,  the  resistance  of  14j980  ohms  may  be 
tapped  so  that  the  resistance  OB  (Fig.  123  (a))  =  -  =  1,500 
ohms,  and  this  tap  can  be  brought  to  a  binding  post.  Another 
method  of  securing  the  same  result  is  shown  in  Fig.  123(6).  Wind 
another  resistance  equal  to  1 ,500  —  20  =  1 ,480  ohms  and  connect 
it  from  a  binding  post  to  the  junction  of  the  resistance  and  the 
moving  coil.  This  last  method  is  advantageous  as  it  permits 
independent  adjustment  of  each  resistance;  also  injury  or  repair 
in  one  resistance  does  not  affect  the  other. 

116.  Multipliers  or  Extension  Coils.— The  range  of  a  voltmeter 
g  its  resistance  imorporated  within  the  instrument,  may  be 
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increased  by  the  use  of  external  resistance  connected  in  series 
with  the  instrument. 

Example. — A  150  scale  voltmeter  has  a  resistance  of  17,000  ohms.  What 
external  resistance  should  be  connected  in  series  with  it  so  that  its  range  is 
(a)  300  volts?     (b)  600  volts? 

(a)  In  order  to  maintain  the  same  current  through  the  instrument  at  300 
volts  as  flows  at  150  volts,  the  resistance  of  the  circuit  must  be  doubled. 

Therefore,     17,000  X  2  =  34,000  ohms  are  necessary. 

As  the  instrument  already  has  17,000  ohms,  the  added  resistance  will  be, 

34,000  -  17,000  =  17,000  ohms.     Ans. 

(b)  The  total  resistance  must  now  be,  • 

150   ^  17,000   =  68,000  ohms. 

As  17,000  ohms  is  already  within  the  instrument,  68,000  —  17,000  =  51-, 
000  ohms  must  be  added  external  to  the  instrument.     Ans. 

External  resistances  used  in  this  manner  are  called  multipliers, 
or  sometimes  extension  coils.  They  are  usually  placed  within  a 
perforated  box  and  the  terminals  brought  out  to  binding  posts. 
The  multiplying  power  of  the  multiplier  is  marked  near  a  terminal. 

The  equation  giving  the  relation  between  the  resistance  of 
the  multiplier  Rxj  the  resistance  of  the  instrument  Rmt  and  the 
multiplying  poi^r  M  is  as  follows:  ^^^ 

Rz  +  R^ 


M  = 


'tn 


R 


(49) 


m 


Example. — In  the  above  problem 
(b)  the  multiplying  power  of  the 
multiplier  is  as  follows : 

^  51,000  +  17,000 
17,000 

117.  Hot  Wire  Instruments. 

In  the  instruments  hereto- 
fore considered,  the  action  of 
the  instrument  depends  on 
(o)  the  electromagnetic  action  of 
a  current.    There  is  another 

Fig.    124.— Principle    of    Hartmann  and     |;ypg  of  instrument  which  de- 
Braun  hot-wire  instruments.  ,     .       ..     .     ,.       .. 

pends  for  its  indications  upon 
the  heating  action  of  the  current.  A  diagram  of  this  instrument 
is  shown  in  Fig.  124.  A  Bis  a  fine  wire  of  platinum-silver  through 
which  the  current  passes.    At  C,  a  wire  CF  is  attached  to  AB. 
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At  E,  on  CF,  a  silk  fiber  EH  is  attached.  This  passes  around 
the  pulley  W,  and  is  held  in  tension  by  the  spring  //.  When  a 
current  flows  through  AB,  the  heat  expands  the  wire  AB,  re- 
ducing the  tension  in  the  wire  CF,  and  allowing  the  spring  H 
to  pull  the  silk  fiber  to  the  left.  This  fiber,  acting  on  the  pulley 
H*,  moves  the  pointer  P  over  the  scale. 

When  used  as  an  ammeter,  a  shunt  is  necessary  unless  the 
current  is  very  small.  When  used  as  a  voltmeter,  a  high  re- 
sistance is  connected  in  series  with  the  wire  AB. 

This  type  of  instrument  is  "dead  beat,"  that  is,  it. is  very  slug- 
gish in  its  behavior  and  only  reaches  its  ultimate  defleeton  after 
the  lapse  of  considerable  time.  This  is  an  advantage  in  the 
measurement  of  fluctuating  currents  as  the  needle  foCows  the 
fluctuations  very  slowly  so  can  he  accurately  read.  Another 
advantage  of  the  hot  wire  type  of  instrument  is  that  it  can  be 
used  for  alternating  as  well  as  for  direct  currents.  It  is  often - 
used  as  a  transfer  instrument  to  measure  alternating  currents  in 
terms  of  direct  current.  This  type  of  instrument  is  particularly 
useful  for  the  measurement  of  high  frequency  alternating  currents, 
as  its  indications  are  independent  of  the  frequency  if  a  shunt  is 
not  used.  For  this  reason  this  type  is  very  useful  in  radio  teleg- 
raphy. Such  instruments  are  affected  by  temperature  and  do 
not  hold  their  cahbration  for  very  long  periods.  Therefore,  for 
accurate  work  they  should  be  calibrated  at  the  time  of  using. 

»  ELECTRICAL  MEASUREMEHTS 

Meiisurcnient  ol  Kcsistance 

118.  Voltmeter- ammeter  Method. — The  resistance  of  any 
portion  of  an  electric  circuit  is,  by  Ohm's  Law, 

«  =  ^ 

where  ¥  is  the  voltage  across  that  portion  of  the  circuit  and  /  is 
the  steady  current  flowing  in  that  portion  of  the  circuit.  Ob- 
viously, the  voltage  V  may  be  measured  with  a  voltmeter,  the 
current  /  measured  with  an  ammeter,  and  the  resistance  H 
computed. 

Let  it  be  required  to  determine  the  resistance  R  in  the  circuit 
shown  in  Fig.  125.     The  source  of  power  is  the  110-volt  supply. 
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The  resistance  R  is  comparatively  small  and  if  connected  directly 
across  110  volts  would  take  an  excessive  current.  Therefore, 
it  is  necessary  to  insert  a  resistance  R'  in  series  with  R  to  limit 
the  current.  The  voltmeter,  however,  must  be  connected  directly 
across  R  as  it  is  desired  to  know  the  resistance  of  this  portion 
of  the  circuit  only. 


-    IIO-V.    + 

•  D.e.  •■ 


Fig.  125. — Voltmeter-ammeter  method  of  measuring  resistance. 

Example. — The  voltmeter  (Fig.  125)  reads  19  volts  when  the  ammeter 
reads  24  amp.     What  is  the  value  of  ther  resistance  R1 

The  resistance:  '^   .      " 


19 
i?  =  ^  =  0.792  ohm. 
24 


-^^/ 


As  a  matter  of  interest  let  it  be  required  to  determine  the  resistance  of 

R',     The  voltmeter  terminals  are  transferred  from  across  R  to  across  R'. 

Under  these  conditions  the  voltmeter  reads  91  volts  and  the  ammeter  still 

reads  24  amp.     Therefore : 

Ql 
iJ'  =  ^  =  3.79  ohms. 
24 

It  is  sometimes  desired  to  measure  resistances  of  such  low  value 
that,  if  a  voltmeter  were  connected  directly  across  their  termi- 
nals, the  contact  resistance,  which  may  be  comparatively  large, 
would  introduce  considerable  error  and  might  even  exceed  in 
magnitude  the  resistance  which  it  is  desired  to  measure.  To 
eUminate  this  error  due  to  contact  resistance,  the  voltmeter 
terminals  are  connected  well  inside  the  terminals  BB  (Fig.  126) 
through  which  the  current  is  led  to  the  specimen.  As^the  volt- 
meter takes  but  a  very  small  current,  small  sharp  pointed  con- 
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tacts  CC  may  be  used.  As  the  resistance  of  the  voltmeter  is 
comparatively  high,  it  is  only  necessary  that  the  contact  resis- 
tances at  CC  be  neghgible  compared  to  the  resistance  of  the 
instrument.  This  condition  is  easily  met.  As  these  contacts 
are  small  and  sharp  the  points  of  contact  on  the  specimen  can 
be  determined  very  accui'ately. 
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Fio.  126.— Mbe 


eaistance  oE  B  metal  rod. 


^sampia—Wlien  the  ammeter  (Fig.  126)  reads  50  amp. 
voltmeter  indicates  40  millivolts.  The  contacts  CC  are  23 
What  is  the  resiatance  per  inch  length  of  the  rod? 

The  resigtance  for  23  in.  is; 

_  0.040 


the  milli- 


R  = 


50 


=  0.00080  ohm. 


=  0-0000348  ohm. 


119.  The  Voltmeter  Method. — It  is  possible  to  measure  a 
resistance  by  means  of  a  voltmeter  alone  provided  the  resistance 
to  be  measured  is  comparable  with  that  of  the  voltmeter.  In 
Fig,  127  (a)  let  it  be  required  to  measure  the  resistance  U.  The 
voltmeter  is  first  connected  across  the  source  of  supply  and  a 
reading  F[  taken.  It  is  then  transferred  so  that  the  resistance 
R  is  in  series  with  it  across  the  source  of  supply  and  the  voltmeter 
reading  is  again  taken.     Let  this  reading  be  \t. 

As  Vi  is  the  total  circuit  voltage  and  Fa  is  the  voltage  across 
the  instrument,  the  voltage  across  the  unknown  resistance  R 
is  obviously  Y\  —  Vi.     When  the  voltmeter  is  in  series  with  R, 
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the  same  current  i  must  flow  through  each  so  that  the  voltages 
are  as  follows: 

J  F2  =  iR,  (1) 

7i  -  72  =  iR  (2) 

where  R^  is  the  resistance  of  the  voltmeter. 
Dividing  (2)  by  (1)  and  solving  for  R, 

R  =  R.  ^-^-'-  (50) 

r  2 

This  method   of  measuring  resistance  is  particularly  usefuj 
in  determining  insulation  resistance  of  dynamo  windings,  cables 


R 
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(a)  W 

Fig.   127. — Measurement  of  resistance  by  the  voltmeter  method. 

etc.  As  such  resistances  are  very  high  they  are  usually  ex- 
pressed in  megohms  (1  megohm  =  1,000,000  ohms).  It  will 
be  seen  from  equation  (50)  that  the  greater  the  value  of  /?p, 
the  greater  the  resistance  that  can  be  measured  by  this  method. 
For  this  reason  special  150  scale  voltmeters,  having  resistances 
of  100,000  ohms  (one-tenth  of  a  megohm)  are  available.  These 
give  a  sensitivity  about  six  times  as  great  as  can  be  obtained  with 
the  ordinary  150  scale  voltmeter. 

Fig.  127  (6)  shows  the  application  of  this  method  to  the 
measurement  of  the  insulation  resistance  of  a  cable. 

Example. — When  a  100,000-ohm  voltmeter  is  connected  across  a  direct 
current  line  it  reads  120  volts.  One  terminal  of  the  voltmeter  is  then  con- 
nected to  the  core  of  a  lead-covered  cable  and  the  sheath  of  the  cable  is 
connected  to  the  other  side  of  the  line  as  in  Fig.  127  (b).  The  voltmeter 
now  reads  10  volts.     What  is  the  insulation  resistance  of  the  cable? 

X  =  0.1        y^r —  =  1.1  megohms.  Ans. 
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120.  The  Wheatstone  Bridge. — In  distinction  to  the  fore- 
going methods  of  nieasurinfi;  reflistauce,  the  Wheatstone  Bridge 
method  is  one  in  which  the  unknown  resistance  is  balanced 
against  other  known  resistances.  The  bridge  in  its  simple,Bt 
form,  is  shown  in  Fig.  128,  Three  known  resistances  M,  N,  P, 
and  the  unknown  resistance  X  are  connected  to  form  a  diamond. 
Current  from  a  battery  B  feeds  tho  two  opposite  corners  o  and  c 
of  the  diamond.     Across  the  „ 

other  two  corners  a  and  b,  is 
connected  a  galvanometer. 

To  make  a  measurement, 
the  two  arms  M  and  N  are 
each  set  at  some  fixed  value 
of  resistance,  usually  1,  10, 
100,  1,000  ohms,  etc.  The 
arm  P  is  then  adjusted  until 
the  galvanometer  does  not 
deflect.  If  the  galvanometer,  Fig.  128.— Elementary.Wheatatone  hndge. 
does  not  deflect,  no  currnet 

flows  through  it  and  therefore  the  two  points  a  and  b  must  be 
at  the  same  potential  Also  the  currents  I,  =  Is  and  h  =  h, 
as  no  current  passes  through  the  galvanometer. 

If  the  points  a  and  b  are  at  the  same  potential,  the  voltage 
drop  oa  =  ob  and: 

1,M  =  I,X  (1) 

Also  the  voltage  drop  iic    =  be  and 

h?r  =  UP 

And  since 


)re-  ^ 

iee  I 


Dividing  (1)  by  (2) 


7,  .  /.and  7,  - 

I, 

UN  ~  IJ> 

,M      hX      M 

,N       up"' N 

X-"  P 

X 

p 

(2) 


(SI) 


which  is  the  equation  of  the  Wheatstone  Bridge.  M  and  N  are 
called  the  ratio  arms  and  P  the  balance  or  rheostat  arm.  Ob- 
viously the  battery  and  the  galvanometer  may  be  interchanged 
ithout  affecting  the  relation  given  in  equation  (61). 


^jvithout  affecti 


iJ 
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The  many  types  of  Wlieat-stone  Bridge  found  in  practice  do 

not  differ  in  principle  from  that  shown  in  Fig.  128.     The  dif- 

I  ferences  lie  in  the  positions  of  the  arms  M,  N,  and  P  on  the 

bridge  as  well  aa  in  the  manaer  in  which  the  coila  in  these  anus 

are  cut  in  and  oul;  of  circuit. 

A  common  'plug  type  of  bridge  is  shown  in  Fig.  129.  M 
consists  of  three  resistances  of  1 ,000, 100,  and  1  ohms  respectively, 


— MaasachusBtts 


if  TeehnoloEj'  pattero  of  Wheatetone  bridge. 


and  N  consists  of  three  of  10,  100,  and  1,000  ohms  respectively. 
P  consists  of  a  number  of  resistances  ranging  from  5,000  oluns 
to  1  ohm  and  of  such  values  that  with  the  proper  combinations 
P  may  be  made  equal  to  any  whole  number  between  1  and  11,110 
ohms.  Between  the  outer  ends  of  A'^  and  P  are  two  infinity  plugs 
( 00  )and  a  10,000-ohm  coil.  The  infinite  plugs  mean  that  the  bridge 
can  be  open  circuited  at  these  points  and  by  their  position 
I   the  10,000-ohra  coil  may  be  made  a  part  of  ^  or  a  part  of  P. 
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The  unknown  resistance  X  may  be  connected  across  any  one  of 
the  infinite  resistances,  if  it  is  foud  andvisable  to  do  s'o.  Between 
M  and  P  is  another  infinite  resistance,  across  which  the  unknown 
resistance  may  also  be  connected;  the  infinite  plug  being  removed. 

In  this  type  of  bridge  the  resistance  coils  are  connected  across 
gaps  cut  in  heavy  brass  or  composition  bars.  When  it  ia  desired 
to  insert  a  resistance  the  plug  is  removed,  and  when  it  is  desired 
to  remove  a  resistance  it  is  short-circuited  by  the  plug.  These 
plugs  have  hard  rubber  tops  and  are  tapered.  As  the  principle 
source  of  error  in  this  type  of  bridge  lies  in  the  contact  resistance 
of  these  plugs,  they  should  be  made  to  fit  tightly  when  used. 
This  is  accomplished  by  exerting  a  slight  pressure  and  simul- 
taneously twisting  them,  thus  giving  a  wiping  contact.  As  dirt 
and  oxide  are  a  frequent  source  of  error  the  plugs  should  be 
kept  clean. 

In.  using  the  bridge,  much  time  iimy  bo  saved  if  a  aysteiiiatic  procedure 
is  followed  in  obtaining  a  balance.  Assume  that  it  iB  desired  to  measure  a 
certain  unknown  resistance.  Connect  the  bridge  as  ahown  in  Fig.  129, 
placing  keys  in  the  battery  and  in  the  galvanometer  circttits  and  a  shunt 
around  the  galvanometer  to  protect  it  from  deflecting  violently  when 
the  bridge  is  considerably  out  ot  balance.  Make  the  ratio  arniB  M  and  N 
each  1,000  ohms,  a  I  to  1  ratio.  With  the  galvanometer  well  shunted  and 
all  the  plugs  in  P  (Rfls.  =  0),  depress  first  the  battery  and  then  the  gal- 
vanometer key.  The  galvanometer  is  observed  to  deflect  to  the  left.  Now 
remove  the  5,000-ohm  plug  and  the  galvanometer  deflects  to  the  right. 
From  these  observations,  two  facts  are  determined.  The  unknown  re- 
sistance ia  less  than  5,000  ohms  and  when  the  galvanometer  deflects  to  the 
left  the  value  of  resistance  in  P  ia  too  small,  and  when  it  deSects  to  the  right 
the  value  of  P  ia  too  large.  By  inserting  the  5,000-ohni  plug  and  removing 
the  1,000-ohm  plug  the  galvanometer  still  deflects  to  the  right,  indicating 
that  1.000  ohms  in  P  is  too  large.  This  is  repeated  with  500  ohms,  200  ohms, 
etc.  By  proceeding  in  this  manner,  it  ia  found  that  the  galvanometer  does 
not  reverse  until  a  3'Ohm  plug  is  removed.  This  means  that  the  unknown 
resistance  hes  between  2  and  5  ohms.  By  rem.oving  tbe  two  2-a!iin 
plugs  and  then  a  1  and  a  2  the  unknown  resistance  is  narrowed  down 
lo  between  2  and  3  ohnva.  To  get  a  more  precise  value  the  ratio  arms 
must  be  changed.  M  is  now  made  1  ohm  and  2,000  ohma  unplugged 
in  P.  By  auccessive  trials,  all  the  tinie  reducing  the  shunt  S,  a  balance 
ia  obtained  at  2,761  ohms  in  P.     Then: 

1,000"' 

In  obtaining  a  balance  the  battery  key  should  always  be  depressed  before 
IvanomBter  key,  so  that  the  current  in  the  bridge  has  time  to  reach 


X  =  ^P  =  ,-'     2,T61  =2.761  ohms. 


^^ll^iulvan 


depado    bridge, 

ft  balance  can  be  quickly  obtaiited.  It  is  obvious  that  nine  coils  per  dcioade 
ure  sufficient  for  obtaining  any  desired  resistance,  although,  ten  coils  per 
decade  arc  often  used. 

The  decade  principle  has  been  extended  to  an  even  more  convenienl  type 
of  bridge,  the  dial  bridge.  Instead  of  using  pluRS,  a  dial  arm  simjlar  to  the  i 
type  used  in  rheostats  is  employed  to  select  the  required  re 

B  of  its  ease  of  manipulation,  this  type  has  come  into  extet 
Care  should  be  taken  to  keep  the  dials  and  contacts  free  from  dirt  and  oxides. 

I  Fig.  131  shows  a  dial  bridge  of  the  Leeds  &  Northrup  type. 
121.  The  Slide  Wire  Bridge.— The  slide  wire  is  a  simplified 
Wheatstone  Bridge,  in  which  the  balance  is  obtained  by  means 
of  a  slidtT  which  moves  over  a  German  silver  or  manganin  re- 
sistance wire,  A  typical  slide  wire  bridge  is  shown  in  Fig.  132. 
The  resistance  wire  AB,  100  cm.  long,  is  stretched  tightly  between 
two  heavy  copper  blocks  CD,  100  cm.  apait.     A  meter  scale  is 
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placed  along  this  wire.  A  contact  key  K'  is  movable  along 
the  scale  and  when  the  key  K'  is  pressed  a  knife  edge  makes 
contact  with  the  wire.  The  rest  of  the  bridge  consists  of  a  heavy 
copper  bar  E,  a  known  resistance  R,  and  the  unknown  resistance 
X.  R  is  connected  between  D  and  E  and  X  between  C  and  E,  al- 
though the  positions  of  R  and  X  are  interchangeable. 

The  galvanometer  is  connected  between  the  key  K'  ahd  E  and 
the  battery  terminals  are  connected  to  C  and  D.  A  balance  is 
obtained  by  moving  K'  along  the  wire  until  the  galvanometer 
shows  no  deflection. 
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Fig.  132. — Slide-wire  bridge. 

Let  I  be  the  distance  in  centimeters  from  one  end  of  the  scale 
to  K'  when  a  balance  is  obtained.  Then  100  —  Z  is  the  distance 
from  K'  to  the  other  end  of  the  scale.  Let  r  be  the  resistance 
per  unit  length  of  the  wire.  Then  the  resistance  of  I  is  Ir  and 
that  of  the  remainder  of  the  wire  is  (100  —  l)r. 

By  the  law  of  the  Wheatstone  Bridge: 

X^  __R 

Ir 


(100-  l)r 
r  cancels  out  and  (52)  becomes: 

(100-  I) 

(52)  may  also  be  written 

X^       I 
R       100-/ 


(52) 


(53) 


(54) 


This  is  equivalent  to  stating  that  when  a  balance  is  obtained 
the  slide  wire  is  divided  into  two  parts  which  are  to  each  other  as 
X  is  to  iJ. 

The  slide  wire  is  not  as  accurate  as  the  coil  bridge,  because  the 
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slide  wire  may  not  be  uniform;  the  Bolder  at  the  points  of  contact 
at  C  and  D  makes  the  length  of  the  wire  uncertain;  the  elide 
wire  cannot  be  read  as  accurately  as  the  resistance  units  of  a 
bridge  can  be  adjusted. 

Example. — ^Assume  that  R  (Fig.  132)  equals  10  ohms  and  that  a  balance 
is  obtained  at  74,6  cm.  from  the  left-hand  end  of  the  scale.  Find  the  un- 
known resistance  X. 

FTom  equation  (63) 


A'  =  74.6 


10 


-74.6-,-    =  29.37  ohms. 


-  74.6  "    25.4  " 

CABLE  TESTING 


122.  The  Murray  Loop.— The  slide  wire  bridge  offers  a  very 
convenient  method  of  locating  grounds  in  cables  and  wires. 
Fig.  133  shows  a  calile  AB  which  has  become  grounded  at  the 


point  0,  owing  to  a  defect  in  the  insulation.  CB  is  the  return 
conductor  and  is  similar  to  AB  except  that  it  has  no  ground  or 
"fault."  The  two  conductors  are  looped  together  at  B,  the  far 
end  of  the  two  conductors,  which  oaay  be  at  some  power  station, 
telephone  exchange,  etc. 

The  slide  wire  is  then  connected  to  the  home  ends  of  the  cable 
&8  shown.  It  will  be  noted  that  the  battery  and  the  galvanometer 
are  not  in  the  positions  shown  in  Fig,  132,  but  have  been  inter- 
changed. This  is  done  in  order  that  earth  currents  shall  not  dis- 
turb the  galvanometer  readings.  Also  if  the  ground  has  a  high 
resistance,  the  electromotive  foi'cc  of  the  battery  fi  may  be  ii^- 
creased  until  sufficient  current  to  operate  the  bridge  is  sent  througk 
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this  resistance.  The  resistance  of  the  fault  to  ground  does  not 
produce  any  error  in  the  measurement  so  long  as  the  conductor 
is  not  broken.  If  the  conductor  is  broken  with  both  ends  lying  on 
the  ground,  the  resistance  of  the  conductor  is  increased  and  a  false 
location  of  the  fault  may  result. 

In  Fig.  133,  the  distance  X  to  the  fault  may  be  found  as  follows: 

V 1 ^^^^ 

where  L  is  the  length  of  one  cable. 

The  slide  wire  is  split  into  two  sections  which  are  to  each  other 
as  the  two  lengths  of  cable  on  each  side  of  the  fault. 

Solving  (55)  for  X, 

X  =  ^'l',  (56) 

This  assumes, that  the  resistance  per  foot  of  both  conductors 
is  the  same,  and  is  uniform.  The  jumper  tieing  the  cable  ends 
together  at  B  should  make  good  connection,  as  contact  resistance 
at  this  point  may  introduce  an  appreciable  error.  A  ratio  aod 
rheostat  arm  of  a  bridge  box  may  obviously  be  used  instead  of 
the  slide  wire. 

Example. — A  cable  2,000  ft.  long  consists  of  two  conductors.  One  con- 
ductor is  grounded  at  some  point  between  stations.  A  Murray  loop  test, 
with  a  lOO-cm.  slide  wire  bridge,  is  connected  as  in  Fig.  133  to  locate  the  fault. 

A  balance  is  obtained  at  85  cm.     How  far  from  the  station  is  the  ground? 
From  equation  (56) : 

L  =  2,000    r  =  15    ^  =  85 

X  =    - — Yr\(\ ~  ^^  f*-  from  the  station  at  which  the  measurement  is 

made. 

123.  The  Varley  Loop.^ — The  Varley  loop  is  also  used  to  locate 
cable  faults.  It  is  similar  in  principle  to  the  Murray  loop,  a 
bridge  box  being  necessary,  however.  The  connections  are  shown 
in  Fig.  134.  M  and  N  are  the  two  ratio  arms  of  a  bridge  and  Pis 
the  rheostat  arm.  It  is  necessary  that  the  battery  and  the  gal- 
vanometer occupy  the  positions  shown,  in  order  to  avoid  dis- 
turbances in  the  galvanometer  due  to  earth  currents.  A  balance 
is  first  obtained  by  means  of  P,  with  the  switch  S  at  a.  Let  r  be 
the  resistance  per  foot  length  per  conductor,  assumed  uniform. 


\ 
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(It  will  be  noted  that  P  and  X  form  one  arm  of  the  bridge.) 

M  _r(L  +  L^X)  ,^.. 

AT  "  ~P  +  rX  "  ^^^^ 

Before  X  can  be  found  it  is  necessary  to  know  r.     To  obtain  this, 
the  switch  S  is  thrown  to  position  b.     This  throws  both  lengths 


^ault  j^^j^.^"'^ 


B:= 


Fig.   134. — Varley-Ioop  test.. 

of  cable  in  series  and  makes  them  the  fourth  arm  of  a  bridge. 
A  simple  bridge  measurement  is  then  made  of  the  total  loop 
resistance.  Call  this  resistance  R,  Then  the  resistance  per  foot 
of  cable 

R 

(This  measurement  is  not  necessary  if  the  resistance  per  foot 
or  the  total  resistance  of  the  cable  is  already  known.) 
Substituting  this  value  of  R  in  (57) 

M  ^  R/2L{2L  -_   X) 
N         P  +  RX/2L 
Solving  for  X, 

2L/NB-MP\ 
^-  R  {~M  +  N-}  (^^^ 

This  equation  gives  the  distance  in  feet  to  the  fault.     The 
equation  is  frequently  given  as  follows : 

In  this  case  Rx  is  not  the  distance  to  the  fault,  but  rather  the 
resistance  along  the  grounded  conductor  to  the  fault. 
If  Af  =  A^  in  equation  (58) 

X  =  ^  (/e  -  P)  (60) 

which  is  simpler  in  form  than  (58) . 
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Example. — In  locating  a  fault  by  the  Varley  loop  test,  the  connections 
shown  in  Fig.  134  were  used.  Each  conductor  is  2,800  ft.  long.  With  the 
switch  at  (a)  and  ilf  =  10,  iV  =  1,000.  P  was  found  to  be  137  when  a  bal- 
ance was  obtained.  Switch  S  is  then  thrown  over  to  (6).  Under  these 
conditions,  a  balance  was  obtained  when  ilf  =  10;  iV  =  1,000,  P  =221, 
making  R  —  2.21. 

By  equation  (58)  the  distance  in  f e^t  to  the.  fault 

10  X  137> 


Y  =  2  X  2,800  /1,000  X  2.21  - 
"  2.21   \   '     1,010 


-j  =  2,100  ft.     Ans. 


124.  Insulation  Testing. — In  practice  it  is  necessary  to  meas- 
ure the  resistance  of  the  insulation  of  cables,  both  at  the  factory 
and  after  the  cable  is  installed.  A  low  value  of  insulation  re- 
sistance may  indicate  that  the  insulation  is  of  an  inferior  grade. 
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Fig.  135. — Measurement  of  the  insulation  resistance  of  a  cable. 

A  low  insulation  resistance  after  installation  may  indicate  im- 
proper handling  or  faulty  installation.  The  voltmeter  method 
described  in  Par.  119  is  applicable  in  many  cases,  but  where  the 
insulation  resistance  is  high  even  a  high  resistance  voltmeter  is 
not  suflBciently  sensitive. 

To  make  the  measurement,  a  sensitive  galvanometer  is  utilized. 
A  considerable  source  of  potential,  from  100  to  500  volts,  is  also 
usually  necessary.  Such  potential  may  be  secured  from  direct 
current  mains,  although  dry  cells,  silver  chloride  cells,  and  test- 
tube  batteries  connected  in  series  are  more  satisfactory.  A 
simple  diagram  of  connections  is  shown  in  Fig.  135. 

The  method  is  one  of  substitution,    A  known  resistance,  usu- 
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ally  0,1  mogohm  (100,000  ohms),  is  first  connected  in  the  circuit 
and  the  galvanometer  deflection  noted.  The  unknown  resistance 
X  is  then  substituted  and  the  galvanometer  reading  again  noted. 
As  the  currents  in  the  two  cases  are  inversely  proportional  to  the 
circuit  resistances,  the  unknown  resistance  can  be  determined, 
the  galvanometer  deflections  being  used  rather  than  actual 
values  of  current.  Let  D,  be  the  deflection  with  the  0.1  megohm 
and  Dp  be  the  deflection  with  the  unknown  i-esistance. 

Under  ordinary  circumstances  it  would  not  be  possible  to  obtain 
accurate  results  under  these  conditions  alone,  because  the  unknown 
resistance  may  be  in  the  hundreds  of  megohms  and  the  known 
resistance  is  but  0.1  megohm.  This  would  make  the  deflection  Dj 
so  many  times  smaller  than  2>i  that  it  would  not  be  readable. 

This  difficulty  is  overcome  by  the  use  of  the  Ayrton  shunt 
described  in  Par.  113.  When  the  0.1  megohm  only  is  in  circuit, 
the  galvanometer  sensitivity  ordinarily  is  such  that  it  would 
deflect  off  the  scale  unless  the  galvanometer  were  shunted. 

Therefore  the  shunt  is  adjusted  to  some  low  value  aa  0.0001. 
Call  this  reading  of  the  shunt  Si  and  the  galvanometer  deflection 
Di.  The  multiplying  power  of  the  shunt  equals  Mj  =  1/S\. 
The  cable  is  now  introduced  into  the  circuit  and  the  shunt  ad- 
justed until  a  reasonable  deflection  is  obtained.  Call  this  read- 
ing Di  and  the  value  of  the  shunt  St-  Its  multiplying  power  is 
now  Mi  =  l/Ss- 

The  current  in  the  circuit  in  the  two  cases 

Hierefore  the  unknown  resistance,  from  (61),  is 

fl  practice,  instead  of  substituting  the  cable  for  the  0.1  meg- 
ohm, the  cable  is  first  short-circuited  by  the  wire  shown  dotted, 
Fig.  135,  andtheconstantdetermined.  This  wire  is  then  removed, 
placing  the  cable  in  circuit.     The  0.1  megohm  is  left  permanently 
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in  circuit  to  protect  the  galvanometer  in  case  of  accidental  short- 
circuit  of  the  cable.  Its  resistance  is  usually  not  appreciable 
compared  to  that  of  the  cable,  so  that  no  correction  is  ordinanly 
necessary  for  it. 

A  switch  or  key  S  is  ordinarily  provided.  When  in  positioo 
(a)  the  circuit  is  closed  through  the  cable.  When  thrown  over  to 
(6) ,  the  cable,  which  is  charged  electrostatically,  discharges  through 
the  galvanometer. 

When  the  switch  (a)  is  first  closed  there  is  a  rush  of  current 
which  charges  the  cable  electrostatically,  (See  par.  153,  Chap. 
IX.)     It  takes  time  to  charge  the  cable,  so  for  some  time  this 
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charging  current  flows,  decreasing  continuously.  This  is  shown 
in  Fig.  136,  giving  the  relation  of  the  galvanometer  deflection  to 
the  time.  As  it  is  often  inconvenient  to  wait  for  the  galvanometer 
to  reach  a  steady  deflection,  it  haa  been  arbitrarily  agreed  to 
take  the  deflection  at  the  end  of  one  minute  as  the  value  to  be 
used  in  determining  insulation  resistance. 

When  the  switch  S  is  thrown  to  (b)  the  electrostatic  charge 
in  the  cable  rushes  out  through  the  galvanometer  in  the  reverse 
direction.  Due  to  absorption  it  requires  considerable  time  for 
the  cable  to  become  totally  discharged.  This  is  also  shown  in 
Fig,  136. 

In  making  insulation  resistance  measurements,  precautions 
must  be  taken  to  insulate  thoroughly  the  apparatus  itself.  Hard 
rubber  posts  should  be  used  for  supports  and,  wherever  possible, 
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the  leads  should  be  carried  through  the  air  rather  than  be  allowed 
to  rest  on  the  ground.  The  insulation  resistance  varies  enor- 
mously with  temperature,  so  the  temperature  at  which  the 
measurements  are   made  should   be  carefully  determined  and 

stated. 

Example. — The  calilc  whose  insulation  curves  are  shown  in  Pig.  136  was 
tested  for  insulation.  The  deflection  with  0.1  megohm  only  in  circuit  was 
20  cm.  and  the  shunt  read  0.0001.  When  the  curve  shown  in  Fig.  136  was 
obtained  the  shunt  read  0.1.     The  cable  was  2,200  ft.  long. 

(a)  What  is  its  insulation  resistance? 

(b)  What  is  it«  insulation  resistance  per  reiile?  • 


M,  =  1/0.0001  =  10,000 
M,  =  1/0.1  =  10 
D,  (from  curve)  =  U  cm. 
,  10,000  X  20  _ 

10  X  ii 


(o)     A  =".1— ~--j  =  182  megohms.     Ans. 


(6)  The  resistance  per  mile  will  be  less  than  that  of  the  2,20<t-tt.  length 
because  the  amount  of  leakage  current  is  directly  proportional  to  the  length 
of  the  cable.  Therefore  the  resistance  of  this  leakage  path  is  inversely  pro- 
portional to  the  length  of  cable.  The  crosB-sectional  area  of  the  leakage 
path  for  tiie  mile  length  is  greater  than  it  is  tor  the  2,200-ft.  length.  There- 
fore the  resistance  per  mile 

■  R=    ^^i^j^  182  =  75,9  megohms.      A'l^. 

POTENTIOMETERS 

125.  The  Potentiometer. — The  potentiometer  is  an  instrument 
for  making  accurate  measurements  of  voltage.  Its  standardiza- 
tion depends  primarily  upon  the  Weston  standard  cell.  (See 
Par.  89,  Chap.  VI .)     The  principle  is  as  follows : 

Assume  in  Fig,  137(o)  that  a  standard  cell  S  has  an  electro- 
motive force  of  exactly  1  volt.  Let  a  storage  cell  Ba  supply 
current  to  a  wire  AB  through  a  rheostat  R.  Let  the  wire  ^B  be 
divided  into  15  divisions  each  of  lohmresistance,  making  the  total 
resistance  of  AB  equal  to  15  ohms.  The  standard  cell  is  con- 
nected with  its  negative  terminal  to  the  negative  terminal  of  the 
storage  cell  and  its  positive  terminal  is  connected  to  the  tenth 
1-ohm  coil  C  through  a  key  and  galvanometer.  If  0.1  amp. 
flows  through  the  wire  AB,  the  voltage  drop  through  each  resist- 
ance will  be  0.1  volt  and  the  voltagedropacrossj4C  will  be  1.0  volt. 


th  Q 
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If  the  key  be  depressed  no  current  will  flow  through  the  galvano- 
meter, as  the  standard  cell  emf.  is  in  exact  opposition  to  this 
1-volt  drop.  If,  however,  the  current  in  AB  is  not  exactly  0.1 
amp.,  current  will  flow  through  the  standard  cell  circuit  due 
to  the  voltage  AC  being  either  greater  or  less  than  1  volt.  If 
the  current  is  less  than  0.1  amp.  the  galvanometer  deflects  in 
one  direction,  and  if  it  is  greater  than  0.1  amp.  the  galvanometer 
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(a)  Standardizing  the  wire  A-B 
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(6)  Measuring  an  unknown  emf. 
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Fig.   137. — Simple  potentiometer. 


deflects  in  the  reverse  direction.  Obviously  it  is  possible  to  so 
adjust  the  current  in  AB  that  the  galvanometer  deflection  is 
zero.  Under  these  conditions  the  current  in  AJS  is  exactly  0.1 
amp.  and  the  potential  drop  across  each  resistance  in  ^5  is  0.1 
volt.     Therefore  A  B  may  be  marked  in  volts  as  shown. 

Let  it  be  required  to  measure  some  unknown  electromotive 
force  E  whose  value  is  known  to  be  less  than  1.5  volts.  Iti 
negative  terminal  is  connected  to  the  end  A  of  the  wire  AB^ 
Fig.  137(6).  The  positive  terminal  of  the  electromotive'' force 
is  connected  through  the  galvanometer  and  key  to  a  movable 
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contact  6.  It  is  assumed  that  the  current  in  AB  has  been  ad- 
justed to  exactly  0.1  amp.  as  j"ust  described.  Contact  h  is 
moved  along  AB  until  the  galvanometer  deflection  is  zero. 
This  means  that  the  electromotive  force  E  is  just  balanced  against 
an  equal  drop  in  the  wire  AB.  As  AB  is  calibrated  in  volts, 
the  value  of  E  may  be  read  directly  on  AB.  This  method  of 
measuring  voltage  is  the  Poggendorf  Method  and  is  the  funda- 
mental principle  of  the  potentiometer. 

'.  two  diagrams  (a)  and  (b)   (Fig.  137)  may  be  combined 
ine  by  the  use  of  the  single-pole,  double-throw  (S.-P.D.-T.) 
ich  SjF.     When  the  switch  is  in  its  left-hand  position  the  stand- 
I  cell  is  in  circuit  for  cahbration  as  in  {a).     When  it  is  in  its 
'  right-hand  position  the  unknown  emf.  is  in  contact  with  the 
wire  AB  so  that  its  value  may  be  determined. 


f         126.  The  Leeds  &  Northrap  Low  Resistance  Potentiometer.^ — 

^  I^'ig.  138  shows  the  Leeds  &  Northrup  low  resistance  potenti- 
I  Ometer.  In  most  respects  it  is  similar  to  the  simple  potenti- 
y  ometer  shown  in  Fig.  137.  The  battery  W  supplies  current 
I  "through  the  rheostat  R  and  then  through  the  low  resistance 
g  C^A,  to  the  potentiometer  wire  AB.  AB  consists  of  two  parts, 
fcfr^3fteen  5-ohm  coils  and  a  slide  wire  DB  of  5.5  ohms.  1^  As  each  A 
^^H^tact  represents  0.1  volt,  the  working  current  is  0.1/5  =  1/50 
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\  amp.  As  the  slide  wire  DB  is  5.5  ohms,  the  voltage  drop 
across  it  wheo  in  adjustment  ia  1.1  volta.     This  slide  wire  consists 

I  of  11  turns  of  resistance  wire  mounted  on  a  marble  cylinder. 
Each  turn  represents  O.OI  volt  and  the  entire  wire  is  divided 
into  1,100  divisions. 

The  standard  cell  has  a  voltage  slightly  in  excess  of  1.0  volt 
so  that  instead  of  connecting  the  standard  cell  exactly  as  in 
Fig.  137  (a),  an  added  resistance  AO  is  necessary  to  allow  for 
this  small  excess  voltage.  A  contact  T  is  movable  on  AO  so  that 
the  setting  can  be  made  to  correspond  with  the  electromotive 
force  of  the  standard  cell  used.  M  and  M'  are  the  movable 
contacts,    which  are   adjusted   to  balance   the   unknown   emf. 


M  moves  over  the  15  contacts,  each  corresponding  to  0.1  volt, 
and  M'  moves  over  the  slide  wire.  A  double-pole,  double-throw 
(D.-P.D.-T.)  switch  (corresponding  to  Sw,  fig.  137(c))  changes 
the  connection  of  the  galvanometer  from  the  standard  cell  to 
the  unknown  emf.  There  are  tliree  galvanometer  keys,  Ri, 
flj,  and  Ra-  Rishould  first  be  depressed  as  it  inserts  a  high  resist- 
ance, in  series  with  the  galvanometer  and  prevents  a  violent 
deflection  if  there  is  considerable  unbalancing,  ftj  inserts  less 
resistance  and  there  is  no  resistance  in  series  with  Rd  which  is 
depressed  when  the  final  balance  is  obtained. 

A  resistance  S  shunts  0.9  of  the  current  from  OB,  when  the 
plug  at  K  is  changed.  The  resistance  K  is  automatically  put 
in  circuit,  keeping  the  total  potentiometer  resistance,  and  there- 
fore the  load  on  the  battery,  constant.     By  this  arrangemenl, 
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the  readings  on  the  potentiometer  are  all  made  one-tenth  their 
previous  values. 

An  external  view  of  thia  potentiometer  is  shown  in  Fig.  139. 

127.  Voltage  Measurements  with  the  Potentiometer.— Poten- 
tiometers are  designed  to  mea.'Jure  potentials  up  to  1.6  volts  otdy- 
For  the  ineaaurt'tiien  t  of  potentialF  in  excess  of  this  value  a 
volt  box  is  necessary.  A  volt  box  is  merely  a  very  high  resistance 
from  which  suitable  taps  are  brought.  This  is  illustrated  by 
the  resistance  AD,  Fig.  140.     Assume  AD  to  have  a  resistance 


of  10,000  ohms  and  AB  a  resistance  of  100  ohms.  If  no  eurrenta 
leaves  the  wire  at  B,  the  voltage  drop  across  AB  will  be  ^"^lo.ooofl 
iloo  'hat  across  AD,  If  loads  be  carrifni  from  AB  to  the  po-  ' 
iomet*r.  the  potentiometer  will  measure }  i  oo  the  voltage  across 
ance  the  potentiometer  principle  is  an  opposition  method 
that  no  current  is  taken  from  B.  Therefore,  if  a  voltmeter 
V  is  being  calibratetl  it  should  be  connected  in  parallel  with  AD. 
If  the  voltmeter  reads  119.0  volts  and  the  potentiometer  reads 
1.184  volts,  the  true  line  voltage  across  the  voltmeter  will  be 
1.184  X  100  =  118.4.  Therefore  the  correction  to  the  voltmeter 
0.6  volt. 

In  a  similar  manner,  voltages  from  1.5  to  15  volts  are  connected 
across  AC,  the  multiplying  factor  in  this  case  being  10. 

The  Drop  Wire. — GH  is  a  resistance  connected  directly  across 
the  line.  One  voltmeter  terminal  and  one  terminal  of  the  volt 
box  are  connected  to  the  end  0  of  this  wire.  The  other  terminal 
of  the  voltmeter  and  the  remaining  terminal  of  the  volt  box  are 
ronneeted  to  a  movable  contact  K.     By  sliding  K  along  GH  any 
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desired  voltage  may  be  obtained.  When  used  in  this  manner, 
GH  is  called  a  drop  wire.  It  is  not  necessary  to  the  operation 
of  the  volt  box,  but  is  merely  a  convenient  means  for  adjusting 
the  voltage. 

128.  The  Measurement  of  Current  with  Potentiometer.— 
As  has  just  been  pointed  out,  a  potentiometer  is  designed  to  meas- 
ure voltage.  It  may  also  be  used  to  measxire  current  by  merely 
applying  Ohm's  Law.  Let  an  unknown  current  /  flow  through  a 
known  resistance  R,  If  E,  the  voltage  drop  across  U,  be  meas- 
ured, the  current  I  is  immediately  determined,  since  for  this 
part  of  the  circuit  both  the  voltage  and  the  resistance  are  known. 
Therefore: 

R 

The  method  of  making  the  measxirement  is  shown  in  Fig,  141. 
It  is  desired  to  know  the  exact  current  passing  through  the  am- 
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Fig.   141. — Calibration  of  an  ammeter  with  a  potentioineter. 

meter,  in  order  to  determine  its  errors,  if  any  exist.  The  am- 
meter is  connected  in  series  with  the  standard  resistance,  and 
also  with  a  rheostat  to  control  the  current.  Standard  resistances 
are  provided  with  four  terminals  bs  a  rule,  two  heavy  ones  for 
current  and  two  smaller  binding  posts  for  potential.  The  two 
potential  binding  posts  are  connected  to  the  potentiometer,  the 
proper  polarity  being  observed.  The  voltage  across  the  standard 
resistance  is  then  measured  by  means  of  the  potentiometer. 

Standard  resistances  are  usually  adjusted  to  even  decimal 
values  such  as  10,  1,  0.1,  0.01,  etc.,.  ohms.  They  are  ordinarily 
rated  to  carry  a  current  that  will  give  1.0  volt   drop.     Thus 
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the  1  ohm  can  carry  1  amp.,  the  0.001  ohm,  1,000  amp.j  etc.  To 
keep  the  reaistancea  cool  they  are  often  immersed  in  oil.  The 
type  shown  in  Fig.  142  (a)  is  set  in  a  watcr-jacketed  oil  bath 
provided  with  a  motor-driven  stirrer.     The  tj-pe  shown  in  (b)  is 


rated  for  larger  currents,   1,000  amp.  and  more.     The  water 
jacket,  the  stirrer,  etc.,  are  included  within  the  unit  itself. 

Knowing  that  the  potentiometer  is  limited  to  1.5  volts,  it 
is  easy  to  select  the  proper  standard  resistance.     An  instrument 
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having  a  range  of  100  amp.,  would  require  1.5/100  =  0.015 
ohm.  0.01  ohm  would  be  used.  Likewise  a  15-scale  instrument 
would  require  1.5/15  =  0.1  olun. 

When  instruments  are  calibrated,  they  should  be  checked  at  ten 
or  fifteen  points  on  the  scale  and  the  corresponding  corrections 
at  each  point  are  plotted  as  ordinates.     (The  instrument  read- 
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ings  are  plotted  as  abscissas.)  As  an  instrument  scale  is  subject 
to  scale  errors,  etc.,  it  is  customary  to  connect  successive  points 
by  straight  lines  as  shown  in  Fig.  143.  For  instance^  (Fig.  143), 
the  correct  current  when  the  instrument  reads  50  amp.  is  50  +  0.8 
=  50.8  amp. 

129.  Measurement  of  Power. — Direct  current  power  is  usu- 
ally measured  by  means  of  a  voltmeter  and  an  ammeter.  Since 
the  power  is  the  product  of  the  volts  and  the  amperes  (P  =  £1), 
it  is  merely  necessary  to  multiply  the  volts  by  the  amperes  to 
obtain  the  power  in  watts.  Certain  precautions  may  be  nec- 
essary in  measuring  the  power,  however. 
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Fig.  144. — Correct  and  incorrect  methods  of  connecting  voltmeters  and  am- 
meters in  power  measurements. 

Assume  that  it  is  desired  to  measure  the  power  taken  by  an  in- 
candescent lamp.  If  the.voltmeter  is  connected  as  shown  by  the 
dotted  Une  in  Fig.  144  (a),  the  current  taken  by  the  voltmeter  is 
being  registered  by  the  ammeter.  In  other  words,  the  voltmeter 
is  a  load  connected  in  parallel  with  the  lamp.  As  the  current 
taken  by  the  lamp  is  small,  this  voltmeter  current,  although  of 
itself  small,  may  introduce  a  very  appreciable  error  into  the 
measurement.  That  is,  the  power  taken  by  the  voltmeter  will  be 
included  in  the  measurement.  There  are  tbxee  methods  of 
eliminating  this  error.  The  voltmeter  power  may  be  calculated, 
knowing  the  voltmeter  resistance,  and  proper  correction  made. 
The  voltmeter  may  be  open-circuited  when  the  ammeter  is  being 
read  if  it  18  certain  that  this  will  not  alter  the  voltage  across  the 
lamp.    The  voltmeter  lead  may  be  connected  as  shown  by  the 
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solid  line  so  that  the  voltmeter  current  does  not  pass  through 
the  ammeter.  In  this  last  case  the  voltmeter  is  not  reading  the 
true  voltage  across  the  lamps,  but  its  reading  is  too  high  by  the 
drop  through  the  ammeter.  As  the  resistance  of  the  lamp  is 
high  and  that  of  the  ammeter  low,  this  last  error  is  usually 
negligible. 

However,  if  a  low  resistance  CD  is  being  measured, Fig.  144(6), 
the  drop  across  the  resistance  is  necessarily  low,  and  if  the  volt- 
meter in  this  case  is  connected  outside  the  ammeter,  a  very  ap- 
preciable error  may  be  introduced,  as  the  voltmeter  reading 
includes  the  voltage  drop  in  the  ammeter.  The  voltmeter  should 
now  be  connected  inside  the  ammeter.  This  wiU  not  introduce 
an  appreciable  error,  for  presumably  a  large  current  is  required 
for  the  measurement  of  the  low  resistance,  and  the  addition  of 
the  very  small  voltmeter  current  to  the  ammeter  reading  is 
HPgligible. 

The  above  precautions  should  Ijc  observed  also  in  making  re- 
sistance measurements. 

Example. — It  ia  desired  to  tni'iuture  the  power  taken  by  &  4<l-watt  tiingstpn 
lamp.  A.  0.5  acale  ammeter  having  a  resistance  of  0.15  ohm  and  a,  150 
scale  voltmeter  having  a  resiBtance  of  16,000  ohms  are  used  for  the  measure- 
ment. When  the  voltmeter  ia  connected  inside  the  ammeter  it  reads  120 
volts  and  the  ammeter  reads  0.35  amp.  What  ia  the  true  power  taken 
by  the  lamp  and  what  ia  the  apparent  power  it  the  voltmeter  loss  ia  neglected? 

Apparent  power  =  120  X  0.35  =  42  watts. 

Power  taken  by  voltmeter  =  ;  „  ^.-  =  0.9  watt. 

True  power  to  lamp  =  41.1  watta. 

The  voltmeter  introduces  a  2  per  cent,  error  in  this  case. 

If  connected  outaide  the  ammeter,  the  ammeter  will  now  read; 

»■'>- iWo -"■'*""  ""■'■ 

The  voltmeter  will  now  read: 

120  +  (0.15  X  0.3425)  =  120.05 
and  the  apparent  power   =   120.05   X   34.25   =  41.12,  an  error  of  0.05  per 
cent.,  which  is  negligible. 

130.  The  Wattmeter. — -The  wattmeter  measures  power  directly. 
It  consists  of  fixed  coils  FF  and  a  pivoted  coil  M,  free  to  turn 
within  the  magnetic  field  produced  bycoilsFFasshowniuFig.  145. 
The  coils  FF  are  wound  with  comparatively  few  turns  of  wire 
which  are  capable  of  carrjdng  the  entire  current  of  the  circuit. 
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The  moving  coil  M  is  wound  with  very  fine  wire  and  the  current 
is  led  into  it  through  two  control  springs  in  the  same  manner  that 
current  is  led  into  the  coil  of  a  Weston  instrument.  The  fixed  coil 
is  connected  in  series  with  the  load  in  the  same  manner  as  an 
ammeter  is  connected.  The  moving  coil  is  connected  across  the 
line  in  series  with  a  high  resistance  R  in  the  same  manner  as  a 
voltmeter  coil  is  ordinarily  connected. 

The  field  of  the  coils  FF  is  proportional  to  the  current  and  the 
current  in  the  coil  M  is  proportional  to  the  voltage.  Therefore 
the  turning  moment  is  proportional  to  the  power  of  the  circuit 
and  it  also  depends  on  the  angular  position  of  M  with  respect 
to  FF,  which  is  taken  into  consideration  when  the  scale  is 
marked. 


Load 


Fig.  145. — ^The  indicating  wattmeter. 


Owing  to  the  high  degree  of  accxiracy  obtainable  by  the  use 
of  the  voltmeter  and  ammeter,  the  wattmeter  is  seldom  used  for 
direct  current  measurements.  As  it  is  subject  to  stray  fields,  re- 
versed readings  should  be  taken,  that  is,  both  the  current  and 
voltage  should  be  reversed  and  the  average  of  the  two  readings 
used.  The  wattmeter  is  used  more  extensively  for  alternating 
current  than  for  direct  current.  A  more  complete  description 
together  with  its  uses  is  found  in  C-iap.  Ill,  Vol.  II. 

131.  The  Watt -hour  Meter. — The  watt-hour  meter  is  a  device 
for  measuring  energy.  (See  Par.  63.)  As  energy  is  the  product  of 
power  and  time,  the  watt-hour  meter  must  take  into  considera- 
tion both  of  these  factors.  As  power  is  usually  sold  on  an  energy 
basis,  many  dollars  may  depend  upon  the  accuracy  of  such  a 
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meler.     Therefore   a   proper   understanding   of  its   mechanism 
and  the  method  of  adjustment  is  very  often  essential. 

In  principle  the  watt-hour  meter  is  a  small  motor  whose  in-  i 
stantaneous  speed  is  proportional  to  the  power  passing  through  I 
it,  and  whose  total  revolutions  in  a  given  time  are  proportional 
Lthe  total  energy  or  watt-hours  delivered  during  that  time.       I 


Referring  to  Fig.  146  (a),  the  line  is  connected  to  two  terminals 
on  the  left-hand  side  of  the  meter.  The  upper  terminal  is  con- 
nected to  two  coils  F^  in  series,  wound  with  wire  sufficiently  heavy 
to  carry  the  maximum  current  taken  by  the  load,  which  shoul 
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not  greatly  exceed  the  rated  current  of  the  meter.  This  line 
terminates  at  the  upper  binding  post  on  the  right-hand  side  of 
the  meter.  These  coils  FF  are  wound  so  that  they  aid  each 
other  and  they  supply  the  field  in  which  the  armature  rotates. 
The  other  line  wire  runs  straight  through  the  meter  to  the  load. 
A  shunt  circuit  is  tapped  to  the  upper  line  on  the  left-hand  side. 
It  runs  first  to  the  armature,  through  the  silver  brushes  B,  which 
rest  on  the  small  commutator  C.  From  the  brushes  the  line 
passes  through  coil  F',  and  through  a  resistance  R  to  the  lower 
line  wire.     This  resistance  R  is  omitted  in  certain  types  of  meters. 

As  the  load  current  passes  through  FF,  and  there  is  no  iron 
in  circuit,  the  magnetic  field  produced  by  these  coils  is  propor- 
tional to  the  load  current.  As  the  armature,  in  series  with  re- 
sistance, is  connected  directly  across  the  line,  the  current  in  the 
meter  armature  is  proportional  to  the  line  voUage.  Neglecting 
the  small  voltage  drop  in  FFj  the  torque  acting  on  the  armature 
must  then  be  proportional  to  the  product  of  the -load  current  and 
the  load  voltage  or,  in  other  words,  it  is  proportional  to  the 
power  passing  through  the  meter  to  the  load. 

It  can  be  proved  that  if  the  meter  is  to  register  correctly,  there 
must  be  a  retarding  torque  acting  on  the  moving  element  which  is 
proportional  to  its  speed  of  rotation.  To  meet  this  condition 
an  aluminum  disc  D  is  pressed  on  the  motor  shaft.  This  disc 
rotates  between  the  poles  of  two  permanent  magnets  MM.  In 
cutting  the  field  produced  by  these  magnets,  eddy  currents  are 
set  up  in  the  disc,  retarding  its  motion.  As  the  strength  of  these 
currents  is  proportional  to  the  velocity  of  the  disc  and  they  are 
acting  in  conjunction  with  a  magnetic  field  of  constant  strength, 
their  retarding  effect  is  proportional  to  the  speed  of  rotation,  so 
that  the  condition  for  correct  registration  is  fulfilled. 

Friction  cannot  be  entirely  eliminated  in  the  rotating  element, 
even  with  the  most  careful  construction.  Near  the  rated  load 
of  the  meter  the  effect  of  friction  is  practically  negligible,  but 
at  light  loads  the  effect  of  friction,  which  is  constant,  is  a  much 
greater  proportion  of  the  load.  As  the  ordinary  meter  may 
operate  at  light  loads  during  a  considerable  portion  of  the  time, 
it  is  desirable  that  the  error  due  to  friction  be  eliminated.  This 
is  accomplished  by  means  of  coil  F'  connected  in  series  with  the 
armature.     F'  is  so  connected  that  its  field  acts  in  the  same  direc- 
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tion  as  that  due  to  coils  FF.  Therefore  it  assists  the  artxiature 
A  to  rotate.  Being  coonected  in  the  shunt  circuit,  it  is  acting 
continuously.  The  coil  is  movable  so  that  its  position  can  be 
so  adjusted  that  the  friction  error  is  just  compensated. 

To  reduce  friction  and  wear,  the  rotating  element  of  the  meter 
is  niade  as  light  as  possible.  The  element  rests  on  a  jewel  bearing 
J,  which  is  a  sapphire  in  the  smaller  sizes  and  a  diamond  in  the 
heavier  types.  The  jewel  is  supported  on  a  spring.  A  hardened 
steel  pivot  rests  in  the  jewel.  In  time  the  pivot  becomes  dulled 
and  the  jewel  roughened,  which  increases  friction  and  causes 
the  meter  to  run  more  slowly  unless  F'  is  readjusted-  The  mov- 
ing element  turns  the  clock  work  of  the  meter  dials  through  a 
worm  and  the  gears  (?. 

Fig.  146  (b)  showB  the  intfirior  view  of  a  Thomson  watt-hour 
meter. 

132.  Adjustment  of  the  Watt -hour  Meter.^Kvcn  if  the  initial 
atljustnient  be  accurate  the  registration  of  a  watt-hour  meter 
may,  in  time,  become  incorrect.  This  is  due  to  many  causes,  such 
as  pitting  of  the  commutator,  roughening. of  the  jewel,  wear  on 
the  pivot,  change  in  the  strength  of  the  retarding  magnets,  etc. 
Aa  the  cost  of  energy  to  consumers  is  largely  based  on  the  reg- 
istration of  such  meters,  it  is  important  that  they  be  kept  in 
adjustment,  as  a  small  error  in  the  larger  sizes  may  ultimately 
mean  a  difference  of  many  dollars  one  way  or  the  other. 

To  adjuBt  the  meter  it  may  be  loaded  as  shown  in  Fig,  I46(n). 
The  power  taken  by  the  load  is  measured  by  a  calibrated  volt^ 
meter  and  ammeter.  The  revolutions  of  the  disc  D  are  counted 
over  a  period  of  time  which  is  measured  with  a  stop  watch.  The 
relation  between  watt-hours  and  the  revolutions  of  the  disc,  in 
most  meters,  is  as  follows: 

W  X  H  =  K  X  N  (63) 

where     W  is  in  watts 
//  is  in  hours 

K  is  the  meter  "constant"  usually  found  on  the  disc 

N  is  the  revolutions  of  the  disc. 

This  equation  means  that  the  meter  constant  multiplietl  by  the 

revolutions  of  the  disc  gives  the  watt-hours  registered  by  the  meter. 

The  gear  ratios  and  clockwork  take  care  of  the  dial  registration. 

When  checking  a  meter,  the  time  is  usually  measured  in  seconds. 
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Equation  (63)  then  becomes 

where  t  is  the  time  in  seconds. 

When  the  meter  is  tested,  the  voltmeter  and  ammeter  are  read 
intermittently  while  the  revolutions  of  the  disc  are  being  counted. 
A  run  ot  about  a  minute  gives  good  results. 

Let  the  average  watts  determined  from  the  corrected  voltmeter 
and  ammeter  readings  be  W\, 

The  average  watts  as  indicated  by  the  meter  during  the  same 
period  are,  from  (64), 

W  =  g  X  NX  3,600  ^^^ 

V 

The  per  cent,  accuracy  of  the  meter  is 

100  W/Wi 

Example. — In  the  test  of  a  10-amp.  watt-hour  meter  having  a  constant 
of  0.4,  the  disc  makes  40  revolutions  in  53.6  seconds.  The  average  volts 
and  amperes  during  this  period  are  116  volts  and  9.4  amp.  What  is 
the  per  cent,  accuracy  of  the  meter  at  this  load? 

Average  standard  watts  TTi  =  116  X  9.4  =  1,090. 

Average  meter  watts  from  (65) 

W  =  0-4X40X^00  =  1,074 

OO.O 

Per  cent,  accuracy  = fT^on ~  ^^-^    Ans, 

This  means  that  the  meter  is  1.5  per  cent,  slow  and  should  be  speeded 
up  slightly.  With  calibrated  indicating  instruments  and  careful  adjust- 
ment, a  meter  may  easily  be  brought  within  0.5  per  cent,  of  accurate  regis- 
tration. 

There  are  two  adjustments  to  be  made.  Near  full  load  the 
magnets  are  moved.  If  the  meter  is  running  slow  the  magnets 
are  moved  nearer  the  center  of  the  disc  where  the  .efifect  of  the 
retarding  currents  is  reduced,  and  if  the  meter  is  running  fast 
the  magnets  are  moved  farther  from  the  center.  •  If  the  meter 
has  been  correctly  adjusted  near  full  load,  and  is  found  to  be  in 
error  near  light  load,  the  error  is  obviously  due  to  friction.  The 
light  load  adjustment  (made  at  from  5  to  10  per  cent,  rated  load) 
is  effected  by  moving  the  friction  compensating  coil  F'.  If 
the  meter  is  slow  the  coil  F'  is  moved  in  nearer  the  aratiature,  and 
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he  meter  is  fast  it  is  pulled  oiit  further  from  the  armature, 
is  adjustment  of  F'  may  affect  the  full  load  adjustment  slightly 


Fio.  147. — DiBgram  of  a  3-wire  watt-hour  meter, 
that  the  meter  should  be  re-checked  at  full  load  and  then  again 


light  load. 


Other  Types  of  Watt-hour  Meters. — The   three-wire  meter  is 
1  to  register  energy  upon  a  thiee-wire  system,     It  does 


ue^d  to  regist 
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not  differ  materially  from  the  meter  shown  in  Fig.  146i  except 
that  the  two  coils  FF  are  connected  in  opposite  sides  of  the  line 
as  shown  in  Fig.  147.  The  armature  circuit  may  be  connected 
to  the  neutral  as  shown  or  it  may  be  connected  across  the  outer 
wires.  If  this  latter  connection  is  used  the  neutral  connection 
to  the  meter  is  omitted.  In  the  former  case  the  meter  does  not 
register  accurately  unless  the  voltages  between  the  two  outer 
lines  and  neutral  are  equal.     This  error  is  usually  small. 

The  meters  already  described  should  not  be  installed  near 
bus-bars  carrying  heavy  currents  because  the  strength  of  the 
meter  field  and  of  the  retarding  magnets  may  be  affected  by 
the  stray  fields.     To  ehminate  the  effect  of  stray  fields  an  astatic 
type  of  meter  is  used,  Fig.  148,     There  are  two  armatures  on 
the  spindle  which  rotate  in  the  magnetic  field  created  by  a  single 
heavy  conductor.     One  armature  is  above  and  the   other  is 
below  the  conductor.     Any  stray  field  will  presumably  strengthen 
the  field  in  which  one  armature  rotates  as  much  as  it  will  weaken 
the  field  in  which  the  other  armature  rotates  so  that  the  result- 
ing effect  will  be  nil.     There  are  two  sets  of  retarding  magnets. 
These  magnets  are  so  placed  that  if  the  strength  of  one  is  in- 
creased the  strength  ol  the  other  is  decreased.     For  further  pro- 
tection these  magnets  are  surrounded  by  an  iron  box. 


133.  The  Magnetic  Circuit. — AlthouEh  the  general  nature 
and  charact-eristiL'w  of  magnetism  were  discussed  in  both  Chapters 
J  and  II,  no  quantitative  relatione  were  considered.  If  the  mag- 
netic properties  of  a  circuit  and  the  ampere-turns  linket]  with  this 
eiiTuit  be  known,  the  magnetic  flux  can  be  calculateti  in  the  same 
manner  that  the  current  in  the  electric  circuit  may  be  calculated 
if  the  resistance  and  voltage  be  known.  In  this  respect  the  two 
circuits  arc  similar.  The  magnetic  circuit  diiTers  from  the  elec- 
tric circuit  in  three  respects,  which  makes  it  difRcult  to  attain  the 
same  degree  of  precision  in  magnetic  calculations  as  are  obtained 
in  electrical  calculations. 

The  electric  current  has  been  considered  as  confined  to  a 
known  path,  for  example,  a  wire.  The  surrounding  air  and  the 
insulating  supports  for  the  wire  have  an  extremely  highresistance, 
so  that  any  leakage  current  which  escapes  from  the  wire  is  negli- 
gible compared  with  the  current  flowing  in  the  wire  or  conductor. 
In  the  magnetic  circuit  there  is  no  known  insulator  for  magnetic 
flux.  In  fact,  the  air  itself  is  a  fairly  pood  magnetic  conductor. 
Then.'fore  it  is  impossible  to  restrict  maKni^tie  lines  to  definite 
paths  in  the  same  way  that  electric  current-s  are  restricted.  This 
is  illustrated  by  the  fact  tliat  even  in  the  best  designed  dynamos 
from  15  to  20  per  cent,  of  the  total  flux  produced  leaks  across  air 
paths  where  it  cannot  be  utilized.  The  presence  of  this  leakage 
flux  may  be  detected  with  a  compass,  and  its  intensity  is  often 
sufficient  to  magnetize  watches  even  when  they  are  several  feet 
distant  from  the  machine. 

Magnetic  paths  are  usually  short  and  have  large  cross-sections  . 
in  proportion  to  their  length.     Th<?y  are  often  so  complicated  in 
their  geometry  that  only  approximations  to  their  magnetic  re- 
sistance can  be  obtained.     This  often  causes  errors  of  consider- 
able magnitude  in  magnetic  calculations. 
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Under  ordinary  conditions  of  use  the  resistance  of  most  elec- 

Ktric  conductors  is  substantially  constant,  although  temperature 

s  may  cause  variations  of  several  per  cent.     Correction  (or 

fci^e  effect  of  temperature  changes  can  be  accurately  made.     The 

■Magnetic  resistance  of  materials,  however,  is  not  constant  but 

jTaries  over  wide  ranges.     This  resistance  depends  to  a  large 

■  extent  on  the  magnetic  history  of  the  material.     The  magnetic 

resistance  of  iron  may  easily  increase  fifty  times  when  the  flux 

Wlters  from  a  low  to  a  high  magnetic  denaity. 

MAGNETIC  UNITS 

134.  Ampere-turns  (IN). — ^The  ampere-turns  acting  on  a 
circuit  are  given  by  the  product  of  the  turns  linked  with  the  cir- 
cuit and  the  amperes  flowing  through  these  turns.  For  instance, 
10  amp.  flowing  through  150  turns  give  1,500  ampere-turna. 
The  same  result  is  produced  by  15  amp.  flowing  through  100 
turns.  If  any  ampere-turns  act  in  opposition,  they  must  be 
subtracted. 

Magnetomotwe  Force  (mmf.  also  F). — Magnetomotive  force 
I  tends  to  drive  the  flux  through  the  circuit  and  corresponds  to 
I  emf.  in  the  electric  circuit.  It  is  directly  proportional  to  the 
'  ampere-turns  of  the  circuit  and  only  differs  from  the  value  of  the 
'  ampere-turns  by  the  constant  factor  0.4n-  =  1.257.  That  is, 
\  F  =  0.4fl-/iV  =  1.257  IN. 

The  magnetomotive  force  of  a  circuit  is  measured  by  the  work 
[  done  in  carrying  a  unit  north  pole  through  the  entire  circuit. 
The  unit  of  magnetomotive  force  is  the  gilbert,  but  the  name 
gilbert  is  seldom  used  in  commercial  work.  The  gilberts  actii^ 
on  a  circuit  are  obtained  by  multiplying  the  ampere-turns  by 
0,47r  or  1.257. 

Reluctance  ((R). — Reluctanee  is  resistance  to  the  passage 
of  magnetic  flux  and  corresponds  to  resistance  in  the  electric  cir- 

tcuit.     The  unit  of  reluctance  is  that  of  a  centimeter- cube  of  air. 
This  unit  is  called  the  oersted.     The  name  oersted  is  seldom  used 
in  commercial  work. 
Permeance    (<P). — The    pernaeance  of  a  circuit  is  the  recipro-   ' 
cal  of  the  reluctance  (<*"  =  «,)  ind  may  he  defined  as  that  prop- 
erty of  the  circuit  which  permits  the  passage  of  the  magnetic  flux 
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■  orof  the  lines  of  inductioQ.     It  corresponds  to  conductance  ia  the 
electric  circuit. 

Permeability  (/i).— The  permeability  of  a  material  is  the  ratio 
of  the  flux  or  of  the  number  of  lines  of  induction  existing  in  that 
material  to  the  flux  or  the  number  of  lines  of  induction  which  would 
exist  if  that  material  were  replaced  by  air,  the  mmf.  acting  on 
this  part  of  the  circuit  remaining  unchanged.  The  permeability 
of  air  is  taken  as  unity  and  with  the  exception  of  iron,  steel, 
nickel,  liquid  oxygen,  and  certain  iron  oxides,  all  materials 
may  be  considered  as  having  a  permeability  of  unity.  The 
permeability  of  commercial  iron  and  steel  ranges  from  50  and 

I  even  lower  to  about  2,000.     In  special  investigations,  vacuum- 
treated  iron  has  attained  a  permeability  of  5,000  and  evengreater. 
Example. — In  a,  ring  solenoid,  wound  on  a  core  similar  to  that  of  Fig.  13a, 

page  13,  the  magnetic  flux  is  found  to  be  4,000  lines  or  maswelle.     When 

the  iron  core  ia  removed  the  flux  in  air  ia  but  20  lines.     What  is  the  per- 

itioability  of  the  iron? 

Removing  the  iron  core  does  not  change  the  anxpere-tuinB  and  the  flux 

path  does  not  change  appreciably.     Therefore 

.  =  *.7=.».  ... 

Flux  (*). — The  magnetic  fiux  is  equal  to  the  total  number  of 
lines  of  induction  existing  in  the  circuit  and  corresponds  to 
current  in  the  electric  circuit.  The  unit  of  flux  is  the  maxwell, 
"but, "line  of  induction"  or  simply  "line"  is  more  often  used. 
Flux  Density  (B).— The  flux  density  is  the  number  of  max- 
wells or  of  h'nes  of  induction  per  unit  area,  the  area  being  taken 
at  right  angles  to  the  direction  of  the  flux.  The  unit  of  flux 
density  in  the  C.  G.  S.  system  is  one  Une  per  sq.  cm.  and  is  called 
the  gauss.  Flux  density  is  usually  expressed  in  "hnes  per  square 
centimeter"  or  "lines  per  square  inch." 
I  B  =  4>/A 

where  A  is  the  area  and  ijt  the  flux  through  and  normal  to  this 
area. 
136.  Reluctance  of  the  Magnetic  Circuit. — The  unit  reluctance 
]■  is  defined  as  that  oi  a  centimeter -cube  of  air.     If  a  portion  of  a  «» 
il  magnetic  circuit  between  pole  faces  a  and  b,  Fig.  149  (a),>con- 
i      '  The  actual  flux  path  between  pole  faces  would  not  exist  as  shown  in  Fig. 
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siets  of  a  path  in  air  having  a  length  of  3  cm.  and  a  crosB-sectioD 
of  1  sq.  cm,  as  shown  in  the  figure,  this  path  is  equivalent  to 
three  centimetcr-cul>es  placed  in  series.  As  the  total  flux  must 
pass  successively  through  each  cube,  it  is  evident  that  the  totsl 
reluctance  is  3  units  (oersteds).  The  reluctance  is  proportional 
to  the  length  of  the  flux  path 


Fiu    HI      Reluct 


anpU 


Path   nhose    reluctance    «  ^ 
oersted 


On  the  other  hand,  if  the  path  has  a  length  of  1  cm.  and  a 
cross-sectioii  of  3  sq.  cm.,  as  shown  in  Fig.  149  (b),  the  reluctanw 
of  the  path  through  which  the  flux  passes  is  one-third  that  of  one 
cul>e  alone,  or  |^  oersted.  The  reluctance  is  inversely  pro- 
portional to  the  cross-section  of  the  path. 

Morc'over,  if  these  paths  were  in  iron,  having  a  permeability 
fi,  the  flux  would  be  /i  times  its 
value  in  air,  provided  the  same 
mmf.  were  maintained  between 
thii  two  poles  faces.  This  woul<], 
of  course!,  mean  a  lower  re- 
luctance. The  reluctance  of 
any  portion  of  a  magnetic  circuit 
is  proportional  to  its  length, 
,  inversely  proportional  to  its 
cross-section  and  inversely  pro- 
portional to  the  permeability  of 
the  material.  The  constant  of  proportionality  is  unity,  since 
the  reluctance  of  a  path  in  air  1  cm.  long  and  1  sq.  cm.  cross- 
section  is  one  oersted.     Hence, 

«,=  -/>- 

A,fii 
wh{!re   /]  =  length   in   cm.   of  that   part  of  the   circuit  under 
consideration;  Ai  =  the   uniform   cross-section  in   sq.   em.  of 


Fiu,  130.— Reluct! 


P" 
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Ifl 


=  t.he  permeability  of  thst 


that  portion  of  the  circuit;  and  i 
portion  of  the  cirouit. 

If  a  magnetic  circuit  consists  of  several  parts  in  seriea  as  shown 
in  Fig.  150,  the  total  reluctance  is: 

(R  =  IK.  +  (dp  +  Ola  +  fflj 
=  /,/A,/*,  +  i,/A,^s  +  U/A>y.t  +  U/A^^.  (66) 

Permeances  in  parallel  are  addt^i  together  to  find  the  total 
pepmeance  just  as  conductances  in  parallel  are  added  together  to 
6nd  the  total  conductance. 
The  total  permeance 

(P  =  (Pi  +  (Pj  +  (Pa  +  (Pi 

and  reluctances  in  parallel  combine  ju.st  as  resistances  in  parallel, 

1/(R  =  1/(R,  +  I/ata  +  l/ffla  +   1/(S< 

136.  Permeability  of  Iron  and   Steel. — The  permeability  of 

iron  or  steel  depends  on 'the  quality  of  the  material,  the  flux 

density  and  the  previous  magnetic  liistory. 
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Fig.    151.— MiiKrii'limiliiiTi  rurv-e  for  fu-t  steel. 

The  relation  of  the  flux  in  iron  or  steel  to  the  magnetomotive 
f<3rce  cannot  be  expressed  in  simple  form.  It  is  necessary  to  show 
this  relation  by  a  curve  called  the  "magnetization  curve."  Such 
a  curve  for  one  grade  of  cast  steel  is  shown  in  Fig.  151.  Abscissas 
are  magnetomotive  force  in  gilberts  per  centimeter  (i/),  and 
ordinates  are  the  corresponding  flux  densities  {B). 
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From  ^  to  B  the  curve  is  practically  a  straight  line.  Beyond 
B  the  flux  density  increases  much  less  rapidly  for  a  given  increase 
in  magnetomotive  force  and  the  iron  approaches  saturation.  The 
point  C,  where  the  bend  in  the  curve  is  very  decided,  is  the  "knee 
of  the  curve."  Beyond  C  the  flux  can  be  increased  but  sightly 
even  with  a  very  great  increase  in  the  magnetomotive  force. 
The  iron  is  then  said  to  be  saturated.  The  type  of  curve  shown 
in  Fig.  151  is  called  the  normal  saturation  or  induction  curve. 
Fig,  154  shows  normal  induction  curves  for  other  commercial 
grades  of  iron. 
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Fio.  152. — Permeability  curve  for  cut  ateel. 

Fig.  152  shows  the  permeability  curve  for  this  same  steel. 
Each  ordinate  is  obtained  by  dividing  B  by  ff '  for  each  point  of 
the  curve  in  Fig.  151.  It  will  be  noted  that  the  permeability 
varies  over  a  wide  rai^e.  It  begins  at  a  comparatively  low 
value,  increases  to  a  maximum  at  the  point  p,  and  then  decreases 
to  about  one-fifth  its  maximum  value. 

137.  Law  of  the  Magnetic  Circuit. — The  relation  between 
flux,  magnetomotive  force,  and  reluctance,  for  the  m^netic  cir- 
cuit, is  identical  with  the  relation  between  current,  emf.,  and 
resistance  for  the  electric  circuit. 

*-s  <«') 

'  H,  the  gilberts  per  cm.,  is  also  equal  to  the  ILnea  per  aq.  om.  in  air,  since 
in  air  ^  =  H/61.  (K  is  unity,  being  a  centimeter-cube,  bo  ^  ~  £f  and  ^  =  B, 
since  the  cross.«ection  of  the  cube  is  1  eq.  cm. 
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The  fiux  is  proportional  to  the  magnetomotive  force  and  inversely 
proportional  to  the  reluctance  of  the  circuit. 

If  the  magnetic  circuit  consists  of  several  distinct  parts  having 
reluctances  (Ri,  (Rt,  etc.,  in  series  and  magnetomotive  forces  Fi, 
F3,  from  equation  (66) 

Fi  +  Ft  +  Fi  +  ...  O.AtIN  (68) 


«  = 


ii 
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+  ... 
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P'iG.  153. — Ring-type  electromagnet. 

Example. — The  ring  magnet,  Fig.  153,  is  wound  with  250  turns  of  wire, 
through  which  a  current  of  1.5  amp.  flows.  Assume  the  permeability  of 
the  iron  to  be  800.  Neglecting  fringing,  determine  the  flux  in  the  rin^ 
and  also  the  flux  density. 

\F  =  0.4ir  X  1.5  X  250  =  471 

[Zi  =  18  in.  =  18  X  2.54  =  45.7  cm. 

|Z2  =  Ke  in.  =  Ke  X  2.54  =  0.476  cm. 

Ai  «  A,  «  0.2  sq.  in.  =  0.2  X  2.54  X  2.54  =  1.29  sq.  cm. 

From  equation  (68) 

471  471 


<f>  = 


45.7 


+ 


0.476 


1.29  X  800  '  1.29  X  1.0 


0.0443  +  0.369 

1,140  lines  (maxwells).    Ans. 


The  flux  density: 

1  140 
B  =  "foo"  ~  ^^^  ^i^®^  P®^  ^^-  ^°^*  (gausses) 

=  5,700  lines  per  sq.  in. 

138^  Method  of  Trial  and  Error. — Magnetic  problems  cannot 
be  solved  readily  by  the  method  used  in  Par.  137.    This  is  dn'^ 
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to  the  fact  that  the  permeability  (which  is  a  variable  but  is 
given  in  the  problem  as  a  constant  value  of  800)  is  not  ordinarily 
known  until  the  flux  density  is  known  and  curves  similar  to  those 
of  Figs.  151  and  152  consulted.  Therefore  the  permeability  is 
not  known  until  the  answer  has  been  determined.  As  the  answer- 
in  turn  depends  upon  the  permeability,  it  is  usually  necessary  to 
resort  to  trial  and  error. 

Example. — The  iron  ring  of  Fig.  153  and  Par.  137  is  made  of  cast  steel 
^   whose  permeability  curve  is  given  in  Fig.  152.     The  air  gap  is  reduced  to 
He  ill-     Determine  the  flux  and  the  flux  density. 
Assume  that  the  permeability  is  800. 

_         18.13  X  2.54       .  .... 
^'  ^  T29^  800"  =  ^-^^^^^ 

01,  =  H6^X|:5^0.i;j3 

471 

*  =  0.0446  +-0T23  =  '^^^^^  maxwelk 

B  =  Y^q-  =  2480  gausses. 

From  Fig.  152  the  permeability  at  this  demjity  is  980.  Therefore  (fti 
must  be  recalculated  using  the  new  value  of  permeability. 

_    18.13   X2.54   ^^nofirr 

^^  -    1.29X980     -^-^^^ 
471 

*  =  0.0365  +-0.123  =  2,950  maxwells. 

The  new  value  oi  B  =  2,290  gausses. 

As  the  value  of  /u  corresponding  to  this  flux  density  is  990  or  sufficiently 
close  to  the  value  980  just  used,  the  last  two  values  of  flux  and  flux  density 
a,re  substantially  correct. 

139.  Determination  of  Ampere-turns. — It  was  shown  in  Par. 
68,  Chap.  IV,  that  the  voltage  drop  per  unit  length  of  a  conductor 
is  independent  of  the  total  current  but  depends  only  upon  the 
current  density  and  the  resistivity  of  the  conductor.  In  a  similar 
manner  the  magnetomotive  force  per  unit  length  depends  only 
upon  the  flux  density  and  the  reluctivity  of  the  material.  This  is 
proved  as  follows :  ' 

Writing  equation  (68)  for  one  portion  of  the  circuit, 

*  -  r 
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Since  ^  =  BA,  where  A  ia  the  cross-section  of  the  path, 

A^ 


F=  '"■  (69) 

The  magnetomotive  force  is  equal  to  the  product  of  the  Jlux 
density  and  the  length  of  the  magnetic  path  divided  by  the 
permeabihtj  of  the  material      To  determine  the  magnetomotive 
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Ampere  Turns  per  Inch 
Fia.  164.— Typical  maanetiiation  curves. 

force  for  a  unit  length  of  a  circuit  it  is  only  necessary  to  know  the 
flux  density  and  the  permeability.  Instead  of  plotting  the  per- 
meability against  flux  density  the  magnetization  curve  is  usually 
plotted  with  ampere-turns  per  unit  length  as  abscissas  and  the 
corresponding  flux  density  as  ordinates.  This  is  more  convenient 
and  avoids  using  QAv  and  also  the  permeability.  Such  curves 
are  shown  in  Fig.  154  for  various  commercial  steels  used  in  the 
manufacture  of  electrical  machinery. 

In  problems  where  flux  and  the  crosH-scction  of  the  magnetic 
paths  are  known,  and  it  is  desiiTt]  to  find  the  requisite  ampere- 
turns  to  produce  this  flux,  the  curves  just  referred  to,  enable  the 
solution  to  be  readily  obtained. 
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140.  Use  of  the  Magnetization  Curves. — To  illustrate  the 
use  of  the  tnagDetization  curves  the  following  problem  is  given.  ' 

Example. — Determine  the  ampere-tums  necessary  to  produce  aji  air-gap 
flux  of  750,000  lines  in  the  electromagnet  of  Fig.  155.  The  cores  are  cast 
iron  and  the  yoke  and  pole  pieces  are  cast  steel.  N^lect  fringing  and 
leakage. 


UP^' 


Tig.  155. — Typical  electromaEnet. 

The  flux  density  in  the  lower  yoke: 

_        750.000  ^ 

The  ampere-tums  per  inch  for  a  density  of  62,500,  frqm  F^.  154  (etxt 
steel),  is  23. 
The  mean  length  of  flux  path  is  (approujBtrtely)  16  in.  ^ 
hNi  -  16  X  2/=  368,, 
or  368  ampere-tums  is  required  to  produce  a  flux  of  760,000  lines  in  the 
lower  yoke. 

The  density  m  the  cores  is  7*^ 

„       750,000 
^'  =  T1<T  ^ 

From  the  curve  (cast  iron)  the  ampere-tums  per  inch  =  118.  - 
As  there  are  two  cores,  the  total  length  will  be  16  in. 
7,JV,  =  16  X  118  =  1,890 

The  pole  pieces  are  in  every  way  identical  with  the  yoke,  except  that  the 
path  is  0.25  in.  shorter.  This  small  difference  will  not  make  any  appreciable 
error,  so  the  amperes-tums  for  the  two  poles  pieces  are: 


=  46,900 


w 

I  Forth 


For  the  a 
where  Biai 
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r  gap,  the  mmt.  =  O.ixIN  =  — 
.  lines'peT  aq.  am.  and  liaia  cm. 

IN  =~  --  0.796  Bl 
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0.47r 


rgap. 


(2,54)=  '         ' 
m  =  0.313B7'  (71) 

where  B'  —  lines  per  sq.  in.  and  I'  the  length  of  the  path  in  inches. 
The  ampere-turns  for  the  air  gap  then  become 

ItNt  =  0.313  X  62,500  X  0.25  -  4,900  (from  equation  71). 
Aa  all  the  various  parts  are  in  series  the  total  ampere-turna  = 

368  +  1,800  +  36S  +  4,900  =  7,fi26.     Am. 

141,  Magnetic    Calculations    in    Dynamos. — The    magnetic 
circuits   of  dynamos  have  already  been  discussed  in  Chap.  II- 


Axial  length  of  armature  stamphiga  and  pole-facea  —  16  in. 
F:o.   156.— 8-pole  100  R.P.M.  250-volt  D.C.  generator. 

The  calculation  of  the  exciting  ampere-turns  is  somewhat  com- 
I     plicated  by  the  irregular  nature  of  the  air  gap,  due  to  the  arma- 
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ture  teeth,  air  ducts,  fringing,  etc.  The  amount  of  leakage 
flux  between  poles  introduces  another  factor  which  must  be 
considered. 

As  a  simple  example  of  such  calculations,  consider  the  dynamo  shown  in 
Fig.  156.  It  is  desired  to  send  a  flux  of  7,500,000  lines  from  each  pole  into 
the  armature.  The  air  gap  has  an  effective  length  of  0.235  in.,  after  cor- 
rection has  been  made  for  armature  teeth,  fringing,  etc.  The  leakage  co- 
efficient (ratio  of  core  flux  to  armature  flux)  is  equal  to  1.15. 

The  paths  of  the  fluxes  from  the  various  poles,  including  the  leakage  flux, 

are  shown  in  the  figure.     The  lengths  of  path  are  easily  determined.     Con-. 

sider  the  flux  path  ahcdef. 

50"  —  38" 
The  length  a6  == ^ 0.235   =   10.8  in.      (approximately) 

he  (approximately  one-eighth  the  mean  circumference  of  the  yoke,  less 

5  in.)  =  ^?^-  5"  =  24.7"  -  5"  =  19.7  in. 

/6  =  ^=   12.6  in. 

The  flux  densities  are  as  follows: 

Flux  in  cores  =  7,500,000  X  1.15  =  8,630,000  as  the  flux  in  the  core  is 
equal  to  the  armature  flux  plus  the  leakage  flux. 

TTi       J      •.     •  8,630,000       p .  _-.-.  ' 

Flux  density  m. cores  =    '    v  TfT  ~  54,000. 

Flux  density  in  yoke   =  on  oCT-qx    =  90,000  as  the  pole  flux  divides, 
one-half  going  each  way  in  the  yoke. 

Flux  density  in  armature  =  o^a  v  1  ({\  ~  39,000. 

This  must  be  increased  about  25  per  cent,  to  allow  for  the  air  duct  space 
and  the  spaces  between  laminations. 

This  makes  the  density  in  the  armature : 

39,000  X  1.25  =  48,800 
The  air-gap  density    =  -f|^-^    =  39,000 

Knowing  the  above  factors,  and  utilizing  the  magnetization  curves  of 
Fig.  154,  it  is  a  comparatively  simple  matter  to  determine  the  total  ampere- 
turns  per  pole. 

For  54,000  lines  per  sq.  in.,  19  ampere-turns  per  inch  are  necessary  for 
cast  steel  (Fig.  154).     Therefore  for  ah: 

Core  ah  hNi  =  19  X  10.8  =     205  (cast  steel). 

Yoke  he  I2N2  =  64  X  19.7  =  1,260  cast  steel). 

Core  cd  IzNi  =  IiNi  =     205  (cast  steel). 

Gap  de  IaNa    =  0.313  X  39,000  X    . 

0.235  =  2,870  (air).         (See  equation  71) 
Arm.  efhNi   =  3  X  12.6  =       38  (O.  H.  sheet  steel). 

Gap  fa  hNi    =  JiNi  =  2,870  (air). 

Total  =  7,448  ampere-turns. 


w 

I  As  two 


As  two  poles  ii 
per  pole  ar^ 
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riee  supply  the  excitation  tor  this  flux  tlie  uiupcre-li 
IN  =  7,448/2  =  3,724.     Anx. 


As  this  machine  is  symmetrical,  eac'h  complete  maguetic  cir- 
cuit requires  this  same  number  of  ampere-turns  per  pole.  The 
design  of  the  exciting  coils  themselves  is  not  ^  difficult  matter. 

142.  Hysteresis. — If  the  magnetomotive  force  acting  on  an  iron 
sample  begins  at  zero  and  increases,  the  relation  between  ramf, 
and  the  flux  (or  flux  density) 
will  be  similar  to  that  shown 
by  curve  Oa  (Fig.  157).  This 
curve  is  called  the  normal 
saturation  or  magnetization 
curve  and  has  already  been 


If  the  magnetomotive  force 
now  decreases,  the  flux  will 
not  decrease  along  the  fine 
aO,  but  will  decrease  I 
rapidly  along  ab.  When 
point  b  is  reached,  the  mnif. 
is  zero  but  the  magnetic  in- 
duction has  uot  reached  zero. 
The  flux  density  Ob  is  called 
the  remanence.  Before  the 
flux  density  can  be  reducetl 
to  zero,  the  magnetizing  foice 
must  Ije  reversed  in  direction.  j.'io,  157.— HysterpBiH  luop. 

That  is,  it  requires  a  negative 

magnetizing    force     Oc   to    reduce    the   flitx   density   to   zero.- 
The  magnetizisg  force  Oc  is  called  the  coerdve  force. 

If  now  the  magnetizing  force  be  increased  in  the  negative  direc- 
tion to  d'  where  Od'  =  On',  the  fllix  density  will  be  carried  to  a 
negative  maximum  rf.  The  negative  maximum  flux  density  d'd  is 
equal  to  a'o.  If  the  magnetizing  force  is  now  increased  toward 
zero,  the  curve  will  pass  through  point  e  when  the  magnetizing 
force  is  again  zero  and  the  negative  remanence  Oe  =  Ob.  A  posi- 
tive coercive  force  Of  =  Oc  is  necessary  to  bring  the  flux  density 
again  to  zero.    When  the  magnetising  force  again  becomes  Oa' 
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^^^^L  the  flux  density  will  return  to  its  original  value  at  a,  cIoHing.the 
^^H  loop. 

^^^H        This  is  one  complete  cycle  of  magnettzatiou,  and  the  curve  is 
^^H    called  a  hysteresis  loop.     Sucli  a  loop  shows  that  the  magnetiza- 
^^^H    tlon  in  iron  lags  behind  the  magnetomotive  force  per  centimeter 
^^f    or  the  magnetizing  force,  and  that  an  expenditure  of  energy  ia 
P               required  to  carry  the  iron  through  a  cycle  of  magnetization. 

If  several  loops  are  taken,  each  having  different  maximum  flut 

» densities,  they  will  have  the  appearance  of  the  three  loops  shown 

^^H     in  Fig.  158.     The  maximum  points  o,  Ui,  ai  all  lie  along  the  nor- 
^^H  mal  saturation  curve  On^. 
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Systeresis  Loss.- — The  hysteresis  loss  is  proporti 
1  of  the  hysteresis  loop,  Figs.  157  and  158.  In  f 
ais  loss  may  be  obtained  by  finding  the  area  of  t 

and  dividing  by  4jr.  Tliis  gives  the  loss  in  ergs  pe 
xample,  let  the  area  of  the  smallest  loop,  Fig.  15* 

The  scale  is  such  that  1  in.  on  the  abscissa  s 
a  10  gilberts  per  cm.,  and  1  in.  on  the  ordinat 
Qts  4  kilogausses.    The  erga  loss  per  cycle  is: 

^        A  X  10  X  4,000 

Wh  =  • -^    -'-  —  ergs. 

onal  to 
act  the 
lie  loop 
r  cycle. 
,be  A 
ale  re- 
e  scale 
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To  get  this  energy  loss  into  joules  or  watt-eeeonds  divide  by  10'. 

The  hysteresis  loss  per  cycle  depends  upon  two  factors,  the 
magnetic  material  and  the  maximum  flux  density.  The  loss 
within  certain  limits  may  be  expressed  by  the  Steinmetz  Law  as 
follows : 

I  TTa  =  i^''*  (72) 

I  Wk  ie  the  hysteresis  loss  per  cu.  cm.  in  ergs  per  cycle,  >i  is  a 
constant  depending  on  the  material,  and  B  is  the  maximum  flux 
density  in  gausses. 

Below  are  given  a  few  typical  values  of  »); 

Hard  oaat  steal 0.025        Sheetiron...  .0.004 

Fot^edsteel 0-020        Silicon  sheet  step  1      ..0,0010 

Caatiron 0.013        Silicon  ateel 0,0009 

Example. — What  will  be  the  erga  loss  per  cycle  in  a  core  of  sheet  iron 
I  having  a  volume  of  40  cu.  cm.,  in  wliich  the  maximuni  flux  density  is  8,000 
I      gausses? 

k 

r    « 


Wh  =  0.004  X  8,000'' 

log  8,000  =  3.9031 
1.6  X  3.9031  =  6.2449 
log  1,757,000  =  6.2449 


Wk  -  0.004  X  1,767.000  =  7,028  erga  per  uu,  cm.  per  cycle. 
Total  loss  W  =  7,028  X  40  =  281,000  ergs  per  cycle.  Ans. 

INDUCTAHCE 

144.  Linkages. — If  a  current  flows  in  a  conductor,  a  magnetic 
flux  is  set  up  about  the  conductor.  This  magnetic  flux  completely 
encircles  the  conductor  and  the  current  in  the  conductor  com- 
pletely encircles  the  flux.  Some  familiar  examples  of  this  are 
given  in  Fig.  159,  where  the  currents  and  related  fluxes  are  shown. 
As  a  current  and  the  resulting  flux  always  completely  encircle 
each  other  they  are  said  to  link  with  each  other.  This  is  shown 
particularly  well  in  Fig.  159  (c),  where  a  conductor  carrying  a 
current  is  linked  with  an  anchor  ring. 

The  product  of  the  turns  of  conductor  and  the  number  of  lines 
of  flux  Unking  these  turns  is  called  the  linkages  of  the  cgeuit. 


' 
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Example. — A  certain  solenoid  has  800  tumB.  A  current  of  5  amp. 
flowing  in  the  winding  produces  a  flux  of  2,500,000  liaes.  What  are  tbe 
link  ages  T 

800  X  2,500,000  -  20  X  10*  link^es. 

The  number  of  these  linkages  per  unit  current  in  a  circuit  is 
called  the  indudance  of  the  circuit  and  is  represented  by  the  sym- 
l)ol  "L, "  implying  linkaKPs.     The  unit  of  inductance  is  the  henry. 


IllustrntinaB  of  fliix-ciirrent  linkatcee. 


Inductance  from  definition; 

L  = 


NJ>_ 

I  X  io* 


where  L  ie  the  induqtance  in  lienrys,  <p  ia  the  flux  in  maxwells, 
and  /  ia  the  current  in  amperes. 

Note. — It  is  necessary  to  divide  by  10*  because  10*  magnetic 
lines  are  equal  to  one  line  in  the  practical  system  of  volta,  am- 
peres, etc. 

Example.— What  is  the  inductance  of  the  above  circuit? 
}  X  10» 


t  =  n 


<  10' 


—  4.0  henrys. 


146.  Induced  Electromotive  Force. — If  the  terminals  of  an  in- 
sulated coil,  Fig.  160  (a),  be  connected  to  a  galvanometer,  and  a 
magnetic  field  be  set  up  through  this  coil,  either  by  thrusting  a 
bar  magnet  into  the  coil  or  by  some  other  means,  the  galvanom- 
eter  will  be  observed  to  deflect  momentarily  and  then  to  return 


I       to  rest 
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to  rest.  This  shows  that  an  einf.  haa  been  temporarily  induced  in 
the  coil.  When  the  flux  through  the  coil  haa  ceased  to  change, 
this  electromotive  force  also  ceases.  If  investigation  be  made,  it 
will  be  found  that  the  direction  of  this  induced  electromotive 
force  is  that  shown  in  the  figure  and  that  this  direction  is  such 
that  if  the  emf.  be  allowed  to  produce  a  current,  this  current  will 
tend  to  push  the  bar  magnet  out  of  the  coil,  or  what  is  the  same 
thing,  will  oppose  its  entering  the  coil. 

If  the  magnet  be  withdrawn  from  the  coil,  Fig.  160(6),  the 
galvanometer  will  be  observed  to  deflect  again,  momentarily  as 
before,  but  the  ileflection  is  opposite  to  its  direction  in  the  first 


case.  The  direction  of  the  induced  electromotive  force  is  now 
such  that  if  the  emf.  produces  a  current,  this  current  will  tend 
to  prevent  the  magnet  from  being  withdrawn  from  the  coil.  The 
electromotive  force  in  each  case  is  transient  and  ceases  when  the 
change  of  flux  through  the  coil  ceases. 

If  careful  measurements  be  made,  the  value  of  this  electro- 
motive force  will  be  found  to  depend  upon:  (1)  the  number  of  turns 
in  the  coil,  (2)  the  rate  at  which  the  flux  hnked  with  the  coil 


The  average  electromotivi 


force  in  volts  is  given  by 
Nit>  10-= 


(74) 


where  N  is  the  number  of  turns  in  the  coil,  ^  is  the  total  change  of 
;  in  lines  linketl  with  the  coil,  and  ( is  the  time  in  secouda  tt 


^e^ 
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quired  to  insert  or  withdraw  this  flux  from  the  coil.  10~*  reduces 
the  flux  0  to  practical  units  so  that  e  becomes  volts.  The  minus 
sign  indicates  that  the  induced  emf.  is  in  opposition  to  the  force 
which  produces  it. 

-  is  the  average  rate  of  change  of  flux,  so  that  theinduced 

[  electromotive  force  may  be  said  to  be  proportional  to  the  number 
I  of  turns  and  the  rate  of  change  of  jlux. 

Ejtample.— A  flux  of  1,500,000  lines  links  a  coil  having  350  turns.  This 
flux  through  the  col]  is  decreased  at  a  unifonu  rate  to  zero  in  0.2  second. 
What  is  the  induced  electromotive  force  during  the  time  of  withdrawal? 


=  28.25  voltB.    Ara. 
The  fact  that  the  currents  produced  by  induction  oppose  the 


motion  producing  them  should  be  carefully  noted,  for  this  prin- 
ciple is  manifest  m  practically  all  types  of  electric  machinery. 
This  principle  was  first  formulated  by  Lena,  in  a  form  known  as 
Lenz's  Law  which  says : 

"In  all  cases  of  electromagnetic  induction,  the  induced  curre?il^ 
have  such  a  direction  thai  their  reaction  tends  to  stop  the  motion 
which  produces  them." 

This  law  is  also  based  upon  the  law  of  the  conservation  of 
energy.  That  is,  the  induced  currents,  which  represent  energy, 
are  produced  at  the  expense  of  the  mechanical  energy  required 
to  push  the  manget  in  the  coil  against  their  opposition,  or  the 
energy  required  to  withdraw  the  magnet  against  the  opposition 
of  the  induced  currents,  which  try  to  prevent  this  withdrawal. 

146.  Electromotive  Force  oi  Self  Induction. — If  a  coil  be  con- 
nected to  a  battery  and  a  switch  S  closed  (Fig.  161),  current  will 
begin  to  flow  in  the  coil.  This  current  produces  a  flux  linking  the 
coil.  As  this  flux  increases  it  must  induce  an  emf.  in  the  coil, 
the  magnitude  of  which  depends  on  the  number  of  turns  in  tjie  ■ 
coil  and  the  rate  at  which  the  flux  increases.  By  Lena's  Law, 
and  also  from  a  consideration  of  Fig.  160(a),  the  electromotive 
force  thus  induced  must  have  such  a  direction  as  to  oppose  the 
increase  in  the  flux  linking  the  coil  and  hence  must  oppose  any 
increase   of  current.     Therefore  this  current  cannot  reach  its 
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I      maximum   value   at   once,    but   is   retarded  i 

opposing  electromotive  force. 

I  In  Fig.  162  is  shown  the  rise  of  current  in  a  circuit  containing 

resistance  only,  the  impressed  voltage  being  10  volts  and  the  re- 
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1  by  the 


Fig.  161. — RelaCion  of  em/,  of  HelC-induction  to  current. 

ostance  20  ohms.  When  the  switch  S  is  closed  the  current 
reaches  its  maximum  or  Ohm's  Law  value  of  0.5  amp.  at  once. 
In  the  case  of  the  inductive  circuit,  the  current  approaches 
itB  Ohm's  Law  value  more  or  less  slowly.  To  be  exact,  it  takes 
an  infinite  time  for  the  current  to  reach  its  Ohm's  Law  value,  al- 


E  =1Q  V. 
L=  0 

&^ 


though  in  a  comparatively  short  time  it  reaches  substantially 
this  Value.  An  idea  of  the  time  required  to  build  up  a  current 
in  an  inductive  circuit  may  be  obtained  from  the  inductance  and 
the  resistance  of  the  circuit.  The  ratio  of  the  inductance  in 
Henrys  to  the  resistance  in  ohms,  L/R,  is  called  the  time  constant 
of  the  circuit.  This  is  the  time  in  seconds  required  for  the  current 
to  reach  63.2  per  cent,  of  its  final  value.     It  is  a  meaawce  o^  \.VeL 
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rapidity  with  which  the  current  in  a  circuit  rises  to  its  ultimate 
value.  Fig.  163'  shows  the  rise  of  current  in  a  circuit  whose 
impressed  voltage  is  10  volts,  resistance  20  ohms  and  inductance 
0,6  henry.  The  time  constant  of  this  circuit  is  0.6/20  =  0.03 
seconds  and  js  shown  on  the  diagram.  This  curve  should  be 
compared  with  Fig.  162,  in  which  the  circuit  has  the  same  im- 
pressed voltage  and  the  same  resistance  but  has  no  inductance. 


,"""    ~T~ 

3            /                 B=  IB  V 

,/l  ^     2:S'..n'rh 

,?--'iI 

7  i 

Fio.  163.— Rise  ot  ni 


n  inductive  circuit. 


Example. — A  relay  having  a  resistance  of  400  ohma  and  aa  inductance 
of  0.4  henry  is  connected  acroaa  a  llO-volt  circuit.  What  is  the  time  con- 
stant of  the  relay?  To  what  value  does  the  current  in  the  relay  rise  in  this 
time? 


The 


400 


0.001  second. . 


=  0.173Sttmp. 


This  delayed  rise  of  current  in  a  circuit  due  to  self  inductiuce 
should  be  carefully  kept  in  mind,  since  it  accounts  for  some  of 
the  time  lag  observed  in  relays,  trip  coils,  etc.  When  a  short- 
circuit  takes  place  there  may  be  considerable  delay  between  the 
time  at  which  the  short-circuit  occurs  and  the  opening  of  the 
breaker  or  switch  controlled  by  the  relay.  The  effect  of  induc- 
tance is  also  one  of  the  controllii^  factors  in  the  initial  current- 
.  rush  on  short-circuit. 

If  an  inductive  circuit  carrying  current  be  short-circuited,  the 
current  does  not  cease  immediately,  as  it  does  in  a  non-inductive 

'  The  equation  of  the  curve  showinR  the  rise  ot  current  i**~n  (^~''') 
where  E  is  the  impressed  voltage,  t  =  current  at  time,  t  BecondB  after  closing 
switch  and  t  the  Napierian  logarithmic  base.  The  current  inoreaaes  at  a 
rate  of  E/L  tunp.  per  second  at  the  instant  when  the  awitoh  is  closed. 


THE  MAGNETIC  CIRCUIT 


189 


circuit  under  similar  conditions,  but  continues  to  flow  and  does 
Dot  become  zero  until  an  appreciable  time  after  the  instant  of 
the  short-circuit.  This  ia  due  to  the  electromotive  force  of  self 
induction.  The  flux  linking  the  coil  ia  due  to  the  current,  and 
when  the  current  decreases,  tliis  flux  also  decreases.  In  decreas- 
ing, the  flux  induces  an  electromotive  force  in  the  coil,  In  the 
same  way  that  the  current  due  to  the  induced  electromotive 
force  tended  to  prevent  the  flux  being  withdrawn  in  Fig.  1B0(6), 
BO  now  the  electromotive  force  of  self-induction  tends  to  prevent 
.  the  decrease  of  the  current. 


|oj 
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Fia.   1(14.— Decay  of  ci 


Acurve'showing  the  decrease  of  the  current  with  time  ia  given  in 
Fig.  164.  The  circuit  has  the  same  constants  as  the  circuit  shown 
in  Fig.  163.  It  is  usually  advisable  to  fuse  the  battery  so  that  it 
will  not  be  injuredj  since  short-circuiting  the  inductive  circuit  also 
short-circuits  the  battery,  as  is  shown  in  Fig.  164. 

It  thus  appears  that  the  effect  of  inductance  is  always  to  oppose 
any  change  in  circuit  conditions.  If  the  current  tends  to  in- 
crease, inductance  opposes  it;  if  it  tends  to  decrease,  inductance 
tt-nds  to  oppose  tliis  decrease.  Inductance  corresponds  to  inertia 
in  mechanics.  A  body  having  inertia  opposes  any  force  tending 
to  set  it  in  motion  when  the  body  is  at  rest,  and  if  the  body  is  in 
motion,  inertia  opposes  any  force  tending  to  bring  the  body  to 
rest. 


'  The  equation  of  this  ci 


jiids  after  the  clna 


^^ 
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If,  after  having  eetablished  the  current  in  the  circuit  of  Fig.  163, 
the  switch  S  be  opened,  a  noticeable  arc  will  appear  at  the  switch 
blades.  This  arc  will  be  much  greater  in  magnitude  than  that 
formed  at  the  contacts  of  the  switch  in  the  circuit  of  Fig.  162, 
with  resistance  only  in  the  circuit,  although  the  current  and  ci^ 
cuit  voltage  are  the  same  in  each  case.  This  arc  is  due  to  tlie 
electromotive  force  of  self  induction  and  in  some  circuits  may 
have  such  a  value  as  to  cause  severe  arcing  at  the  switch  contacts. 
In  fact  this  voltage  has  been  known  to  reach  such  values  in 
alternator  fields  as  to  puncture  their  insulation  when  the  field 


Fia.  165. — Field-diacbarse  switch  with  ooimeotioiiB. 

circuit  is  opened.  To  protect  the  field  from  puncture,  a  field 
discharge  switch  shown  in  Fig.  165  is  often  used.  At  the  instant 
of  opening  the  switch  the  field  (and  the  line  temporarily)  it 
paralleled  by  the  field  discharge  resistance.  The  energy  of  the 
field  is  dissipated  partly  in  this  resistance  rather  than  at  the 
switch  contacts.  Contact  with  switches  openii^  inductive  cir- 
cuits, even  in  the  case  of  very  low  voltages,  should  be  CEU^uUy 
avoided.  Not  only  is  there  the  danger  of  beingsbumed  by  the 
arc,  but  of  being  injured  from  the  high  induced  voltages  as  well. 
Calculation  of  the  Electromotive  Force  of  Se^f  Induction. — Ftodj 
equation  (74)  page  185,  the  electromotive  force  induced  in  a  cut 
due  to  a  change  in  the  flux  hnking  the  coU  is 

e__Af-flO-    . 
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where  N  is  the  number  of  turns,  and  <j>/t  the  rate  at  which  the 
flux  changes. 

Remembering  that 

L  =  -^  10-»  or  jV*  10;:!  =  LI  {equation  73,  page  184), 

and  also  that  the  electromotive  force  of  self  induction  oppoeea 
the  change  in  current,  its  value  may  be  written: 


i 


The  electromotive  force  of  self  induction  is  proportional  to  the 
product  of  the  inductance  and  the  rate  of  change  of  current  with 
respect  to  time.  The  minus  sign  indicates  that  this  electro- 
motive force  opposes  the  change  of  current. 

If  the  inductance  varies  as  well  as  the  flux,  equation  (75)  may 
be  written: 

e=  -  (l[±  I~)  (76)  j 

the  additional  term  accounting  for  the  electromotive  force  due  tat 
any  change  in  the  inductance. 

Example. — The  field  circuit  of  a 
generator  has  an  inductaBce  of  6 
henrys.  If  the  field  current  of  12 
amp.  is  interrupted  in  0.05  second, 
what  is  the  average  induced  electro- 
motive force  in  the  field  winding? 


^0:05 


1,440  voltB.     Aiu 


147.  Energy  of  the  Magnetic   ^ 

Field. — To  eslablisk  a  magnetic 

field  energy  must  be  expended. 

To    maintain  a    constant  field 
does  not  require  an  expending 
of  energy  even  in  electromagnets. 
The  energy  lost  in  the  exciting 
coils    of    electromagnets  is  ac- 
counted for  as  heat  in  the  copper  and  is  not  concerned  with  the 
energy  of  the  magnetic  field  itself.     The  energy  of  the  magnetic 
field  is  stored  or  potential  energy  and  is  similar  to  the  energy  of 
a  raised  weight,  Fig.  166.    Work  is  performed  in  raising  the 


Fia.   166, — ^Energy   of    a   suspended 
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weight  to  its  position,  but  no  expenditure  of  energy  is  required 
to  maintain  the  weight  in  this  position.  The  energy  of  the  we^bt 
due  to  its  position  is  Wk  foot-pounds,  where  W  is  the  weight  in 
pounds  and  h  the  height  in  feet  through  which  the  weight  has 
been  raised.  This  energy  is  available  and  can  be  utilized  in 
many  ways. 

In  the  same  way  the  energy  stored  in  the  magnetic  field  is 
available  and  may  make  itself  manifest  4n  many  ways,  as,  for 
example,  the  arc  at  the  switch  contacts.  In  an  alternating  cur- 
rent circuit  this  energy  may  all  be  returned  to  the  circuit. 

The  energy  of  the  field  in  joules,  or  watt-seconds,  is 


W  '- 


\/2Lr' 


(77) 


where  L  is  the  circuit  indiittance  in  hcurys  and  /  the  curreut 
flowing. 

Example. — In  a,  circuit  having  an  inductance  of  4  henrjs,  the  current  is 
10  amp.  What  is  thp  energy  of  the  magnetic  field?  If  this  circuit  ii 
interrupted  in  0.2  second,  what  is  the  average  value  of  the  power  expended 
by  the  magnetic  field  during  this  time? 

W   =  1/2  X  4  X  10!!  =  200  watt-seconds,     Ans. 


'  0.2 


1,000  watts  =  1  kilowatt.     Ans. 


1 

i 


Equation  (77)  'shows  that  the  energy  of  the  magnetic  fieW 
is  proportional  to  the  square  of  the  current.  Therefore  if 
the  current  can  be  reduced  by  a  suitable  resistance  to  one-half 
its  initial  value  before  opening  a  highly  inductive  circuit,  the 
energy  of  the  arc  at  the  switch  contacts  can  be  reduced  to  one- 
fourth  of  its  initial  value.  This  fact  should  be  remembered  when 
opening  the  field  circuit  of  a  dynamo. 

A  very  common  use  of  the  electromotive  force  of  self  induction 
occurs  in  the  so-called  spark  coil  used  for  gas  lighting.  This 
coil  consists  of  a  considerable  number  of  turns  of  wire  wound  on  « 
laminated  iron  core.  The  coi'e  is  usually  made  of  iron  wires  a* 
shown  in  Fig.  167.  This  coil  is  connected  between  the  bell- 
ringing  battery  B  and  the  grounded  gas  pipe.  The  other 
terminal  of  the  battery  is  connected  directly  to  the  insulated 
contact  on  the  gas  burner.  When  the  two  contacts  on  the  bumw 
meet,  the  circuit  is  clos(«i,  and  a  magnetic  field  is  established  in 
the  laminated  core  of  the  spark  coil.    As  the  two  cQQtdcts  ol  th« 
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burner  separate,  they  snap  apart  and  the  circuit  ia  broken  sud- 
denly. Consequently,  a  high  electromotive  force  of  self  induction 
is  produced  in  the  spark  coil.  This  causes  a  hot  arc  at  the  con- 
tacts, which  ignites  the  gas,  the  gaa  being  turned  on  simultaneously 
with  the  closing  of  the  contact  points  and  by  the  same  mechanism. 


The  spark  coil  may  be  considered  as  having  a  magnetic  field 
I  which  is  built  up  as  the  two  contacts  at  the  gas  jet  wipe  by  each 
I  other.  Energy  is  thus  stored  in  the  magnetic  field.  When 
I  this  energy  is  released  suddenly  by  the  contacts  snapping  open, 
considerabl*!  power  ia  developed  resulting  in  a  hot  spark  at  the 
contact  points. 
I  148.  Mutual  loductance. — In  Fig.  168  are  shown  two  coils, 

A  and  B.  Coil  .4  is  connected  to  a  battery  through  a  switch  S. 
Coil  B  is  not  connected  to  any  source  of  voltage,  but  to  a  gal- 
vanometer. Coil  B  is  placet!  so  that  its  axis  is  nearly  coincident 
with  that  of  A  and  the  two  coils  are  close  together.  When  the 
switch  S  is  closed,  current  flows  in  coil  A,  building  up  a  field 
which  links  the  coil.  The  position  of  B  with  regard  to  A  results 
in  a  considerable  part  of  tlie  magnetic  flux  produced  by  A  linking 
B.  Therefore,  if  the  current  in  ^4.  I>e  interrupted  by  opening 
the  switch  S,  or  if  it  be  altered  in  magnitude,  a  change  of  fiux 
simultaneously  occurs  in  B  inducing  an  emf.  in  B.  Tiiis  emf. 
is  detected  by  the  galvanometer  connected  across  the  terminals 
of  B.  Upon  closing  the  switch  S  the  galvanometer  will  deflect 
momentarily,  and  upon  opening  the  switch  S  its  deflection  will 
reverse,  showing  that  the  induced  voltage  on  opening  the  circuit 
is  opposite  in  direction  to  the  induced  voltage  on  closing  the 
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circuit.  Because  coil  B  is  in  such  a  relation  to  A  that  an  emt. 
is  induced  in  B  due  to  the  change  of  flux  in  A,  these  two  coib 
are  said  to  possess  mutital  inductance.    The  induced  emf .  ]s  an 


Mutual  inductance  between  two  coils. 


electromotive  force  of  mutual  induction  and  its  magnitude, 
equation  (73),  page  184,  is 

-^10- 


H=Ni' 


*  volts 


where  Ni  is  the  number  of  turns  in  coil  B,  <h  the  change  in  mag- 
netic flux  from  coil  A  which  links  coil  B,  and  t  the  time  in  aeconde 
required  to  change  the  flux  by  4>t  lines. 

Even  though  ooils  A  and  B  be  brought  close  together,  all  the 
flux,  ^i,  produced  by  coil  A  does  not  link  coil  B.  Only  a  certsia 
proportion,  K,  of  ^i  hnks  B,  K  being  less  than  unity.     That  is: 


* 


■'  volts 


« 
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K  is  often  called  the  coefficient  of  coupling  of  the  circuits  A  and  B. 
As  Ni  and  K  are  constants  for  any  particular  circuit  and  position 
and  01  may  be  assumed  proportional  to  /i,  the  current  in  coil 
A,  equation  (78),  may  be  written 

es  =  M^  10- 'volts  (79) 

where  M  is  the  mutual  induclance  or  coefficient  of  mutual  in- 
duction in  henrys  between  coil  A  and  eoil  B. 

M^^-f^*'-  (80) 

The  mutual  inductance  of  two  circuits  may  be  defined  as  that 
factor  which  when  multiplied  into  the  time  rate  of  change  of 
current  in  one  circuit,  gives  the  induced  voltage  in  the  other 
circuit. 

Example, — Coil  A  {Fig.  168)  haa  400  turns  and  coil  B  has  600  turns. 
When  6  amp.  flow  in  coil  A,  a  ilu.t  of  500,000  lines  links  with  A,  and  200,000 
of  these  lines  link  coil  B.  What  is  the  self  inductance  oF  coil  A  with  B 
open- circuited,  and  what  is  the  mutual  inductance  of  the  two  coils? 

r         ^-t"       400  X  500.000.  „_.       „., 

Li  =  —J-    =  J — 10   *  =  0.4  henry,     Aiis. 

The  induced  voltage  in  B  due  to  the  current  in  A  rising  to  5  amp.  in 
1  second  will  be 


n  coil  A  changes  the  flux  in  coil  B  by  200,000  lines. 

1.2  =  Sf  X  I 
M  =  0.24  henry.     Ans. 


r  using  equation  (J 


.  0.4  X  6 


-  10-"  =  0.24  henry. 


The  mutual  inductance  of  two  circuits  may  be  materially  in-  f 

creased  by  Unking  the  circuits  with  an  iron  core.     Thus,  if  the  I 

■ils,  similar  to  those  shown  in  Fig.  168,  be  platwd  upon  an  j 
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iron  core  {Fig,  169)  the  coefficient  of  coupling,  A',  may  be  made 
very  nearly  unity.  That  ia,  practically  all  the  flux  linking  coil  A 
also  links  coil  B. 


A  very  common  example  of  mutual  inductance  occurs  in  Ihp 
induction  coil  (Fig.  170).  A  primary  winding,  P,  of  compara- 
tively coarse  wire  and  few  turns,  is  wound  on  a  laminated  iron 
core  C.  This  winding  is  connected  to  a  battery  B.  The  primary 
current  is  interrupted  by  passing  through  the  contact  D,  against 
which  the  iron  armature  A  is  held  by  a  spring.     When  the  core  C 


is  magnetized  by  the  primary  current,  the  armature  A  is  drawn 
toward  it  and  away  from  D,  opening  the  circuit  and  causing  the 
flux  in  the  core  to  drop  practically  to  zero.  The  spring  then 
pulls  the  armature  A  against  the  contact  D  again,  and  the  cycle 
is  repeated.  By  this  process  the  flux  in  the  core  C  is  continually 
being  established  and  then  destroyed.  ; 


md 
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On  the  same  core  is  placed  a  secondary  winding,  S,  consisting  of 
many  turns  of  fine  wire.  This  winding  is  thoroughly  insiilatpd 
from  the  primary  winding,  but  as  it  is  wound  on  the  same  core 
as  P;  the  two  coils  have  a  high  value  of  mutual  inductance. 
Because  of  the  change  of  flux  in  the  core,  due  to  the  interruptions 
of  the  primary  current,  a  high  alternating  emf.  is  induced  in 
the  secondary.  This  induced  electromotive  force  may  be  con- 
sidered as  due  to  the  mutual  inductance  existing  between  the 
primary  and  the  secondary  coils.  The  induction  coil  has  many 
practical  applications.  Its  wide  use  in  automobile  and  gas  en- 
gine ignition  systems  is  important, 

149.  Magnetic  Pull. — -It  has  been  shown  that  a  force  exists 
between  magnetized  surfaces.  This  force  can  be  accurately 
calculated  if  the  surfaces  are  parallel  and  quite  close  together, 
being  given  by 

BU 
■^  ~  "Stt 
where  /  is  the  force  in  dynes,  A  the  area  of  each  of  the  two  sur- 
faces in  square  centimeters,  and  B  the  flux  density  in  gausses. 

This  becomes: 

24764  * 

if  B  is  expresseil  in  kilolines  per  sq.  rm. 

F  =  --^'^--    lb 
72,130,000 

if  B  is  in  lines  per  sq.  in.  and  A  in  square  inches. 

Example. — The  core  of  a  Bolcnoid  is  2  i  n.  in  diameter  and  a  total  flux  of 
200,000  lines  passes  from,  the  end  of  the  core  into  an  iron  armature  of 
(^qual  area.     What  is  the  pull  on  the  armnture  in  pounds? 


3C0,0O0/3J4  =  63,800  hues  per  sq.  i 


CHAPTER  IX 

ELECTROSTATICS:  CAPACITANCE 

0  far,  electric  currents,  or  electricity  in  motion,  has  only  been 
considered.  Electricity  when  in  motion  is  called  dynamic 
electricity.  Electricity  may,  however,  be  stationary  or  at  rest. 
Under  these  conditions  the  electricity  is  called  static  electricity. 
There  is  no  difference  in  the  nature  of  static  and  dynamic  elec- 
tricity. The  static  electricity  usually  appears  different  because 
of  its  extremely  high  potential  and  small  quantity. 

160.  Electrostatic  Charges. — If  the  terminals  of  an  electro- 
static induction  machine  be  connected  to  two  equal  ellipsoids, 


Fia.  171. — Eleetroalatic  charges  on  insulated  BllipHoidf 


which  aie  conducting  and  are  insulated,  Fig.  171,  the  ellipsoid 
connected  to  the  positive  terminal  will  be  charged  with  positive 
electricity  and  that  connected  to  the  negative  terminal  will 
be  charged  with  an  equal  amount  of  negative  electricity.  The 
charges  will  distribute  themselves  over  the  entire  surface  of  the 
ellipsoids,  but  the  density  of  the  charges  wilt  be  greatest  on  the 
ends  of  the  ellipsoids  which  are  adjacent.  This  is  due  to  the 
fact  that  the  positive  and  negative  charges  attract  each  other. 

If  the  two  wires  from  the  electrostatic  machine  be  disconnect^i 
the  two  charges  will  not  be  sensibly  affected.  In  time  they 
will  leak  away  through  the  insulating  supports. 
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If  the  two  ellipsoids  were  free  to  move  they  would  come  to- 
gether. If  they  were  connected  together  with  a  wire  a,  spark 
would  be  observed  at  the  instant  that  contact  was  made,  showing 
that  current  flows  for  an  instant  from  one  ellipsoid  to  the  other, 
Both  of  the  above  effects  are  due  to  the  fact  that  the  positive 
and  negative  charges  attract  each  other. 

151.  Electrostatic  Induction. — If  a  positively  charged  el- 
lipsoid A  (Fig.  172(,a)}  be  brought  near  another  insulated  el- 
lipsoid B,  which  initially  had  no  charge,  a  minus  charge  will  be 
found  on  the  end  of  B  nearest  A.  As  B  did  not  hold  any  charge 
initially,  and  it  is  assumed  to  be  perfectly  insulated,  no  electricity 
1  have  gone  out  from  B  and  none  can  have  reached  it  from 


Fio,  172.— Electroa 


external  sources,  so  that  the  net  charge  on  B  must  still  be  zero. 
Therefore,  a  positive  charge  b'  must  also  appear  on  B  at  the 
outer  end  farthest  from  A.  This  charge  must  be  equal  to,  b, 
and  as  the  two  are  of  opposite  sign  the  net  charge  on  S  is 
still  zero.  It  will  be  noted  that  the  minus  charge  b  is  as  near 
as  possible  to  the  positive  inducing  charge  a,  whereas  the  positive 
charge  b'  is  as  far  away  as  possible  from  the  positive  chaise  a. 
This  is  due  to  the  fact  that  the  unUke  charges  attract  each 
other  and  that  like  charges  repel  each  other. 

Also  charges  a  and  b  are  called  bound  charges,  and  charge  b' 
is  a  free  charge.  This  may  be  proved  by  connecting  B  to  ground 
(Fig.  172(b)).  The  charge  b'  will  be  found  to  have  escaped  to 
ground,  whereas  the  two  charges  a  and  b  remain.  Charge  6' 
will  seek  a  position  as  far  away  from  a  as  possible. 

If  a  were  a  negative  charge,  b  would  be  a  positive  charge. 

The  above  experiments  are  all  illustrative  of  the  following 
laws  of  electrostatics. 

Charges  of  unlike  sign  attract  each  other  and  charges  of  like  sign 
repel  each  other. 
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A  positive  charge  will  induce  a  negative  charge  on  a  body  near  ity 
or 

A  negative  charge  will  induce  a  positive  charge  on  a  body  near  it. 

This  is  similar  to  magnetic  induction,  where  a  north  pole 
induces  a  south  pole,  etc.     (See  Par.  16.) 

162.  Electrostatic  Lines. — Unit  electrostatic  charge  is  defined 
as  that  charge  which,  if  placed  1  cm.  distant  from  an  equal 
charge  in  air,  will  be  repelled  with  a  force  of  1  dyne. 

If  a  unit  positive  charge,  P,  which  can  move  freely,  be  placed 
at  various  points  in  the  field  near  two  oppositely  charged  bodies, 
it  will  be  found  to  move  along  certain  well  defined  paths,  the 
path  in  each  case  being  determined  by  the  point  at  which  the 


Fig.  173. — Electrostatic  field  between  charged  conductors. 

unit  charge  starts.  The  unit  charge  starting  from  the  posi- 
tively-charged body  will  always  move  along  a  definite  path  until 
it  reaches  the  negatively-charged  body.  The  several  paths 
which  such  a  charge  may  follow  are  shown  in  Fig.  173.  This  is 
similar  to  the  behavior  of  a  unit  north  pole  when  placed  in  a 
magnetic  field.  When  a  difference  of  potential  is  produced 
between  two  conductors  an  electrostatic  field  also  results.  T!ft 
intensity  of  this  field  at  any  point  is  equal  to  the  force  which  is 
exerted  on  a  unit  positive  charge  at  that  point.  Such  a  field 
may  be  represented  by  lines  just  as  with  the  magnetic  field. 
The  density  of  the  lines  represents  the  field  intensity.  The 
field  between  two  irregular  bodies  is  sketched  in  Fig.  173,  the 
lines  of  force  being  represented  by  the  paths  which  the  unit 
charge  would  follow  if  allowed  to  move  freely. 
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An  electrostatic  line  of  force  begins  at  a  positively-chi 
conductor  and  ends  at  a  negatively-charged  conductor.  In  this 
respect  it  resembles  a  magnetic  line  of  force  which  begins  at  a 
north  pole  and  ends  at  a  south  pole.  The  electrostatic  line  of 
force  is  not  like  a  magnetic  line  of  induction  which  ie  always  a 
closed  curve.     (See  Par,  11.) 

Electrostatic  lines  of  force  distribute  themselves  exactly  as  do 
the  flow  lines  or  stream  lines  of  an  electric  current,  or  the  magnetic 
lines  in  a  magnetic  field. 

There  is  one  difference,  however,  between  electrostatic  lines, 
on  the  one  hand,  and  magnetic  linps  and  electric  current  lines  on 
the  other.     No  matter  how  much  curre^ 
flows  in  a  conductor,  the  conductor  is  nl^t__^0 
injured  mechanically,  provided  it   can  bo 
kept   cool.     Neither    is    a   magnetic  con- 
ductor   injured,    no     matter     how    many 
magnetic  lines  exist  in  it.     But  there  is 
limit  to  the  number  of  electrostatic  lines 
which    may  exist  in  a    medium.     If  the  I 
lines  become  too  concentrated  the  medium 
cannot  withstand  the  stresses  which  result 
and    it   is   ruptured   or   "breaks   down." 
This  break-down   may   be  followed  by  a 
dynamic  arc,  which  increases  the  injury  to 
the  medium  by  burning. 

In  a  gaseous  medium  it  is  possible  for  a  partial  break-down 
to  occur.  Let  a  needle  point  in  air.  Fig.  174,  be  raised  to  a 
high  potential  above  a  plate.  The  electrostatic  lines  will  be  con- 
centrated at  the  needle  point  but  will  be  spread  out  over  the  plate. 
As  the  stress  is  most  highly  concentrated  at  the  needle  point, 
the  air  will  obviously  break  down  at  this  point  first.  This  break- 
down can  be  detected  by  the  blue  glow  or  corona'  which  appears 
around  the  needle  point,  and  at  the  same  time  an  odor  of  ozone  is 
evident,  Complete  rupture  cannot  occur  between  the  point 
and  the  plate,  at  least  at  first,  because  the  air  beyond  a  certain 
region  aa  is  still  not  stressed  to  the  break-down  point. 

As   the   potential   is  raised,    however,   the  boundary  of  the  ■ 
disrupted    region    will    advance    to   bb,   and   will   continue   to 

'See  Chap.  XII,  Vol.  II. 


needle-point, 
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advance  with  incieasing  potential  until  the  remaining  air  ean 
no  longer  support  the  stress,  when  complete  break-down 
takes  place. 

Dielectrics. — If  electrostatic  phenomenn  are  being  considered, 
the  medium  between  two  conductors  is  called  a  dielectric.  This  is 
in  distinction  to  the  properties  of  the  same  medium,  as  an  in- 
sulator which  relates  to  electrical  conduction.  For  instance,  air 
is  not  a  particularly  good  dielectric,  its  dielectric  strength  being 
only  about  75,000  volts  to  the  inch,  but  it  is  one  of  the  beat  in- 
sulators known. 

The  ability  of  a  substance  to  resist  electrostatic  break-down 
i  called  its  dielectric  atrenffth.  This  is  expressed  in  volts  per 
unit  thickness  when  the  substance  is  placed  between  flat  electrodes 
having  rounded  corners.  For  example,  the  dielectric  strength 
of  air  is  approximately  3,000  volts  per  mm.  Rubber  and  var- 
nished cambric  have  a  much  greater  dielectric  strength  than 
air,  that  of  rubber  being  in  the  neighborhood  of  16,000  volts 
per  mm.,  or  400,000  volts  per  in.,  and  that  of  cambric  being 
about  twice  as  great  as  the  value  for  rubber. 

The  volts  per  unit  thickness  impressed  across  a  dielectric  is 
called  the  voltage  gradient.  For  instance,  if  24,000  volts  are  im- 
across  30  mils  of  insulation,  the  gradient  is  24,000/30  or 
.  800  volts  per  mil. 

153.  Capacitance. — Two  conductors  separated  by  a  dielectric 
is  called  a  condenser. 


vT^S — 


t 


i. 


Fig.   175.— CharKiiiB  and  discharRing  a  coodeaaer. 

Fig.  175  shows  two  conducting  plates  connected  to  a  battery, 
the  plates  being  separated  by  a  dielectric.  There  is  also  a  single- 
pole,  double-throw  (S.-P.D,-T,)  switch  Sand  a  galvanometer  Gin 
the  circuit.  If  the  switch  S  be  closed  to  the  left,  the  galvanometer 
will  deflect  momentarily,  and  then  come  back  to  zero.  This 
indicates  that  when  the  switch  is  closed,  a  quantity  of  eleclrioitj 
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868  thi-ough  the  galvanometer  but  that  the  current  ceases 
flow  almost  immediately.  This  current  flows  for  a  time 
icient  to  charge  the  condenser.  After  the  condenser  has 
ome  fully  charged,  the  current  ceases  because  the  emf.  of 

condenser  is  equal  and  opposite  to  that  of  the  battery.  As 
i  condenser  emf.  opposes  the  current  entering  the  condenser 
nay  be  considered  as  a  back  emf.  Any  current  which  may 
V  after  the  condenser  has  become  fully  charged  i; 
rent  flowing  through  the  insulation.  If  the  switch  S  be  o 
a  short  time,  and  then  closed  again,  no  de&ection  of  the  gal- 
lometer  will  be  noted  unless  there  is  leakage  through  the 
ilation. 
'his  phenomenon  of  charging  a  condenser  from  a  battery  is 

unlike  the  filling  of  a  tank  T  from  a  reservoir  R,  Fig.  176. 


en  the  valve  V  is  first  opened,  water  will  rush  through  the 
necting  pipe  and  will  continue  to  flow  at  a  diminishing  rate 
il  the  level  H,  of  the  water  in  the  tank  T,  is  equal  to  the  level 
he  water  in  the  reservoir.  If  the  tank  does  not  leak,  no  water 
fs  through  the  pipe  after  the  water  levels  have  become  equal, 
the  same  way  the  condenser,  Fig.  175,  takes  current  until 
potential  is  equal  to  that  of  the  battery,  after  which  current 
ics  to  flow. 

'o  prove  that  electricity  has  actually  been  stored  in  the  con- 
ger, Fig.  175,  the  switch  S  may  be  closed  to  the  right.  This 
rt-circuits  the  condenser  through  the  galvanometer.  The 
manometer  now  deflects  momentarily  in  a  direction  oppo- 
to  that  on  charge,  showing  that  the  current  now  flows 
of  the  positive  plate.  The  condenser  now  becomes  com- 
ely discharged,  as  is  shown  by  there  being  no  deflection  of  the 
ranroneter. 


J 
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if  the  voltage  of  the  battery,  Fig.  175,  be  increased,  the  gal- 
vanometer deflection  on  charge  and  on  discharge  will  increase 
also.  This  is  due  to  the  fact  that  the  charge  given  to  the  con- 
denser is  proportional  to  the  voltage  across  its  terminals,  just  aa 
the  amount  of  water  in  the  tank  will  be  proportional  to  its 
height  H  (Fig.  176).  The  relation  between  the  voltage,  and  the 
charge  in  a  condenser  niay  be  expressed  by  the  equation: 


CE 


(81) 


That  is,  the  quantity  of  electricity  in  a  condenser  is  equal  to  Ibe 
voltage  niultiplie<i  by  a  constant  C  This  constant  C  ia  called 
the  capacitance  of  the  condenser.  The  practical  unit  of  capaci- 
tance is  the  farad.  If  C  is  in  farads  and  E  in  volts,  Q  is  in  coul- 
ombs or  ampere-seconds. 

The  farad  is  too  large  a  unit  for  practical  purposes,  as  a  con- 
denser having  a  capacitance  of  1  farad  would  be  prohibitively 
large.  The  capacitance  of  the  earth  as  an  isolated  sphere  is  lesa 
than  one  thousandth  of  a  farad.  The  microfarad,  equal  to  one 
millionth  of  a  farad,  is  the  unit  of  capacitance  ordinarily  used. 

By  transposition,  equation  (81)  may  be  written  as  follows: 


C  =  Q/E 
E  =  Q/C 


j DC 

^^1       spa 


As  an  example  of  the  use  or  the  above  rclalious,  consider  the  following 
problem : 
.       A  condenser  has  a  capacitance  of  200  microfarada  and  ia  connected  acrw 
DWO-volt  maiiia.     It  the  current   is  limited  to  0.1  nmp.,  how  long  must  it 
flow  before  the  condenser  is  fully  charged? 

The  quantity  in  the  condenser,  when  fully  clmrspd,  is  Q  =  0,000200  X 
600  =  0.12  coulomi)  or  ampere-Bccond. 


154.  Specific  Inductive  Capacity  or  Dielectric  Constant,— y\ 

parallel  plate  condenser  (Fig.  177(a)),  with  air  as  a  dielectric,  has 
a  measiu-ed  capacitance  Ci-  If  a  slab  of  glass  or  of  hard  rubber 
be  inserted  between  the  plates  so  as  to  fill  the  intervenii^ 
space  completely  (Fig.  177(b)),  and  the  c&pacitance  of  the  con- 
denser again  be  measured,  it  will  be  found  to  be  greater  than  its 
previous  value.     Let  thLs  new  value  be  Cj.     The  increase  in 


^ci^cita 
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&citance  obviously  must  be  due  to  the  presence  of  the  glass 
or  rubber. 

The  ratio  Cj/Ci  =  ic  is  called  the  specific  inductive  capacity,  or 
dielectric  constant,  of  the  material  between  the  condenser  plates. 
The  specific  inductive  capacity  of  air  is  assumed  to  be  unity^J 
just  as  the  magni^tic  permeability  of  air  is  likewise  assumed  to] 
be  unity. 


—  Plate  rondi 


die!  Bc  trip. 


In  the  table  are  given  the  specific  inductive  capacities  of  solne- 
of  the  more  common  dielectrics; 

•Bakelite  4,1  to    8.8    Paraffin  !.ilto2.3 

,  GluBS         S-S  to  10         Rubber  pompoimds  3       to  (i 

^^  Ico  86.4  Hard  rubber  l.Ti  In  a. 5 

l|^B  MicB        2.5  to     5.5     TrAtisfuniicr  uil^  2.3  Ui  2.ti 

■H|  Paper       1.7  to    2.6 

*  ^'166.  Equivalent  Capacitance  of  Condensers  in  Parallel.— Let  it 

be  required  (o  deterrm'ne  the  capaciliinec,  C.  of  a  tuiinlier  of  con- 


-L 


J. 


feFIO.    178.— CapucitunueB  in  parallel, 
laera  in  parallel,  the  condensers  having  respective  capacitances 
I     of  Ct,  d,  d.     This  arrangement  of  condensers  is  shown  in  Fig. 
I     178.     Let  the  common  voltage  across  the  condensers  be  E  and 
the  total  resulting  charge  Q.     Obviously, 


and 


Q  =  C-E 

Q,  =  CiE,    Qi  =  CtE,    e,  =  C^ 

•i  oomplete  data  see  "Standard  Handbook,"  Section  4,  Pal 
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The  total  charge 

Q  =  Oi  +  0=  +  Qs  =  Ci; 

CE  =  CiE  -\-C^  +  CS 
CE  =  E{Ci  +  Ci  +  Cs) 
.-.      C  =  Ct  +  Ci  +  Cz  (84) 

That  is,  if  condensers  are  connected  in  parallel,  the  TeauUing 
capacitance  is  the  sum  of  the  individual  capacitances. 

This  is  analagous  to  the  grouping  of  conductances  in  parallel 
in  the  electric  circuit. 

Eiam.ple. — Three  condenaera,  having  capacitances  of  5,  10,  and  12  miois- 
farada,  respectively,  are  connected  acraas  600-volt  maiiiB.  (a)  What  single 
condenser  would  replace  the  combination?  Q>)  What  is  the  charge  en 
each  condenser? 

(o)  C  =    5  +  10  +  12  =  27  microtaradB    Arts. 

{h)  Qi  =    5  X  600  =     3,000  mioroooulomba 

0,  =  10  X  600  =     6,000  microcoulombs 
Qi  -  12  X  600  =    7,200  microcoulombs.     A'w. 

Total  charge  —  16,200  m.e.  =  27  X  600  m.c.  (check). 

166.  EQUIVALENT  CAPACITANCE  OF  CONDEHSEKS  IN  SBBIES 

In  Fig.  179,  three  condensers,  having  capacitances  of  d,  d, 
and  Ct  respectively,  are  connected  in  aeries  across  the  voltage  S.  ■ 
It   is  desired  to  determine  the 
capacitance    of    an    equivalent 
single  condenser.    Let  Et,  Ei,  and 
Ea   be  the  potential  differences 
across  the  condensers  d,  Ci,  and 
Cs,  respectively.  After  the  voltage 
E  is  applied  to  the  system,  there 
will  be  +  Q  units  of  charge  on 
the  positive  plate  of  Ci,  and  by 
the  law  of  electrostatic  induction 
—  Q  units  must  be  induced  on 
its  negative  plate. 
Now  consider  the  region  a  which  consists  of  the  negative  plat* 
of  Ci,  the  positive  plate  of  d,  and  the  connecting  lead.    This 
system  is  insulated  from  all  external  potentials,  since  it  is  as- 
sumed that  the  condensers  have  perfect  insulation.     Before  tbe 
voltage  was  applied  to  the  system  of  condensers,  no  charge  es- 
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isted  in  the  region  a.     After  the  application  of  the  voltage,  the  , 
net  charge  in  this  region  must  still  be  zero,  as  no  charge  can  flow  " 
through  the  insulation.     Therefore,   +  Q  units  must  come  into   > 
existence  in  order  that  the  net  charge  in  the  region  a  may  re- 
main zero.     {+  Q   +  (—  Q))  =  0.     This  charge  of  +  Q  units 
will  go  the  plate  of  C's  since  it  is  repelled  by  the  +  charge  on  Ci 
just  as  the  charge  b',  Fig.  172  (a),  took  a  position  on  the  end  of  ( 
the  ellipsoid  as  far  as  possible  from  the  positive  inducing  charge 
a.     The  same  reasoning  holds  for  the  region  b,  between  d  and 
C».     Therefore,   each  of  the  three  condensers  in  series  has  the 
same  charge  Q.     (This  is  analagous  to  resistances  in  series,  each 
of  which  must  carry  the  same  current  if  no  leakage  exists.) 
Consider  the  voltages  E,,  Ei,  Es. 

Ei,  =  ^-,     Ei  =  ^-,     A%  =  ^-  from  equation  (83),  pa^e  204. 

The  sum  of  the  three  condenser  voltages  must  equal  the  line 
ysiltage; 

b^H  £,+£:  +  £,  =  E 

^  £  =  -0+^+0 


Also  E  = 
have  a  charge  Q. 

Substituting  this  value  for  E, 

That  is,  the  reciprocal  of  the  equivalent  capacitance  of  a  number 
of  condensers  in  series  is  equal  to  Ike  sum  of  the  reciprocals  of  the 
capacttances  of  the  individual  condensers. 

In  a^uming  for  condensers  connected  in  series  that  with  direct 
current  the  potential  across  each  condenser  is  inversely  propor- 
tional to  its  capacitance,   the  factor  of  leakage  is  absolutely 

j^cted.    If  the  condensers  are  even  shghtly  leaky,  however, 


JiL 
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a  current  flows  through  the  series  and  eventually  the  potential 
distributes  itself  according  to  Ohm's  Law. 

El  =  IRi,  E2  =  //?2,  and  Ez  =  IRz 

where  /  is  the  leakage  current,  and  /?i,  R2,  and  Rz  are  the  respec- 
tive ohmic  resistances  of  the  three  condensers. 

Example  of  condensqfs  connected  in  series: 

Consider  that  the  three  condensers  of  Par.  155,  having  capacitances  of 
5,  10,  and  12  microfarads  respectively,  are  connected  in  series  across  600- 
volt  mains.  Determme(a)  the  equivalent  capacitance  of  the  combination; 
(h)  the  charge  on  each  condenser;  (c)  the  potential  across  each  condenser, 
assuming  no  leakage. 

(a)  C=  5  +  10+^=0-383 

C  =  1/0.383  =  2.61  microfarads.    Ans, 
(6)  Q  =  2.61  X  600  =  1566  microcoulombs,      , 

1  «  A.ftfSm 


on  each  condenser. 
313  volts 


(c)  j^     ^   hp^QX  10:^ 

'  5  X  10-« 

„  1,566  X  10-«  , 

^'  =  ^io"^io^  =  ^^^  ''''^^ 

E.  =    ^-^Y^     =  130  volts.    Ans, 

I 

157.  Energy  Stored  in  Condensers.-— As  a  certain  quantity  of 
electricity  is  stored  in  a  condenser  and  a  difference  of  potential 
exists  between  the  positive  and  negative  plates,  energy  must 
be  stored  in  the  condenser.  The  existence  of  this  energy  is 
shown  by  the  spark  resulting  from  short-circuiting  the  condenser 
plates.     The  energy  in  joules  or  watt-seconds  is 

W  =  1/2  QE  (86) 

This  may  also  be  written : 

F  =  1/2  CE^  (87) 

W  =  1/2  QVC  (88) 

The  similarity  in  form  of  (87)  to  the  equation  for  the  energy 
stored  in  the  magnetic  field  should  be  noted.  (See  equation  (77) 
Par.  147.)  The  energy  stored  in  the  electrostatic  field  is  pro- 
portional to  the  square  of  the  voltage,  whereas  the  energy  stored 
in  the  electro-magnetic  field  is  proportional  to  the  square  of  the 
current. 


w 
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Example. — Determine  the  stored  energy  in  ench  of  the  cundensera  i 
series  of  Par.  156  and  the  total  stored  energj-. 


W 


,  (1,56G  xio^;;)* 
^  ■    5X  10-' 


--  0.2463  joule 


«'.-«"'f°'^|^=»-122=io.l. 


=  0.1020  joule 


(1.566X10^)' 
^       ?2       12  X  10-' 
The  total  energy  W  ~  ^(1,366  X  lO"'  X  600)  -  0.4698  joule. 


168.  Calculatioa  of  Capacitance.— As  a  rule  it  is  impossible  to 

calculate  the  capacitance  of  a  condenser,  or  the  mutual  capacitance 
of  conducting  bodies,  because  of  the 
complex  geometry  and  also  because 
the  dielectric  constants  of  the  inter- 


vening  media    are   not    always    uc-      /      .^_  .  )_,_ 
curately    known.     There    are    some 
simple  cases,  however,  where  accurate 
calculations  are  possible.  ihii_c 

Thp  plate  condenser,  Fig.  180,  is  the  pi'aie  coiidciiaer, 

simplest  form  of  condenser.    Let  A 

be  the  area  of  oae  aide  of  each  plate  in  square  centimeters,  d 
the  distance  between  plates  in  ceutimeters  and  k,  the  dielectric 
constant  of  the  medium  between  the  plates.     The  capacitance  is 


1      conf 
r    Int 


=  -. — rv,""<T\,  irm  microfarads. 


In  this  equation  it  is  assumed  that  the  electrostatic  linos  between 
tlie  two  plates  are  parallel. 

The  total  capacitance  of  a  simple  plate  condenser  of  this  type 
cannot  be  accurately  calculated  for  the  following  reason.  All 
the  electrostatic  lines  do  not  lie  between  the  plates  as  certain 
lines  pass  from  the  back  of  the  positive  plate  to  the  back  of  the 
negative  as  shown  in  Fig.  181  (a).  This  results  in  the  actual 
capacitance  being  greater  than  the  value  as  just  calculated.  This 
error  may  be  avoided  by  using  one  more  plate  in  one  group  than 
in  the  other,  Fig.  181  {b).  In  this  case  thearea  A,  equation  (89), 
includes  both  sides  of  all  the  plates  with  the  exception  of  the  two 
outside  ones.     As  the  charge  on  both  outer  plates  is  of  the  same 


1 
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sign  and  the  plates  have  the  same  potential,  no  electrostatic 
lines  can  pass  between  them.  An  error  due  to  the  bulging  or 
"fringing"  of  the  lines  near  the  edges  of  the  plates  may  occur 
unless  the  plate  area  u  large  compared  with  the  distance  between 
plates. 


(b)  Multi-plat«  coDdeuBers. 


Fio.  181. 


Example  of  Condenter  Desff^n. — It  is  desired  to  construct  a  plate  condenser 
having  a  total  capacitance  of  8  microfarads.  The  plates  are  of  tin-f(Hl  | 
6  in.  X  8  in.  and  1  mil  thick.  The  dielectric  is  of  paper  7  in.  X  9  in.  and  2 
mils  thick  and  having  a  dielectric  constant  of  3.  How  many  sheets  of  paper 
and  of  tin-foil  are  necessary  7  What  will  be  the  dimensions  of  the  coDdenser? 
The  area  of  each  plate  is: 

6X8  X-(2.64)'  =  309.6  sq.  cm. 
The  distance  between  plates: 

d  =  0.002  X  2.54  =  0.00508  em. 


The  capacitance  between  two  plates  (fro 
3  X  309.6 


Therefore; 


L  equation  89) : 
r.  =  0.01616  mf. 


=  495  sections  are  needed. 


0.01616 

These  sections  are  indicated  at  d,  Mg.  181  (6).    This  means  that  M 
plates  and  49S  sheets  of  paper  are  necessary. 
Thickness; 

"Hn-foil  =  496  X  0.001  =  0.496  in. 
Paper     =  495  X  0.002  =  0.990  in. 
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Volume  of  condenser  proper  =  7  in.  X  9  ia.  X  1.49  in.     Ans. 

Of  course  additional  outside  insulation  and  a  protective  covering  are 
necessary. 

The  capacitance  in  microfarads  of  two  co-axial  cylinders,  the  outer  of 
which  has  a  radius  of  Ri  cm.  and  the  inner  a  radius  of  Ri  cm.,  is 


„  _  0.0388. 
log,,  5- 


mf.  per  mile. 


This  equation  ia  applicable  to  single  conductor  underground  cables. 

169,  Measurement  of  Capacitance.^There  are  two  common 
methods  of  measuring  capacitance,  the  direct  current  or  ballistic 
method  and  the  alternating  current  or  bridge  method. 

The  direct  current  method  employs  a  galvanometer  which  is 
used  ballistic  ally.     It  can  be  shown  that  if  the  moving  coil  of 


Fig.  182. — BalliBtie  method  of  measuring  capacitance. 
the  ordinary  galvanometer  have  considerable  inertia  and  be 
properly  damped,  its  maximum  throw,  due  to  the  impulse  pro- 
duced by  the  sudden  passage  of  a  current  through  the  coil,  is 
proportional  to  the  total  quantity  of  electricity  passing  through 
the  galvanometer.  This  assumes  that  the  entire  charge  passes 
through  the  coil  before  the  coil  begins  to  move.  Let  D  be  the 
maximum  galvanometer  throw  in  centimeters.     Then : 

Q  ^  KD  (90) 

Where  Q  is  the  quantity  and   K  the  galvanometer  constant. 

To  make  the  measurement,   the  apparatus  is  connected   as 

^^own  in  Fig.  182.     A  battery  B  supplies  the  current  for  the 

iiratus.     The   measurement   may   be   made   on   either   the 

Wge  or  the  discharge  of  the  condenser  or  check  measurements 

lay  be  made  using  both  the  charge  and  the  discharge.     If  the 

condenser  is  at  all  leaky,  the  discharge  method  is  preferable. 

When  the  switch  S  is  closed  to  the  left  the  condenser  Ci  is 
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charged  through  the  galvanometer  and  the  maximum  throw  of  the 
galvanometer  is  read.  Several  check  readings  should  betaken. 
The  galvanometer  should  return  immediately  to  zero.  If  it 
shows  a  steady  deflection  it  indicates  a  leaky  condenser.  In  a 
corresponding  manner  the  ballistic  throw  of  the  galvanometer 
may  be  read  on  discharge  by  closing  switch  S  to  the  right.  Let 
Di  be  the  deflection  of  the  galvanometer  when  Ci  is  connected, 
Qi  the  quantity  going  into  the  condenser,  and  jB  the  voltage  across 
the  condenser.     Then  by  equation  (90) 

Also  Oi     =  CiE 

where  C\  is  the  unknown  capacitance. 

:,CiE  =  KD,  (a) 

If  now  the  standard  capacitance  C2  be  substituted  for  the 
unknown  condenser  and  another  set  of  readings  taken, 

Q2     =XD2 
or  C2E  =  KD2  ^^ 

Dividing  (a)  by  (6), 

CyE  ^  KDi 

C>2E      KD2 

C\    =    C2    Y\ 

U2 

j^  is  the  galvanometer  constant. 
U2 

It  is  often  desirable  to  use  an  Ayrton  shunt  in  such  measure- 
ments as  it  gives  the  apparatus  greater  range.  When  such  a 
shunt  is  used,  proper  correction  must  be  made  for  its  multiplying 
power. 

In  the  bridge  method  two  capacitances  form  adjacent  arms  of 
a  WheatstonctBridge  and  two  resistances  form  the  other  two  arms, 
Fig.  183  (a).  An  alternating  current  supply  is  preferable.  The 
secondary  of  an  induction  coil  may  be  used  as  the  source  of  power 
or  a  battery  with  a  key  may  be  made  to  charge  and  discharge 
the  system  as  shown  in  Fig.  183  (6).  A  telephone  is  used  as  a 
detector  except  in  (6).  Let  C^  be  the  unknown  capacitance  and 
C2  a  standard  which  may  or  may  not  be  adjustable.  Rx  and  iJj 
are  two  known  resistances,  one  of  which  should  be  adjustable 
unless  C2  is  so. 
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Either  C2  or  one  of  the  resistances  is  adjusted,  until  there  is 
^)  sound  in  the  telephone,  showing  that  the  bridge  is  in  balance. 
Tnder  these  conditions: 

y *  —  £1? 
C2     R\ 

R2 


Cx   —  C2 


(91) 


Fig.   183. —  Bridge  methods  of  measuring  capacitance. 

When  a  battery  is  used,  a  double  contact  key  K  is  necessary. 
Ft  is  pressed  and  released,  and  until  the  bridge  is  balanced,  the 
galvanometer  will  deflect  both  upon  the  charge  of  the  system ,  when 
:>he  key  is  pressed,  and  upon  the  discharge,  when  the  key  is 
•eleased.  The  bridge  is  balanced  when  the  galvanometer  does 
not  deflect  on  either  charge  or  discharge.  Equation  (91)  is 
then  applicable. 

In  the  above  measurements,  it  is  assumed  that  there  is  little 
if  any  leakage  through  the  condensers. 


Galv. 
Ayrton  Stannt 


Perfect  Cable 


T 


i=h-<=c 


-»- 


-H<- 


-i—x- 


u 


Ftivdt 


Fig.  184. — Locating  an  open  in  a  cable. 

160.  Cable  Testing — Location  of  a  Total  Disconnection. — In 
Chap.  VII,  it  was  shown  that  a  grounded  fault  in  a  cable 
could  be  located  by  suitable  resistance  measurements,  such  as 
the  Murray  and  Varley  loop  tests.  If  a  cable  be  totally  discon- 
nected and  its  broken  ends  remain  insulated  these  loop  tests  are 
impossible.    The  distance  to  the  fault  may  now  be  determined 
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by  capacitance  measurements.  The  connections  are  shown  in 
Fig.  184.  The  capacitance  Ci  of  the  length,  a:,  to  the  fault  is 
first  measured  by  the  baUistic  method.  If  a  similar  perfect  cable 
parallels  the  faulty  cable,  the  two  are  looped  at  the  far  end  and 
the  capacitance  C2  of  a  length  I  of  the  perfect  cable  plus  the  length 
I  —  X  =  21  —  X  oi  the  faulty  cable  is  measured. 

Let  c  be  the  capacitance  per  ft.  of  each  cable,  assumed  to 
be  the  same  for  each : 

Ci  =  xc  =  KDi 

where  K  is  the  galvanometer  constant  and  Di  the  deflection 
corresponding  to  Ci. 

Likewise, 

C2  =  (21  -  x)c  =  KD2 

Dividing  one  equation  by  the  other, 

x  Di 


21 -x      D 


2 


The  capacitance  per  unit  length  and  the  total  capacitance  do' 
not  enter  into  the  equation,  so  that  it  is  not  necessary  to  use  a 
standard  condenser  for  the  calibration  of  the  galvanometer.  The 
capacitances  of  the  various  lengths  are  proportional  to  the  gal- 
vanometer deflections  when  corrected  for  the  setting  of  the  Ayr- 
ton  shunt. 


CHAPTER  X 
THE  GENERATOR 

161.  Definition. — A  generator  is  a  machine  which  convei 
chanical  energy  into  electrical  energy.  This  is  accomplished  by 
means  of  an  armature  carrying  conductors  upon  ita  surface, 
acting  in  conjunction  with  a  magnetic  field.  Electrical  power  is 
generated  by  the  relative  motion  of  the  armature  conductors 
and  the  magnetic  field. 

In  the  direct  current  generator  the  field  is  usually  stationary 
and  the  armature  rotates.  In  most  types  of  alternating 
current  generators  the  armature  is  stationary  and  the  field 
rotates.  Either  the  armature  or  the  field  is  driven  by  mechanical 
power  applied  to  its  shaft. 

162.  Generated  Electromotive  Force. — It  was  shown  in  Chap. 
VIII  that  if  the  flux  linking    a    coil  is    varied  in  any    way,  an 


Fio.  186.— Simple  coil 


electromotive  force  is  induced  in  the  turns  of  the  coil.  The 
action  of  the  generator  is  based  on  this  principle.  The  flux 
linking  the  armature  coils  is  varied  by  the  relative  motion  of 
the  armature  and  field. 

In  Fig.  185  a  coil  revolves  in  a  uniform  magnetic  field  produced 
by  a  north  and  a  south  pole.  In  (a)  the  coil  is  perpendicular  to 
the  magnetic  field  and  in  this  position  the  maximum  possible 
flux  links  the  coil.     Let  this  flux  be  (p. 

If  the  coil  be  rotated  counter-clockwise  a  quarter  of  a  re- 
volution, it  will  lie  in  the  position  shown  in  (b).    As  the  plane  of 
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the  coil  is  parallel  to  the  flux  no  lines  link  the  coil  in  this  position. 
Therefore,  in  a  quarter  revolution  the  flux  which  links  the  coil 
has  been  decreased  by  ip  lines.  The  average  volt^e  induced  in 
the  coil  during  this  period  is,  therefore, 

e  =  Af  ^  10-«  {Chap.  VIII,  equation  74) 

where  N  is  the  number  of  turns  in  the  coil  and  t  the  time  required 

for  a  quarter  revolution.     But  t  =  -.„  where  R  =  the  revolutiom 

•per  second.  Therefore,  the  average  voltage  during  a  quarter 
revolution  is 

e  =  '^NR^IO-*  volts 

The  generation  of  electromotive  force  in  a  moving  coil  of  this 
type,  which  is  similar  to  those  used  in  dynamos,  may  also  be 
analyzed  byconsiderii^the 
total  electromotive  force  aa 
being   due   to  the  sum  of 
the    electromotive     forces 
generated,  in  each  side  of 
the     coil.       The     electro- 
motive force  of  one  turn 
is  the  sum  of  the  electro- 
motive forces  in  each  con- 
ductor   forming    the  sides 
of  the    turn,    since    these 
Fiu.   18(1.— ( onduRtor  Kutiinn  a  uniform       conductors  are   coDuected 
mamiclir  field.  .  ■        l      iU  j 

m  series  by  the  end  con- 
nections of  the  turn.  The  individual  electromotive  forces  are 
then  considered  as  being  generated  in  the  conductor  rather 
than  induced  in  the  coil.  This  in  no  way  conflicts  with  the  fact 
that  the  induced  electromotive  force  is  also  due  to  the  change 
of  flux  linked  with  the  coil.  The  same  total  emf,  is  obtained 
under  either  assumption. 

Consider  the  conductor  ab,  Fig.  186,  free  to  slide  along  the  two 
metal  rails  cd  and  ef.  The  rails  are  connected  at  one  end  ce  by  a 
voltmeter.  A  magnetic  field  having  a  density  of  B  lines  per  sq. 
cm.  passes  pt'ipeniiicularly  through  the  plane  of  the  rails  and 
conductor. 
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Let  the  conductor  ab  move  uniformly  to  tlie  position  a'b'. 
While  this  movement  is  taking  place,  the  voltmeter  will  indicate 
a  certain  voltage.  This  voltage  niay  be  attributed  to  either  of 
two  causes. 

1.  As  conductor  ab  moves  to  position  a'b'  the  flux  hnking 
the  conducting  loop  formed  by  ce,  the  rails  and  ab,  is  increased, 
because  of  the  increasing  arm  of  this  loop. 

2.  An  electromotive  force  is  gt-nerated  in  the  conductor  ab 
since  it  cuts  the  magnetic  field. 

Similarly,  the  electromotive  force  developed  by  the  coil  in 
in  Fig.  185  may  be  attributed  to  the  emf.'s  generated  in  the 
conductors  on  opposite  aides  of  the  coil  through  their  cutting 
of  magnetic  lines.  These  conductors  are  connected  in  series 
l)y  the  end  conductors,  or  connectors,  which  in  themselves 
generate  no  electromotive  force.  The  direction  of  the  electro- 
motive forces  developed  in  the  coil  sides  are  such  that  these 
emf.'s  are  additive. 

The  electromotive  force  in  volts  generated  by  a  single  conductor 
which  cuts  a  magnetic  field  is 

e  =  BlvlO-^  (93) 

where  B,  I  and  v  are  mutually  perpendicular. 

B  is  the  flux  density  of  the  field  in  gausseH,  I  the  length  of 
conductor  in  centimeters,  and  i<  the  velocity  of  the  conductor 
in  centimeters  per  second. 

That  the  electromotive  force  induced  by  a  change  of  the  flux 
linked  with  a  coil  is  the  same  as  that  obtained  by  considering 
the  emf.'s  generated  by  the  cutting  of  magnetic  lines  by  the  con- 
ductor which  make  up  the  coil  may  be  illustrated  by  a  concrete 
example.  Let  the  ilux  have  a  density  of  100  lines  per  sq.  cm.. 
Fig.  186.  The  distance  ab  is  30  cm.  and  aa'  is  20  cm.  The  con- 
ductor aft  moves  uniformly  to  position  a'b'  in  0.1  second.  What  is 
the  electromotive  force  across  ce? 

The  change  of  flux  linking  the  coil  is: 

«  =  30  X  20  X  100  =  60,000  lines. 

This  change  occurs  in  0.1  second. 

I  Then  by  etjualion  (74),  page  185 
^  _  ,  60,000  , 


^  =  1  ^""    10-1  =  0006  yoit. 
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Applying  equation  (93), 

e;  =  ^  =  200  cm. /sec. 

e  =  100  X  30  X  200  X  lO-^  =  0.006  volt. 

It  will  be  seen  that  the  same  result  is  obtained  whether  the 
electromotive  force  is  considered  as  being  generated 'by  the  con- 
conductor  itself  cutting  the  field  or  whether  it  is  considered  as 
being  induced  by  the  change  in  flux  linking  the  coil. 

163.  Direction  of  Induced  Electromotive  Force.  Fleming's 
Right-hand  Rule. — A  definite  relation  exists  between  the  direc- 
tion of  the  flux,  the  direction  of  motion  of  the  conductor  and  the 


Fore  finger  along  linos  of  force.     Thumb  in  direction  of  motion.     Middle  finger 

gives  direction  of  induced  emf. 

Fig.   187. — Fleming's  right-hand  rule. 

direction  of  the  electromotive  force  in  the  conductor  just  as 
a  definite  relation  exists  between  the  direction  of  current  and 
of  the  flux  which  it  produces. 

A  very  convenient  method  for  determining  this  relation  is  the 
Fleming  right-hand  rule.  In  this  rule  the  fingers  of  the  right  hand 
are  utilized  as  follows: 

Set  the  fore-finger,  the  thumb,  and  the  middle  finger  of  the 
right  hand  at  right  angles  to  one  another  (Fig.  187).  If  the 
fore-finger  points  along  the  lines  of  flux  and  the  thumb  in  the  direc- 
tion of  motion  of  the  conductor j  the  middle  finger  will  point,  in  the 
direction  of  the  induced  electromotive  force. 

This  rule  is  illustrated  by  Fig.  187. 
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1S4.  Voltage  Generated  by  the  Revolution  of  a  CoiL^A 
coil  of  a  single  turn  is  shown  in  Fig.  188  (a).  The  coil  rotates 
in  a  counter-clockwise  direction  at  a.  uniform  speed  in  a  uniform 
magnetic  field.  As  the  coil  assumes  successive  positions,  the 
electromotive  force  induced  in  it  changes.  When  it  is  in  position 
(1)  the  electromotive  force  generated  is  zero,  for  in  this  posi- 
tion neither  conductor  ia  cutting  magnetic  lines,  but  rather  ia 
moving  parallel  to  these  lines.  When  the  coil  reaches  position 
(2),  (shown  dotted)  its  conductors  are  cutting  across  the  lines 
obliquely   and   the  electromotive  force  has  a   value  indicated 
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at  (2)  in  Fig.  188  (6).  When  the  coil  reaches  position  (3)  the 
conductors  are  cutting  the  lines  perpendicularly  and  are  therefore 
cutting  at  the  maximum  possible  rate.  Hence  the  electromotive 
force  is  a  maximum  when  the  coil  is  in  this  position.  At  position 
(4)  the  electromotive  force  is  less,  due  to  a  lesser  rate  of  cutting. 
At  position  (5)  no  lines  are  being  cut  and  as  in  (1)  there  is  no 
electromotive  force.  In  position  (6)  the  direction  of  the  electro- 
motive force  in  the  conductors  will  have  reversed  as  each  con- 
ductor is  under  a  pole  of  opposite  sign  to  that  for  positions  (1 ) 
to  (5).  The  electromotive  force  increases  to  a  negative  maximum 
at  (7)  and  then  decreases  until  the  coil  again  reaches  position 
(1).     After  this  the  coil  merely  repeats  the  cycle. 

This  induced  electromotive  force  is  alternating  and  an  emf. 
varying  in  the  manner  shown  is  called  a  sine  wave  of  electro- 
motive force.  This  alternating  electromotive  force  may  be 
impressed  on  an  external  circuit  by  means  of  two  slip  rings, 
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Fig.  189.  Each  ring  is  continuous  and  insulated  from  th( 
ring  and  from  the  shaft.  A  metal  or  a  carbon  brush  re 
each  ring  and  conducts  the  current  from  the  coil  to  the  es 
circuit. 

If  a  direct  current  is  desired,  that  is,  one  whose  direc 
always  the  same,  such  rings  cannot  be  used.  A  direct  c 
must  always  flow  into  the  external  circuit  in  the  same  dit 


To  External  Circuit 
Fig.  189. — Current  taken  from  rotating  coil  by  means  of  slip-ring 

As  the  coil  current  must  necessarily  be  alternating,  sin 
emf.  whieh  produces  it  is  alternating  as  has  just  been  s 
this  current  must  be  rectified  before  it  is  allowed  to  ent 
external  circuit.  This  rectification  can  be  accomplish^ 
using  a  split  ring  such  as  is  shown  in  Fig.  190.  Instead  of 
two  rings,  as  in  Fig.  189,  one  ring  only  is  used.     This  ij 


Fig.   190. — Rectifying  effect  of  a  split  ring  or  commutater. 

by  saw  cuts  at  two  points  diametrically  opposite  each  o 
The  two  ends  of  the  coil  are  connected  one  to  each  of  the  seel 
or  segments  so  produced. 

A  careful  consideration  of  Fig.  190  will  show  that,  as  thed 
tion  of  the  current  in  the  coil  reverses,  its  connections  to 
external   circuit   are  simultaneously  reversed.     Therefore, 


THE  GENERATOR 


direction  of  flow  of  the  current  in  the  external  circuit  is  not 
changed.  The  brushes  pass  over  the  euts  in  the  ring  when  the 
coil  is  perpendicular  to  the  magnetic  field  or  when  it  ia  in  the  so- 
called  neutral  plane  and  is  generating  no  voltage,  as  shown  in 
Fig.  188.     These  neutral  points  are  marked  0-0-0  in  Fig.  190  {h). 

By  comparing  Fig.  188  (6)  with  Fig.  190  (6)  it  will  be  seen  that 
the  negative  half  of  the  wave  has  been  reversed  and  so  made 
positive. 

A  voltage  with  a  zero  value  twice  in  each  cycle,  as  shown 
in  Fig.  190,  could  not  be  used  commercially  for  direct  current 
service.     AIbo  a  single  coil  machine  would  have  a  small  output 


the  clpptro- 


'or  its  size  and  weight.     The  electromotive  force  wave  of  Fig. 

iSO  may  be  improved  upon  by  the  use  of  two  coils  and  four  com- 

"lutator  segments.  Fig,  191.     This  gives  an  open  circuit  type  of 

^''mding,  since  it  is  impossible  to  start  at  any  one  commutator 

Jment  and  return  to  this  segment  again  by  following  through 

^G   entire   winding.     In   this  particular  arrangement   the  full 

ectroniotive  force  generated  in  each  coil  ia  not  utilized,  as  one 

*il  passes  out  of  contact  with  the  brushes  at  points  a,  «,  a,  Fig. 

li(i),  and  the  voltage  shown  by  the  dotted  hne-s  is  notutiUzed.— 
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166.  Gramme'  Ring  Winding-^This  type  of  winding  in  its 
elementary  form,  Fig.  192,  consists  of  insulated  wire  wound 
spirally  around  a  ring  (or  hollow  cylinder  of  iron)   with  taps 

I  taken  from  the  wire  at  regular  intervals  and  connected  to  com- 
mutator segments.     This  winding  is  simple,  and  has  the  advan- 

I  tage  that  a  single  winding  is  adapted  to  any  number  of  poles, 
if  the  voltage  limitations  do  not  prevent.  The  portions  of  the 
conductors  which  lie  inside  the  ring  cut  no  flux  and  act  merely 
as  connectors  for  the  active  portions  of  the  conductors.  Because 
of  the  small  proportion  of  active  conductors  a  relatively  large 
amount  of  copper  is  required  in  such  a  winding.     In   small 
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machines,  there  is  not  sufficient  room  to  carry  these  inactive 
conductors  back  through  the  armature  core.  In  a  gramme  ring 
winding  formed  coils  cannot  be  used  and  this  makes  the  winding 
expensive.  This  type  of  winding  has  a  high  inductance,  which 
renders  good  commutation  difficult. 

It  will  be  noted  that  the  electromotive  force  between  brushes 
in  a  gramme  ring  winding  is  the  sum  of  the  electromotive  forces 
of  all  the  coils  that  lie  between  brushes.  When  one  coil  passes 
a  brush  another  moves  forward  to  take  its  place.  Pig.  193  shows 
the  electromotive  force  between  brushes  due  to  four  coils,  it 
being  assumed  that  the  voltage  curve  for  each  is  a  sine  wave. 
The  electromotive  force  of  each  coil  is  plotted  sejjarately.  These 
electromotive  forces  do  not  all  have  their  zero  value  'at  the  same 
time  nor  do  they  reach  their  maximum  value  at  the  same  time 
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oiring  to  the  poEitions  of  the  individual  coils.  The  resultant 
electromotive  force  at  any  point  is  the  sum  at  this  point  of 
these  individual  electromotive  forces.  This  voltage  should  be 
compared  with  the  electromotive  force  obtained  with  the  open 
coil  winding  shown  in  Fig.  191,  in  which  the  resultant  electromo- 
tive force  does  not  equal  the  sum  of  the  individual  electromotive 
forces  but  is  made  up  of  the  successive  tops  of  the  individual 
waves.  It  will  be  noted  that  a  fairly  smooth  resultant  electro- 
motive force  is  obtained  with  four  coils,  the  "ripples"  being 
noticeable  but  comparatively  small  in  magnitude. 
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A  gramme  ring  winding  is  called  a  dosed  winding,  since  it  is 
possible  to  start  at  any  one  point  in  the  winding  and  return  to 
the  same  point  again  by  passing  continuously  through  the 
winding. 

166.  Drum  Winding. — The  objections  to  the  ring  winding  are 
overcome  by  the  use  of  the  drum  winding.  The  conductors 
of  this  winding  all  lie  upon  the  surface  of  the  armature  and  are 
connected  to  one  another  by  front  and  back  connections  or  coil 
ends  {ad  and  be,  Fig.  194,  are  coil  ends).  With  the  exception 
of  these  end  connections,  all  the  armature  copper  is  "active," 
that  is,  it  cuts  flux  and  so  is  active  in  generating  electromotive 
force. 

The  sides  of  each  coil  should  be  about  one  pole  pitch  {the 
distance  between  centers  of  adjacent  poles)  apart.  If  one  con- 
ductor is  under  a  north  pole,  the  other  is  then  under  a  south  pole, 
and  as  both  move  in  the  same  direction,  but  under  different  poles, 
the  electromotive  forces  of  these  two  conductors  will  be  in  op- 
posite directions.  Fig.  194.  Due  to  the  manner  in  which  these 
conductors  are  connected  at  their  ends,  the  electromotive  forces 
in  the  individual  coila  are  additive. 
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la  most  gramme  rinfic  windings,  and  in  tlic  earlier  dnim-wounil 

machines,  the  surface  of  the  armature  core  was  smooth.     The 

^^^   conductors  were  held  in  position  partly  by  projecting  pins,  and 

^^K  were  prevented  by  binding  wires  from  flying  out  under  the  action 

^^Hof  centrifugal  force.     The  smooth  core  construction   has  beeo 

^^F superseded  by  the  "iron-clad"  tjpe  where  the  conductors  are 

embedded  in  slots  as  indicated  in  Fig.  197.     The  slots  are  lined 

with  insulation  and  the  conductors  are  held  in  6rmly  by  wooden 

or  non-conducting  wedges  in  the  larger  machines  (see  Fig.  224), 

I  and  by  binding  wires  in  the  smaller  types  (see  Fig.  214).     These 

Fiu.  19 

core  armature  type  and  they  also  permit  a  much  shorter  air 
gap.  On  the  other  hand,  as  the  coils  are  embedded  in  iron,  they 
have  a  high  inductance.  This  makes  commutation  more  difficult 
and  the  flux  pulsations  due  to  the  armature  teeth  give  pole  face 
and  tooth  losses. 

167.  Lap  Winding,— Direct  current  armatures  are  usually 
wound  with  former-made  coils,  Fig.  195.  These  coils  are  usually 
wound  on  machines  with  tfte  necessary  number  of  turns,  and 
are  then  wound  with  cotton  or  mica  tape.  They  are  then  bent 
into  proper  shape  by  another  machine.  The  two  en<is  are  left 
bare  so  that  later  they  may  be  soldered,  to  the  commutator  bars. 
The  span  of  the  coil,  called  the  coil  pitch,  should  be  equal  or  nearly 
equal  to  the  pole  pitch,  so  that  when  one  side  of  a  coil  is  under  8 
north  pole  the  other  is  under  a  south  pole.  This  span  may  be  as 
low  as  nine-tenths  the  pole  pitch,  in  which  case  a  fractional 
pilch  winding  results. 
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Usually  two  coil  sides  occupy  one  slot,  one  coil  side  lying  at  the 
top  and  the  other  at  the  bottom  of  the  slot.     That  is,  if  the  side 
of  one  coil  is  in  the  bottom  of  a  slot,  its  opposite  side  lies  in  the 
top  of  some  other  slot.     This  allows  the  end  coimectioUH  to  be 
easily  made  as  the  coil  ends  can  be  bent  around  one  another  in 
a  systematic  manner,  passing  from  the  bottom  to  the  top  layer  by 
means  of  the  peculiar  twist  in  the  ends  of  the  coils. 

'^ 

(■) 

/ — o 

AArmatureCoil  /           — 

' 

Fig.   196.— Fo 

The  bundle  of  wires  constit 
196),  of  a  coil  will  be  terme< 
consist  of  one  or  of  several  t 
there  are  several  turns,  they 
wiring  diagram,  as  indicated 
be  twice  as  many  of  these  e 
number  of  elements  that  the 
armature  is  the  back  pitch  of  tl 
yb.     This  back  pitch  is  obtain 
The  number  of  elementa  spam 

med  urmuture  roil». 

uting  one  side,  ab  (Figs.  194  and 
1  a  winding  element.     This  may 
irns  taped  together.     Even  when 
will  be  shown  as  one  turn  in  the 
n  Fig.  196.     Obviously  there  wil 
ements  as  there  are  coils.     The 
coil  advances  on  the  back  of  the 
e  winding  and  will  be  denoted  b; 
>d  by  the  connection  fie,  Fig.  194 
ed  on  the  commutator  end  of  the 
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armature  is  called  the  front  pitch  and  will  be  designated  by  j//. 
This  may  be  greater  or  less  than  the  back  pitch  but  not  eqtial  to 
it.  If  it  be  greater,  the  winding  is  retrogressive,  and  if  it  be  less, 
the  winding  is  progressive.  This  is  illustrated  in  Figs.  197  and 
198.  Conductor  1  is  connected  on  the  back  of  the  armature  to 
conductor  10.  Therefore,  the  back  pitch  yj,  =  9.  Conductor 
10  is  then  connected  back  to  3  on  the  front  of  the  armature, 
the    connection    being    made  .  at    the    commutator    segment. 


Windinff 
Element^ 


Winding^ 
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Fig.  196. — Single  coil  representing  a  3-turn  coil  of  an  armature  winding. 


Therefore,   the  front  pitch  i//  =  7.     This  winding  is  therefore 
progressive. 

As  most  windings  are  now  made  in  two  layers,  only  two-layer 
windings  will  be  considered.  The  conductors  or  elements  lying 
in  the  top  of  the  slots  will  be  given  odd  numbers  and  those  in  the 
bottom  of  the  slots  even  numbers.  Fig.  197.  As  one  side  of  a 
coil  lies  in  the  bottom  of  a  slot  and  the  other  side  in  the  top  of  a 
slot,  obviously  t/6  and  i//  must  both  be  odd.  Further,  if. they  were 
both  even,  all  the  conductors  could  lie  only  in  tMker  the  odd  or 
the  even  slots  but  could  not  he  in  both.  In  a  simplex  lap  winding 
having  two  elements  per  slot,  the  return  connection  cannot  be 
made  back  to  the  original  slot  but  it  must  always  lead  back  to 
a  slot  which  is  next  to  the  original  slot.  Thus,  in  Fig.  197,  the 
connection  is  from  the  top  conductor  1  to  conductor  10,  thence 
back  to  3,  t.6.,  to  the  top  of  the  next  slot.  Therefore,  the  front 
and  back  pitches  can  only  differ  from  each  other  by  2. 

That  is, 

2/6  =  J//  ±  2  (ftt) 
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Fio.  198.^ — Development  of  n  4-pole  lap  winding. 


The  +  sign  in  (94)  indicates  that  the  winding  is  progressive 
that  is,  progresses  in  a  clockwise  direction  when  viewed  from  the 
commutator  end.     The  —  sign  indicates  a  retrogressive  winding 
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whose  advance  is  in  a  counter-clockwise  direction  when  viewed 
from  the  commutator  end. 

It  will  be  seen  that  for  ever>'  coil  one  commutator  segment  is 
necessarj'.     Therefore,  the  number  of  commutator  s^ments 

V    =  V  =  ^ 

where  Z  is  the  total  number  of  iiiinding  elements  on  the  surface 
ot  the  armature  and  A^  is  the  number  of  coils. 

From  Figs.  197  and  198  it  will  be  seen  that  the  winding  ad- 
vances one  commutator  segment  for  each  complete  turn. 

In  designing  a  winding  it  is  necessary  that  the  opposite  sides  of 
each  coil  lie  under  dilTerenJ  poles  so  that  the  two  electromotive 
forces  generated  in  the  coil  sides  may  be  additive.  Hence  the 
average  pitch  should  be  nearly  equal  to  the  number  of  elements 
per  pole. 

The  three  fundamental  conditions  to  be  fulfilled  by  a  lap 
winding  are : 

(1)  The  pitch  must  be  such  that  the  opposite  sides  of  the  coil 
lie  under  unlike  poles. 

(2)  The  winding  must  include  each  element  once  and  only 
once. 

(3)  The  winding  must  be  re-entrant  or  must  close  on  itself. 

Example. — Assume  that  the  armature  of  a  4-pole  machine  has  18  slots. 
Design  a  two-layer  lap  winding  having  two  elements  per  slot. 

There  are  36  elements.    The  average  pitch  should  be  nearly  equal  to 
.    =  9.     The  back  pitch  can  be  made  equal  to  9. 

2/6  =  9        2//  =  7 

Starting  at  1,  the  winding  will  progress  as  follows: 

1-10-3-12-5-14-7-16^9-18-11-20-13-22-15^24-17-26-19 

28-21-30-23-32-25-34-27-3&-29-2-31-4-^3-&-35^8-l . 

•  ■ 

The  above  is  called  a  wirding  table.  It  is  very  useful  in  check- 
ing the  winding.  By  proper  checking  it  may  be  seen  that  each 
conductor  is  included  once  and  only  once  and  that  the  winding 
closes  at  the  same  conductor,  1  in  this  case,  at  whichit  began.  The 
winding  is  shown  in  Fig.  198  as  if  it  were  split  axially  and  rolled 
out  Hat.     It  will  be  noted  that  the  brushes  rest  on  segments  to 
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which  are  connected  elements  which  He  midway  l)etween 
poles,  as  11  and  19,  for  example. 

168.  Lap  Winding— Several  Coil  Sides  per  Slot.— In  the  lai 
sizes  of  machines  it  is  oft«n  necessarj'  to  place  several  coil  sides 
or  elements  in  one  slot,  usually  4,  6,  or  8.  More  than  eight  coil 
sides  per  slot  are  rarely  used.  The  reason  for  placing  several 
coil  sides  in  a  slot  is  as  follows:  If  two  elements  per  slot  were 
used,  one  in  the  top  layer  and  one  it  the  bottom  la>-er,  a  large 
number  of  slots  would  be  necessary.  This  would  reduce  the 
size  of  the  slots  and  make  the  space  factor  (ratio  of  the  copper 
cross-section  to  the  slot  cross-section)  low.  Also  the  tooth  roots 
would  be  so  narrow  that  the  teeth  would  be  mechanically  weak. 
By  placing  several  elements  in  each  slot  the  number  of  slots  is 
reduced  and  larger  slots  result.  This  also  reduces  the  cost  of 
winding. 

Coils  made  up  from  several  individual  coils  are  shown  in  Fig. 
195.  The  two  or  three  coils  are  taped  as  one  and  are  placed 
in  the  slots  as  a  unit.  A  careful  examination  of  the  armature 
of  Fig,  214  shows  four  wires  running  from  each  coil  side  to  the 
commutator,  indicating  a  quadruple  coil. 

The  numbering  and  connections  of  the  conductors  are  in  no 
way  different  from  those  already  described  in  the  case  of  but  two 
coil  sides  per  slot. 

The  selection  of  the  pitch,  where  several  coil  sides  per  slot 
are  used,  is  more  restricted  than  it  is  with  two  elements  per  slot. 

Assume  that  a  6-pole  machine  has  72  slots  and  six  elements 

per  slot.     The  total  number  of  elements  on  the  armature  surface: 

Z  =  72  X  6  =  432 

The  pitch  should  be  approximately 
432 


Vf  =  69 

If  this  back  pitch  is  used  a  coil  must  reach  from  conductor  I 
to  conductor  72  (Fig.  199).  Then  the  next  coil  will  obviously 
reach  from  conductor  3  to  conductor  74.  These  two  coils,  there- 
^pr^,  span  different  distances  on  the  armature  and  sjccQvd&.v^J.'i 


rgei^H 
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f  must  have  different  spans,  as  a  study  of  Fig.  199  will  show.     M 

'practice  it  is  desirable  that  the  coils  be  all  the  same  when  pos-' 

ble,  and  further  it  should  be  possible  to  tape  all  three  coils  to- 

[  gether  and  place  them  in  the  slots  as  a  unit. 

If  in  the  above  case  yi,  =  73  and  j//  =  71,  the  coil  containing 
conductor  1  will  reach  from  the  upper  left-hand  side  of  slot  A  to 
t  the  lower  left-hand  side  of  slot  B,  that  is,  from  conductor  1  to 
I  conductor  74.  Conductor  3  will  reach  from  the  center  and  top 
I  of  slot  A  to  the  center  and  bottom  of  slot  fi,  and  conductor  5  will 
■   reach  from  the  upper  right-hand  side  of  slot  A  to  the  lower  right- 


)f  B  triple  coil. 


hand  side  of  slot  B.  As  all  three  coils  now  span  the  same  dis- 
tance on  the  armature,  they  will  be  equal  in  size,  form,  etc.  Mor^ 
over,  the  three  coils  can  be  taped  together  and  placed  in  the  two 
slots  as  a  unit.  Therefore,  if  three  coils  have  their  adjacent 
sides  in  the  top  of  one  slot,  their  other  sides  should  lie  together 
in  the  bottom  of  some  other  slot.  This  condition  is  obtained 
by  making  the  back  pitch  one  greater  than  a  multiple  of  the  num- 
ber of  coil  sides  or  elements  per  slot.  For  example,  in  the  illue- 
Itration  just  given,  yt,  is  equal  to  73,  one  greater  than  72,  72  being 
a  multiple  of  6. 
169.  Paths  through  an  Armature. — If  four  batteries,  each  hav- 
ing an  electromotive  force  of  2  volts  and  a  current  capacity  of 
10  amp.  be  connected  in  parallel,  Fig.  200  (a),  there  will  be 
four  paths  for  the  current  to  follow  in  going  through  the  batteries. 
The  voltage  of  the  combination  will  be  2  and  the  ampere  capac- 
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Ity  40,  making  a  total  power  capacity  of  80  watts.  If  now  these 
same  batteries  be  arranged  in  two  groups  of  two  in  series,  Fig, 
200  (6),  there  result  but  two  paths  for  the  current  to  follow,  but 
the  voltage  is  now  4  volts.  The  current  capacity  is  now  20  amp., 
and  the  power  capacity  is  4  X  20  =  80  watts,  its  previous  value. 
Similarly  the  conductors  in  an  armature  may  be  so  connected 
that  certain  groups  of  conductors  are  in  series.  These  groups 
may  then  be  so  connected  that  there  are  two  or  more  paths  in 
orallel.     To  determine  the  number  of  such  parallel  paths,  start 


at  one  of  the  machine  terminals,  as  for  instance,  the  negativSj 
and  see  how  many  different  paths  through  the  armature,  it  is 
possible  to  follow  in  order  to  reach  a  positive  terminal. 

The  simplest  arrangement  of  conductors  occurs  in  the  gramme 
ring  mnding.  Fig.  201  (a)  shows  a  winding  for  a  4-pole 
machine. 

Starting  at  the  (  — )  terminal,  one  path  may  be  followed  by 
going  to  brush  (a),  through  the  winding  at  (1)  to  brush  (d)  and  then 
to  the  (-f)  terminal. 

A  second  path  is  obtained  by  going  to  brush  (a),  then  through 
path  (2)  to  brush  (6)- and  then  to  the  (+)  terminal. 

A  third  path  is  obtained  by  going  to  brush  (c),  through  path  (3), 
then  through  brush  (b)  to  the  (-1-)  terminal. 

A  fourth  path  is  obtained  by  going  to  brush  (c),  through  path 

Ch  (d)  and  then  to  the  (-f-)  terminal. 
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This  makcB  four  separate  paths  between  the  {  — )  and  (+)  termi- 
nale,  these  paths  being  in  parallel. 

Assume  that  there  are  10  amp.  per  path  and  20  volts  be- 
tween brushes.  The  armature  may  be  considered  as  being  equi- 
valent to  four  batteries  connected  as  shown  in  Fig.  201  (6),  each 
battery  delivering  10  amp.  at  20  volts.  Battery  1  corresponds 
to  path  1,  battery  2  to  path  2.  etc. 


il. — Four  paths  in  parallel  throuKh 


It  will  be  seen  that  the  four  batteries  are  connected  in  parallel 
because  their  four  positive  terminals  and  their  four  negative  ter- 
minals are  respectively  connected  together.  TJie  total  current 
delivered  will  be  40  amp.  at  20  volts.  In  a  similar  manner 
each  path  in  the  ring  winding  will  deliver  10  amp.,  noaking 
20  amp.  per  brush  or  40  amp.  per  terminal.  The  potential 
difference  between  brushes  will  be  20  volts. 

TIh!  paths  through  a  drum  winding  are  not  as  easy  to  follow  as 
thoKt-  through  a  ling  winding.  Fig.  202  shows  the  IS-slot 
drum  winding  of  Fig.  198  developed  in  circular  form.  For  the 
sake  of  simplicity  two  paths  are  shown  with  heavy  lines,  one 
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from  brush  a  to  brush  b,  and  the  other  from  brush  c  to  brush  d. 
These  constitute  two  paths.  By  tratiing  through  the  lighter 
lines,  two  more  paths  may  be  found,  one  between  brushes  c  and 
b  and  the  other  between  brushes  a  and  d,  making  four  paths  in  all. 
In  all  simplex  lap  windings  there  are  as  many  paths  through  the 
armature  as  there  are  polen. 


Fig.   202.— He: 


(our  ijiirnlk'l  |)iith«  of  a  lap  winding. 


170.  Multiplex  Windings.— Fig.  203  shows  a  36-slot,  4- 
pole  winding,  in  which  every  alternate  slot  is  Jitled.  There  are 
two  conductors  per  slot.  The  back  pitch,  y^.is  17,  and  conductor 
1  connects  to  conductor  18  on  the  back  of  the  armature.  Con- 
ductor 18  then  connects  to  5  on  the  front  of  the  armature,  making 
the  fi-ont  pitch  y/  =  13.  Instead  of  returning  to  the  conductor 
differing  by  S  from  the  initial  conductor,  the  return  is  made  to 
a  conductor  differing  by  4  from  the  initial  conductor.  Conduc- 
tors 3  and  4  are  not  connected  to  this  winding.  Furthermore, 
only  alternate  commutator  segments  are  utilized.     It  will  be 
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~  seen  that  this  winding  closes  on  itself  after  going  once  around  the 
armature ijthat  is,  this  winding  is  re-entrant  and  is  in  itself  com- 
plete in  the  same  manner  aa  any  simplex  18-slot  winding.  (See 
Fig.  202.) 


FiQ,  20.1. — Duplei    doiili 


lap    winding—  mm   winding   only   beinc 


As  tliis  winding^only  uses  every  alternate  slot,  another  winding, 
the  duplicate  of  this  one,  can.  be  placed  in  the  vacant  slots,  this 
new  winding  having  the  same  front  and  back  pitch  as  the  other, 
and  being  connected  to  the  commutator  segments  not  utiliwd 
by  the  other.  Tliis  winding  will  also  close  on  itself,  and  is,  there* 
fore,  re-entrant. 

These  two  windings  are  separate  and  are  insulated  from  each 
other  on  the  armature,  hut  are  tied  together  electrically  by  the 
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span  of  the  carbon  brushes  on  the  commutator,  This  condition 
is  perhaps  more  clearly  shown  in  the  simple  gramme  ring  winding 
of  Fig.  204  (a),  where  one  winding  is  in  solid  lines  and  the  other  in 
dotted  lines.  These  two  windings  are  in  parallel,  so  that  the 
number  of  paths  is  now  twice  what  it  would  be  in  a  simplex  lap 
winding.  As  each  of  the  two  windings  closes  on  itself,  the  wind- 
ing is  said  to  be  doubly  re-entrant.  It  is  necessary  with  this 
type  of  winding  that  the  brush  span  at  least  two  commutator 
segments. 


When  there  are  two  such  windings  in  parallel,  the  winding 
is  said  to  be  duplex.  Therefore,  this  is  a  doubly  re-entrant 
duplex  winding.  Obviously,  three  or  more  such  windings  can 
be  placed  on  an  armature,  making  the  winding  triplex,  quad- 
tuplex,  etc.,  the  number  of  such  windings  being  called  the 
multiplicity  of  the  winding. 

Let  m  =  the  multiplicity  of  the  winding. 

The  number  of  paths  p'  in  a  lap  winding  is 

v'  -  ^V  {96) 

where  p  is  the  number  of  poles. 

The  relation  of  the  back  and  the  front  pitch  becomes 


L 


Vb  =  y/  ±  2m 
This  should  be  compared  with  equation  (94)  where  ri 


(97) 
.  1, 


[  236  DIRECT  CURRENTS 

If  the  number  of  coils,  Fig.  203,  be  odd,  that  is,  if  there  are 
[  35  or  37  coils  or  commutator  segments,  the  winding  will  not 
close  after  having  gone  once  around  the  armature,  but  will  return 
one  slot,  or  two  conductors,  to  the  right  or  to  the  left  of  the  one 
at  which  it  started.  (If  there  are  more  than  four  elements 
.  per  slot  the  winding  may  return  to  the  same  slot  at  which  it 
started,  but  removed  by  two  conductors  from  the  conductor  at 
which  it  started.)  Therefore,  this  winding  does  not  close  or 
become  re-entrant,  after  having  passed  once  aroimd  the  armature, 
but  must  pass  around  once  again  before  closing.  This  is  il- 
lustrated in  Fig.  204  (fc).     The  initial  winding  starts  at  a.     After 


passing  once  around  the  ring  armature  it  does  not  close  at  a  as 
does  the  winding  in  Fig.  204  (a),  but  terminates  at  b,  one  con- 
ductor removed  from  a.  The  second  winding,  shown  dotted, 
starts  at  b  and  after  passing  once  around  the  armature,  closes  at  a. 
Although  this  winding  passes  around  the"  armature  twice,  it 
only  closes  once,  so  is  said  to  be  singly  re-entrant,  Therefore, 
this  constitutes  a  singly  re-enlrant  duplex  winding.  The  two 
windings  are  the  same  electrically.  Their  difference  is  best 
illustrated  by  the  two  simple  diagrams  of  Fig.  205. 

171.  Equalizing  Connections  In  Lap  Windings.^ — Lap  windings 
may  consist  of  several  paths  in  parallel,  the  parallel  connectiooa 
being  made  through  the  brushes.  If  several  batteries  are  con- 
nected in  parallel  and  their  einf.'s  are  not  equal,  currents  circulate 
among  the  batteries,  even  when  no  external  load  is  being  sup- 
plied. This  means  a  constant  loss  of  energ>"  which  heats  the 
batteries. 
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This  same  condition  exists  in  generator  armatures.  Because 
of  very  slight  inequalities  in  the  air  gap,  due  to  the  wearing] 
of  the  bearings,  lack  of  mechanical  alignment,  etc.,  there  may  bfffl 
slight  differences  of  electromotive  force  in  the  different  pathsfl 
through  the  armature.  These  differences  of  emf.  will  cause! 
currents  to  flow  between  different  points  in  the  armature,'] 
and  these  currents  must  flow  through  the  brushes  even  when  no  ^ 
current  is  being  dehvered  by  the  generator.  To  relieve  the  i 
brushes  of   this  extra   current,  several  points  in  the  armature 


which  are  simultancoUBly  at  equal  potentials  are  connected 
together  by  heavy  coppt^r  bars.  This  allows  these  circulating  j 
currents  to  flow  from  one  point  in  the  armature  to  another  with-  | 
out  passing  through  the  brushes.  To  make  these  equalizer 
connections,  the  number  of  coils  should  be  a  multiple  of  the 
number  of  poles,  and  the  coils  per  pole  should  be  divisible  by 
some  small  number  as  2  or  3. 

As  an  example,  assume  an  8-pole  generator  having  12  slots 
per  pole  and  two  coil  sides  per  slot.  There  will  be  96  slots  and 
192  coil  sides.  The  number  of  coil  sides  per  pole  will  be  24. 
Let  ^  =  25  and  y;  —  23.  A  portion  of  this  winding  is  shown  in 
Fig.  206.  It  will  he  noted  that  every  fourth  coil  is  connected 
to  an  equalizing  connection.  The  coils  that  are  connected  to 
the  same  equalizing  connection  occupy  the  same  positions 
relative  to  the  poles.  {See  the  two  coils  drawn  with  heavy  lines.) 
This  is  necessary  as  such  coils  should  be  generatuv^ Wve  sw-tor 


1 
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voltage  at  every  instant.     It  will  be  noted  ic  Fig.  20ft  ^ittt 
two  segments   under  the   two   positive  brushes  are  connected 

together  by  an  equalizing  connection. 
Thf'on^fifally,  fvi'iy  ciiil  sliould  be  connected  to  an  equalizing 
connection,  but  as  this  would 
require  an  undue  number  of 
.'^uch    connections,  it  is  suf- 
ficipnt,  practically,  to  connect 
f'vory    third    or  fourth   coil. 
Thi.=   is   the  reason  that  lie 
luinil^ier  of  coils  per  pole  should 
be  divisible  bya  small  number 
s  2,  3  or  4.    Fig.  207  shows 
lurge  direct-current  anna- 
/with  the  equalizer  con- 
ations at  the  back  of  the 
)fr  mature. 

172.  Wave  Wnding.— It 
has  been  shown  that  in  the 
case  of  the  lap  winding  a  con- 

Iront  armature  nith  equalizer  ririea.       ductor  under  one  pole  la  Con- 
nected directly  to  a  conductor 
wliicb    occupies    a    nearly     corresponding   position   under  the 
; 


hext  pole.  This  second  conductor  is  then  connected  iwci 
again  to  a  conductor  under  the  original  pole,  but  removed 
two  or    more   conductors  from  the  initial  conductor.     This  is 


^^ 


/ 


(a)  Lap  Winding  W   Wove  W  mdine 

FiQ,  208. — Lap  and  wave  windings. 

shown  in  Fig.  208  {a),  where  conductor  ab  under  a  north  polf 
is  connected  to  conductor  erf  having  a  corresponding  position 
under  the  next  south  pole.  Conductor  cd  is  then  conneclol 
to  e/  which  is  adjacent  to   ab  under  the  original  north  pole. 
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Obviously  it  would  make  no  difference  as  far  as  direction  of 
induced  emf.  in  the  winding  is  concerned  if  the  connection,  in- 
stead of  returning  back  to  the  same  north  pole,  advanced  jor- 
ward  to  the  next  north  pole,  as  shown  in  Fig.  208  (6).  .When 
the  connection  is  so  made,  the  winding  passes  successively  every 
north  and  south  pole  before  it  returns  again  to  the  original  pole, 
as  shown  at  a'b'  in  Fig.  208  (b).  The  winding  after  passing  once 
around  the  armature  reaches  conductor  a'b'  lying  under  the  same 
pole  as  the  initial  conductor  ah.  When  a  winding  advances  from 
pole  to  pole  in  this  manner,  it  is  called  a  wave  winding.  The 
number  of  units  spanned  Ijy  the  end  connections  on  the  back  of 
the  armature  is  called  the  back  pitch  and  is  denoted  by  j/t  in 
Fig.  208  (6).  This  is  similar  to  the  corresponding  terra  in  the 
lap  winding  shown  in  Fig.  208(a).  The  number  of  elements 
which  the  end  connections  span  on  the  commutator  end  of  the 
armature  is  the  front  pitch  and  is  denoted  by  y/.  This  should 
also  be  compared  with  Fig.  208  (a).  As  in  the  lap  winding,  yj 
and  j/fc  must  both  be  odd  in  order  that  one  side  of  a  coil  may  lie 
in  the  top  of  a  slot  and  the  other  side  in  the  bottom  of  a  slot. 
Unlike  the  lap  winding,  j//  may  equal  yi,  in  the  wave  winding. 

The  above  ia  illustrated  as  follows: 

A  certain  wave  winding  may  have  a  back  pitch  of  23  and  a 
front  pitch  of  19.     The  average  pitch 

Likewise  both  the  front  and  the  back  pitch  may  each  be  21 
making  the  average  pitch  21. 
In  any  event,  the  average  pitch 

^^Kr        y  may  be  either  even  or  odd. 

When  the  winding  viewed  from  the  commutator  end  falls 
in  a  slot  to  the  left  of  its  starting  point  as  a'b',  Figs,  208(b}  and 
209  (a),  after  passing  once  around  the  armature,  the  winding 
is  retrogressive.  If,  on  the  other  hand,  it  falls  to  the  right  of  its 
starting  point,  as  shown  in  Fig.  209  (b),  it  is  progressive. 

The  wave  winding  is  much  more  restricted  in  its  relation  to  the 
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number  of  slots  and  coils  than  is  the  lap  winding,  for  the  following 
reason.  In  a  simplex  wave  winding,  after  having  passed  once 
around  the  armature,  the  winding  must  fall  two  conductors  cither 
to  the  right  or  to  the  left  of  the  conductor  at  which  it  started. 
Thus  in  Fig.  209  (a),  if  there  are  two  conductors  per  slot  and 
conductor  ab  lies  in  the  bottom  of  one  slot,  conductor  a'6'must 
lie  in  the  bottom  of  the  slot  next  to  ab.  As  there  are  two  coil 
sides  in  each  slot,  this  means  that  conductors  ab  and  a'b'  will 
differ  from  each  other  by  2. 


(a)  Retrogressive  wave  winding — 34  (6)   Progressive  wave  winding — 32 

commutator  segments.  commutat{)r  segments. 

Fig.  209. 

Let  y  be  the  average  pitch.  Assume  that  the  winding  closes 
after  passing  once  around  the  armature,  which,  of  course,  it  should 
not  do  as  this  would  constitute  a  short-circuit.     Then: 

py  ==  Z 

where  p  is  the  number  ot  poles  and  Z  the  number  of  coil  sides  or 
elements.  But  the  winding  must  not  close  after  passing  once 
around.  In  fact,  it  must  not  close  until  every  slot  is  filled. 
Therefore,  after  passing  once  around  the  armature,  the  product 
py  cannot  equal  Z  but  must  be  Z  ±  2,     That  is: 

py  =  Z  ±2 
or 

Z  ±2 

V 

The  +  sign  indicates  a  progressive  winding  and  the  —  sign  a  retro- 
gressive  winding. 


V  = 


(99^. 
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Ab  an  illustration,  assume  that  a  4-poIe  armature  has  63  slots 
and  four  conductors  per  slot,  making  252  winding  elements.  Let 
the  average  pitch  be  63,  the  front  and  back  pitch  both  being 
63.  As  in  the  lap  winding  diagrams,  a  single-turn  coil  will  be 
used  to  represent  a  coil  having  several  turns,  as  indicated  in  Fig. 
210.  Starting  at  conductor  1,  the  winding  will  advance  as  follows: 
l-64-127-190-(253  or  1) 

That  is,  the  winding  will  close  on  itself  after  going  once  around 
the  armature,  which  condition  constitutes  a  short  circuit  and 


1 
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Fii.  210. — Sirif(lp-turQ    coil    rt;ijre»i!ii(iiig    ii    i!-lurii    coil    ini    winding    diagram. 

makes  the  winding  impossible.  (The  method  by  which  a  winding 
may  be  placed  in  these  slots  will  be  shown  later.)  Therefore,  a 
wave  winding  is  impossible  in  a  4-poIe  machine  if  252  winding 
elements  are  to  be  included. 

Let  A'c  be  the  number  of  commutator  segments,  which  is  also 
the  number  of  coils. 

N,  =  Z/2,     Z  =  2A'. 
Let  Pi  =  pairs  of  poles  =  p/2  p  =  2pi 

^^H  Substituting  in  equation  (99) 
^H  2iVc  +  2 

^^  N.  =  P,y±l  (100) 

If  pi  is  odd  and  y  is  odd,  the  product  piy  is  odd,  as  the  pro<hict  of 
two  odd  numbers  is  always  odd.  Adding  or  substracting  unity 
makes  Nc  even. 

Therefore,  with  a  wave  winding  whose  average  pitch  is  odd  and 
having  6,  10,  14  poles,  or  3,  5,  7  pairs  of  poles,  the  number  of  com- 
mutator segments  and  coils  must  each  be  even.  If  the  average 
pitch  is  even  the  number  of  commutator  segments  and  coils 
must  each  be  odd. 
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On  the  other  hand,  if  pi  is  even,  corresponding  to  4,  8,  or  12 
poles,  the  product  j),y  is  even,  so  that  Nc  must  be  odd.  The  ap- 
plication of  equation  (100)  is  illustrated  in  Fig.  209.  There  are 
6  poles  and  the  avexage  pitch,  y,  is  11.  Appljing  equation  (100), 
A-,  =  3  X  11  +  1  =  34;  iV,  =  3  X  11  -  1  =  32,  The  34  seg- 
ments are  shown  in  (a),  Fig.  208,  which  gives  a  retrogressive 
winding,  and  the  32  are  shown  in  (b),  which  gives  a  progressive 
winding.     N^  is  even  in  either  case. 

This  is  another  iimitation  of  the  wave  winding  and  shows 
why  the  252-eonductor  (126-coU}  winding  just  considered  is  im- 
possible. The  number  of  coils  must  be  odd  in  a  4-pole  winding. 
However,  if  one  coil  were  omitted,  making  250  elements,  the 
winding  would  progress  as  follows: 

l-64-127-190-(253or3) 

-66-129-192-5,  etc. 

That  ia,  the  winding  would  advance  by  two  conductors  after  each 

passage  around  the  armature,  which  condition  makes  the  winding 

possible.     This,  of  course,red"UceBthenumber  of  commutator  seg- 


ments and  coils  from  126  to  125,  an  odd  number.  If,  in  this  case, 
the  armature  stampings  were  standard,  having  126  slots,  the 
winding  would  be  possible  by  omitting  one  coil.  This  coil 
would  be  inserted  in  the  slots  just  the  same  as  the  other  coilsi 
except  that  its  ends  would  not  be  connected  to  the  commutator 
Begments  but  would  be  taped  and  thus  insulated  from  the  main 
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winding.  The  coil  would  serve  oiily  as  a  filler,  and  is  called  a 
"dummy  coil."  In  this  case  there  would  be  a  slight  "creeping" 
of  the  winding  with  respect  to  the  commutator,  as  shown  in  Fig. 
211.     This  is  called  a  forced  winding. 

If  the  coils  used  in  a  wave  winding  consist  of  more  than  ooft] 
turn,  they  will  have  the  ends  brought  out  and  connected  in  th< 
manner  shown  in  Fig.  195  {h)  and  in  Fig.  210. 

173.  Number  of  Bnishes.^Fig.  212  shows  the  beginning  of  a 
wave  winding,  which  begins  at  positive  brush  a  and  advances 


once  around  the  armature.  This  is  a  6-poIe  winding  in  a  machine 
having  44  commutator  segments.  The  pitch  is  found  from 
equation  {100). 

44  =  3(/  +  1 


44  : 


15,  using  the  -f  sign. 


This  is  also  equal  to  the  number  of  commutator  segments  by 
which  the  winding  advances  per  -pair  of  poles,  or  each  time  that 
it  18  connected  to  the  commutator.  Therefore,  the  segment 
connections,  starting  with  1,  are  1-16-31-2-17,  etc.,  as  shown 
in    Fig.    212,     The    winding    ends    one    segment   beyond  the 
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starting  point  for  each  complete  passage  around  the  armai 
showing  that  the  correct  pitch  baa  been  chosen 

There  are  three  positive  brush  sets,  a,  b,  and  c,  and  also  three 
negative  brush  sets,  the  same  number  that  would  be  used  in  a 
lap  winding.  It  should  be  uoted  that  the  three  +  brushes,  a,  b, 
and  c  are  all  connected  together  directly  by  the  winding.  More^ 
over,  the  conductors  which  connect  these  three  brushes  all  lie 
between  the  poles  in  the  neutral  plane,  where  they  are  not  cutting 
any  magnetic  lines  and  are  for  the  instant,  therefore,  dead 
conductors.  Hence,  if  brushes  b  and  c  were  removed,  the  current 
could  easily  pass  through  the  armature  to  brush  a  and  thence  to 
the  external  circuit.  In  like  manner,  two  of  the  negative  brushes 
could  be  removed,  without  serious  disturbance.  It  is  desirable 
to  utilize  aU  six  brush  sets,  as  two  brush  sets  would  mean  a 
commut-ator  three  times  as  long  in  order  to  obtain  the  necessary 
brush  area. 

In  a  wave  winding  only  two  brushes  are  necessary,  Tegardleas  of 
the  number  of  poks,  although  it  -is  usually  desirable  to  use  the  same 
number  of  brttshes  as  poles. 

There  are  cases,  however,  where  it  is  desirable  to  use  only  two 
brushes.  The  best  example  is  in  railway  motors  where  it  would 
be  difficult  to  obtain  access  to  four  or  six  brushes,  By  means 
of  a  small  hand  hole  in  the  motor  casing,  it  is  a  comparatively 
simple  matter  to  reach  two  bmshes  located  on  the  top  of  the 
commutator.  . 

174.  Paths  through  a  Wave  Winding. — In  a  simplex  wave 
winding  there  are  always  two  parallel  paths,  regardless  of  ihv 
number  of  poles.  Fig.  213  shows  a  4-pole,  13-elot,  simplex  wave 
winding,  having  two  coil  sides  per  slot.  One  of  the  paths  ia  shown 
by  the  heavy  lines.  Approximately  half  the  winding  is  shown 
heavy,  the  other  half  constituting  the  other  path.  (The  coils 
short-circuited  by  the  brushes  are  not  included.)  A  wave  wind- 
ing may  be  duplex,  triplex,  or  have  any  degree  of  multiplicity 
just  as  the  lap  winding  may. 

The  paths  through  the  armature  depend  only  on  the  degree  of 
multiplicity  and  not  on  the  number  of  poles.  A  simplex  wave 
winding  always  has  two  paths,  a  duplex  winding  four  paths,  ett. 

It  is  interesting  to  compare  the  curront  and  voltage  of  an 
.armature  for  the  various  ways  of  connection.    Consider  a  6-pole 
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aiachiiie.     Whon  connected  as  a  simplex  lap  winding  let  Us  emf." 
be  300  volt6  and  the  armature  current  per  terminal  be  120  amp. 


of  two  parulkl  patliB  bIiuwi 


The  following  table  gives  the  values  of  current  and  emf.  obtain- 
able when  the  winding  is  changed,  the  total  number  of  armature 
conductorH  remaining  fixed. 


Path. 

Volts 

An,rH;r« 

K-. 

36 

VDuplcxIap 

12 

150 

240 

36 

Triplex  lap 

IS 

im 

360 

30 

Simplex  wave 

2 

900 

40 

3fl 

Duplex  wavp. 

i 

450 

80 

36 

^Tnplex  wave,   , 

6- 

300 

120 

38 

It  will  be  noted  lliiit  iu  this  particular  machine  the  triplex 
wave  winding  gives  the  same  result  as  the  simplex  lap  winding. 
The  kilowatt  capacity  is  not  affect«d  by  the  connection  used. 
The  above  relations  should  be  kept  in  mind  when  it  is  desired 
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)  change  a  machine  from  one  current  and  voltage  rating  to 
another.  This  may  often  be  done  by  merely  changing  the 
commutator  connections. 

176.  Uses  of  the  Two  Types  of  Winding, — ^A  wave  winding 

s  an  advantage  in  that  it  gives  a  higher  voltage  with  a  given 
number  of  poles  and  armature  couduetorB.  It  is  used,  therefore, 
in  small  machines,  especially  those  designed  for  600-volt  circuits. 


In  this  case  a  lap  winding  would  result  in  a  very  large  number  of 
smalf  conductors.  This  in  turn  means  a  higher  winding  cost  and 
less  efficient  utOization  of  the  space  in  the 

The  wave  winding  has  the  additional  advantage  that  the  elec- 
tromotive force  in  each  path  is  produced  by  series- connected 
conductors,  which  lie  under  successive  north  and  south  poles. 
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Any  magnetic  unbalancing,  therefore,  due  to  such  causes  as  air- 
gap  variation  and  difference  in  pole  strength,  does  not  produce 
cross  currents,  because  the  corrcspoiiflinE  conductors  of  each  and 


Fjo.  215.— Loi 


(Note  double 


every  path  are  moving  by  the  sa 
unbalancing  will  be  the  same  in  e 
connections  are  necessary. 


and  shrink  rings.) 


le  poles  and  the  effect  of  such 
,ch  path.     Hence  no  equaHzer 


The  poBsibility  of  using  only  two  brushes  with  a  wave  windin 
and  the  corresponding  advantage  in  railway  motors,  have  already  '\ 
been  mentioned. 

When  large  currents  are  required,  the  lap  winding  is   more  ' 
satisfactory,   siiu^e  it  fs,\vi;ti  ;i  large  numbpT  ol  \m\\\&.     Ks,  'iSKj 
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amp.  per  path  is  practically  the  limit,  a  large  number  of  paths 
niUBt  hci  used  where  heavy  current  output  is  desired.  This  is 
particularly  true  of  large  engine-driven  multipolar  gene rat^ors. 

Figa,  214  and  215  show  two  different  types  of  armature  and 
Fig.  216  shows  an  armature  in  the  process  of  being  wound. 
DYNAMO  COnSTRUCTION 

176.  Frame  and  Cores.— The  frame  or  yoke  of  a  dynamo  has 
two  functions.     It  is  a  portion  of  the  magnetic  circuit  (see  Figs. 


Fio.  ai9.— Constmirliou  of  a  12-pol(!.dirHc;t-conQecte»i,  engine-driven  generator. 


38,  39  and  40)  and  it  acta  aa  a  mechanical  support  for  the  machine 
as  a  whole.  In  small  machines,  where  weight  is  of  Uttle  import- 
ance, the  yoke  is  often  made  of  cast  iron.  The  feet  almost  always 
form  a  part  of  the  casting.  In  another  type  of  construction  a 
steel  plate  is  rolled  around  a  cyhndrical  mandrel  and  then  welded, 
Fig.  217.  The  feet  in  this  case  are  made  of  steel  stampings  and 
are  riveted  on,  Fig.  218.  lu  larger  machines  the  yoke  is  made 
of  cast  steel  and  is  usually  more  or  less  oval  in  cross-section, 
Figs.  219  and  220.  The  feet  are  a  part  of  the  yoke  casting. 
^^The  yoke  for  the  larger  machine  is  usually  cast  in  two  pieces 


1-250 


niRECT  l-CRHRNTS 


"which  are  bolted  together.  This  facilitates  the  shipment  of' 
large  machines  and  allows  the  armature  to  be  removed  easily. 
177.  Field  Cores  and  Shoes. — The  field  cores  are  made  of 
forged  steel,  cast  steel  and  steel  laminations.  When  made  of 
cast  or  forged  steel  they  are  usually  circular  in  cross-section,  as 
such  a  section  allows  the  minimum  length  of  turn  for  a  given 


core  section.  These  cores  are  held  to  thu  yoke  by  bolts.  Figs.  219 
and  220.  The  laminated  cores  are  built  of  sheet  steel  stampings, 
Fig.  221.  They  are  stacked  so  that  the  pole  tip  comes  alter- 
nately on  one  side  and  the  other.  This  results  in  there  being 
but  half  the  iron  in  a  pole  tip  cross-section  and  so  producing  a 
saturated  pole  tip,  which  assists  commutation.  When  stacked 
to  the  proper  thickness,  they  are  riveted  together  and  dove-tailed 
to  the  yoke.  In  this  ease  a  separate  pole  shoe  is  not  necessary- 
A  laminated  or  a  solid  steel  pole  shoe  may  be  bolted  to  tJie  solid 
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oorea,  the  laminated  type  being  used  on  the  larger  machines 
to  reduce  polo  face;  losses.     (See  Par.  228,  page  355.) 

178.  The  Arm&ture.' — ^The  armature  is  made  of  sheet  steel 
discs  (14  to  25  mils  thick)  punched  out  by  a  die.  The  slots  may 
be   cut  by  the  die  or  they  may  be  cut  out  afterward  with  a 
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slotting  machine.  In  small  motors  these  stampings  are  keyed 
directly  to  the  shaft,  Fig.  222.  After  every  2  or  3  inches  of  lami- 
nations a  suitable  spacer  is  inserted  to  form  a  ventilating  duct, 
Fig.  223.  The  laminations  are  (.'lamped  together  by  end  plates, 
Fig.  222,  which  are  in  turn  held  by  nuts  on  the  shaft  or  by  l>olt^ 


passing  through  the  laminations.     The  laminations  are  perfor- 
ated to  allow  air  to  pass  through  the  armature  asially  and  out 

I     radially  through  the  ducts.     Frequently  a  blower  is  attached  to 
the  end  of  the  end  plate,  Fig.  222,  to  facilitate  ventilation. 
In  machines  of  medium  size,   the  stampings  are  assembled 

land  keyed  to  an  armature  spider,  which  is  in  turn  keyed  to  tlie 


( 

a. 


252 


DIRECT  CURRENTS 


shaft,  Fig.  223.  This  reduces  the  amoimt  of  sheet  steel  neces- 
sary and  at  the  same  time  permits  a  free  passage  of  air  throi^ 
the  center  of  the  armature.  This  air  is  then  thrown  out  through 
the  ventilatii^  ducts  by  centrifugal  action,  as  indicated  by  the 
arrows      The  stampings  in  Fig    223  are  clamped  together  by 


';  armature  stamping. 


en^  plates  held  by  bolts.  These  end  plates  may  also  serve  as 
supports  for  the  overhai^  of  the  armature  coils. 

When  the  armature  becomes  greater  than  30  in.  in  diameter, 
it  is  not  economical  to  stamp  out  a  complete  ring.  Such  arma- 
tures are  made  up  of  segments  similar  to  those  shown  in  Fig.  219. 
These  are  dove-tailed  to  the  armature  spider,  each  segment  lap- 
ping the  joint  in  the  next  layer. 

The  slots  may  be  straight  aided,  Fig.  223,  in  which  case  the 
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conductors  are  held  in  the  slots  by  binding  wires.  In  the  larger 
machines  the  conductors  are  held  in  the  slots  by  wooden  wedges, 
Fig.  224.  The  slots  must  be  well  insulated,  as  grounds  arc  trouble- 
some and  are  expensive  to  repair.  A  layer  of  a  hard  substance 
such  as  fish  paper,  fiber  or  press  board  should  be  placed  next  to 
the  laminations.  This  in  turn  should  be  lined  with  varnished 
cambric  or  empire  cloth.  The  conductors  themselves  are  usu- 
ally covered  with  cotton  insulation,  except  in  the  heavy  bar  wind- 
ings. The  groups  of  conductors  are  bound  together  in  one  coil 
by  cotton  tape.     (Sec  Fig   216  ) 


e  the  Hux  irregularities  in  the  air  gap,  <lue  to  the  teeth 
a  semi-closed  slot,  Fig,  224*;,  is  used  occasionally.  In  this  case 
the  individual  conductors  must  be  placed  in  the  slot  one  by  one, 
so  the  coil  ends  must  l>e  taped  after  the  coils  are  placed  in  the 
slots.  Such  a  winding  in  called  a  "mush"  winding.  The  ex- 
pense of  winding  prevents  the  general  use  of  this  type  of  slot  in 
direct  current  machines. 

179.  The  Commutator. — The  commutator  is  made  of  wedge- 
shaped  segments  of  hard-drawn  or  drop-forged  copper,  insulateil 
from  one  another  by  thin  layers  of  mica.  The  segments  are  held 
together  by  clamping  flanges  {DD,  Fig.  225),  which  pull  the 
Begments  inward  when  the  flanges  are  drawn  together  by  through- 
bolts.  These  flanges  are  prevented  from  short-circuiting  the 
segments  by  two  cones  of  built-up  mica  {F,  Fig.  225).  This 
construction  is  illustrated  by  the  commutator  of  the  machine 
shown  in  Fig.  223. 
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The  leads  from  the  armature  coils  may  be  soldered  iDto  M 
longitudinal  slits  in  the  ends  of  the  segments  or  the  segments  i 


.')  Druwa  Bteel  tube. 

')  InsulatiOBUBod  holweenclnnipiii 

Fio.  225.— Crocker-Whaeler 


may  have  risers  (Fig.  223)   to  whieh  these  leads  are  soldered, 
(AlsoseeFip;.  214  (ft).) 


180.  Field   Coils. — The   field    coils  are   usuallj    wound   witl 
double-cot  ton -covered   (d.c.c.)   wire.     The  coils  are  dried  in 
vacuum  and  then  impregnated   with  an  insulating  compounii 
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Hie  outer  cotton  insulation  is  often  protected  by  tape  or  cord  on 
the  outside.  In  the  larger  maphiiies  an  air  space  is  often  left 
between  layers  for  ventilating  purposes.  The  coils  are  also 
wound  on  metal  spools,  Fig.  226.  An  edgewise  series  winding, 
set  some  distance  from  the  shunt  windinp,  also  is  shown  here. 


1 


Fig.   227. — Rocker  ring  and  brush  holder. 


181.  The  Brushes. — The  function  of  the  brushes  is  to  carry 

s  current  from  the  commutator  to  the  external  circuH..     They 

Sire  usually  made  of  carbon,  although  in  very  low  voltage  machines 
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they  may  be  made  of  copper  gauze,  or  patented  metal  compounds. 
The  brush  holder,  Fig.  227,  is  fastened  to  the  brush  stud  and  holds 
the  brush  in  its  proper  positioh  on  the  commutator.  The  brush 
should  be  free  to  sUde  in  its  holder  in  order  that  it  may  follow 
any  irregularities  in  the  commutator.  The  brush  is  made  to 
bear  down  on  the  commutator  by  a  spring,  Fig.  227.  The  pres- 
sure should  l?e  from  1  to  2  lb.  per  sq.  in.  To  decrease  the  elec- 
trical resistance  the  upper  portion  of  the  brush  is  copper  plated 
and  this  plating  is  connected  to  the  brush  holder  by  a  pig-tail 
made  of  copper  ribbon.  A  rocker  ring  with  cross  connections 
is  also  shown  in  Fig.  227. 


CHAPTER  XI 

GENERATOR  CHARACTERISTICS 

"182.  Electromotive  Force  in  an  Armature. — Th<'  path  of  the 
maEBetic  flux  from  the  poles  of  a  generator  into  the  armature  and 
a  curve  showing  the  flux  distriVjution  are  given  in  Fig.  228.  The 
positive  ordinates  of  the  distribution'eurve  are  Dorth  pole  flux 
entering  the  armature  and  the  negative  ordtnates  are  flux  leaving 
the  armature  and  entering  a  aouth  pole.  The  total  flux  leaving 
a  north  pole  is  given  by  the  area  under  one  of  the  positive  parts 
of  the  distribution  curve.     Similarlj^  the  total  flux  leaving  the 
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armature  and  entering  a  south  pole  is  given  by  the  area  of  one  of 
the  negative  parts  of  the  distribution  curve.  Each  positive  part 
and  each  negative  part  of  the  curve  may  be  replaced  by  a  rec- 
tangle having  the  same  area,  as  shown  by  the  clotted  line,  Fig. 
228.  The  height  of  this  rectangle  will  be  li  maxwells,  which  is 
equal  to  the  at'eritge  value  of  the  flux  density  under  an  entire 
pole  pitch. 

Let  it  be  required  to  determine  the  average  electromotive 
force  induced  in  a  single  conductor  as  it  passes  through  the  flux 
of  successive  poles. 

Let  the  flux  leaving  a  north  pole  or  entering  a  south  pole  be  <t>. 
Let  A  be  the  pole  area  in  sq.  cm.,  I  the  active  length  of  the  con- 
ductor in  cm.,  8  the  speed  of  the  armature  in  revolutions  per 
eecond,  and  P  tKe  number  of  poles. 
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When  the  conductor  passes  through  the  distance  ab,  or  one 
pole  pitch,  the  average  induced  voltage,  by  equation  (93),  is 

e  =  Blv  10-« 

where  B  is  the  average  flux  density,  I  the  active  length  of  the 

conductor  in  cm.,  and  v  the  velocity  of  the  conductor  in  cm.  per 

second. 

ab 

where  i  is  the  time  required  for  the  conductor  to  traverse  the 
distance  ab, 

e  =  ..^'>^)  10-3  =  f  10- 

since  Bl  (ab)   gives  the  total  flux  between   the  points  a  and 
b  as  cut  by  the  conductor  and  is  therefore  equal  to  0. 

The  time  ^  =  -r» 

sP 

Therefore,  the  average  voltage  per  conductor  is 

e  =     f^  10-8  =  <t>sP10-^ 

l/sP 

If  there  are  Z  such  conductors  and  p  paths  through  the  arma- 
ture, there  must  be  Z/p  such  conductors  in  series.     (See  Par.  169.) 
Hence  the  total  voltage  generated  between  brushes  is 

^  -  f^  "»') 

Example. — A  900  r.p.m.,  6-pole  generator  has  a  simplex  lap  winding. 
There  are  300  conductors  on  the  armature. 

The  poles  are  10  in.  square  and  the  average  flux  density  is  50,000  lines 
per  sq.  in.     What  is  the  voltage  induced  between  brushes? 

0  =  10  X  10  X  50,000  =  5,000,000  lines 
s  ==  900/60  =  15  r.p.8. 
P  =  Q 

V  =  ()  (sec  Par.  169) 
,:  =  -^.OOp^KK)  X  15  X  6. X  300  ^  ^25  volts.    A,«. 


6  X  108  "'—     ) 


183.  The  Saturation  Curve. — Equation  (101)  may  be  written 

as  follows: 

^  =  (eopio*)  *^ 

where  ti  =  r.p.ni. 
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The  quaiility  within  the  paren thesis  is  constant  for  a  given 
machine  and  may  be  denoted  by  K. 
Therefore : 

E  =  K<pS    __  ■^       (102)  , 

The  induced  emf.  in  a  machine,   therefore,  is  directly  propor-1 

tional  to  the  flux  and. to  the  speed. 

If  the  speed  be  kept  constant,  the  induced  voltage  is  directly 
proportional  to  the  flux,  i^. 

The  flux  is  produced  by  the  field  ampere-turns,  and  as  the 
turns  on  the  field  remain  constant,  the  flux  is  a  function  of  tha 
field  current. I    It  is  not  directly 
projKjrtional  to  the  field  current 
because  of  the  varying  permea- 
bility of  the  magnetic  circuit,  a    , 

Fig.  229  shows  the   relation 
exit^ting  between  the  field  am- 
pere-turns and  the  flux  per  pole.  * 
The  flux  does  not  start  at  zero  -g 
ordinarily   but   at    some  value  t 
slightly  greater,    owing  to   the  » 
residual  magnetism  in  the  ma-  E 
chine. ^   At  first  the  line  is  prac- 
tically straight,  as  most  of  the 
reluctance-   oi      the     magnetic 
circuit  is  in    the   air   gap.     At 
the  point  q  the   iron  begins  to 

be  saturated  and  the  curve  falls  away  from  the  straight  line. 
k/'ll'he  number  of  field  ampere-turns  for  the  air  gap  and  for  the 
iron  can  be  approximately  determined  for  any  point  on  the  curve, 
Let  it  be  required  to,  detei-mine  the  ampere-turns  for  the  gap 
and  for  the  iron  at  the  point  c.  From  the  origin  draw  oh  tan- 
gent to  the  saturation  curve  and  also  draw  the  horizontal  line  ac- 
The  line  oh  is  the  magnetization  curve  of  the  air  gap,  if  the 
reluctance  of  the  iron  at  low  saturation  be  neglected.  Therefore, 
the  ampere-turns  required  by  the  gap  are  equal  to  ah  and  those 
required  by  the  iron  are  e<jual  to  he. 

From  equation  (102)  the  induced  voltage  is  proportional  to 
the  flux,  if  the  speed  is  maintained  constant.  Therefore,  if  the 
induced   voltage  be  plotted  against  field   current  as  abscissee^ 
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a  curve  similar  to  that  of  Fig.  229  is  obtained.  This  is  shown  in 
Fig.  230  and  diflfers  from  the  curve  of  Fig.  229  only  by  a  constant 
quantity  {KS),  Two  curves  are  shown  in  Fig.  230,  one  plotted 
for  1,200  r.p.m.  and  the  other  for  900  r.p.m.     The  curves  are 

similar,  any  ordinate  of  the 
lower  curve  being  900/1,200 
of  the  value  of  the  correspond- 
ing ordinate  of  the  upper 
curve.  Thus,  at  ordinate  ac^ 
a6  ^  900 
ac       1,200 

Also  at  ordinate  a V 
a/V        900 
aV       1,200 

If  the  saturation  curve  of 

a  generator  for  one  speed  has 

been   determined,   saturation 

cui*ves  for  other  speeds  may  be  readily  found  by  the  method 

just  indicated. 

184.  Hysteresis. — The  saturation  curve  oab,  Fig.  231  (a),  is 
determined  for  increasing  values  of  the  field  current.     If  when 


Fia. 


Field  Current 

230. — Saturation    curves 
different  speeds. 


for   two 


Fig.  231. — Hysteresis  loops. 

point  6  is  reached  the  field  current  be  decreased,  the  curve 
will  not  retrace  its  path  along  the  curve  hao.  For  any  given 
field  current,  the  corresponding  induced  voltage  will  now  be 
greater  than  it  was  for  increasing  field  currents.  This  is  shown 
by  the  curve  bed.  This  is  due  to  hysteresis  in  the  iron. 
Fig.  231   (6)    shows  the  effects  obtained  when  the  curve  is 
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carried  up  along  the  path  oab,  back  to  c,  and  at  c  the  iicM 
current  is  again  increased,  the  curve  ultimately  coming  back  to 
oab  at  the  point  a. 

It  is  evident  that- for  any  given  value  of  field  current,  there 
is  no  single  value  of  flux.  The  value  of  flux  for  any  given  field 
current  depends  upon  whether  the  field  current  was  increased 
until  it  reached  the  value  in  question  or  whether  it  was  decreased. 
This  characteristic  of  the  magnetic  circuit  should  be  carefully 
borne  in  mind,  for  the  operating  characteristics  of  both  gen- 
erators and  motors  are  affected  to  a  considerable  degree  by 
hysteresis  in  the  maRuetic  circuit. 

185,  Detennination  of  the  Saturation  Curve. — To  determine 
the  saturation  curve  experimentally,  connect  the  field,  in  series 


for  obLaining  bi 


with  an  ammeter,  across  a  direct  current  source  of  power.  A 
voltmeter  should  be  connected  across  the  armature  terminals. 
Obviously  the  ammeter  measures  the  field  current,  values  of  which 
are  plotted  as  abscissEe;  the  voltmeter  reads  the  values  of  induced 
armature  voltage,  which  are  plotted  as  ordinates,  These  con- 
nections are  shown  in  Fig.  232.  As  the  voltage  drop  within  the 
armature  due  to  the  voltmeter  current  is  negligible,  the  terminal 
volta  and  the  induced  volts  under  these  conditions  are  identical, 
During  the  experiment  the  speed  should  be  determined  each  time 
that  the  other  readings  are  taken.  If  the  speed  cannot  be  main- 
tained constant,  corrections  can  be  easily  made  for  any  variation, 
by  the  method  described  hi  Par.  183, 

When  the  saturation  curve  of  a  shimt  generator  is  determined, 
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'  it  may  be  difficult  to  obtain  a  sufficiently  high  resistance  to 
reduce  the  field  current  to  its  lower  values.  A  drop  wire  coQ- 
nectioD,  Fig.  233,  allows  field  curreuts  as  low  as  zero  to  be  ob- 
tained without  the  use  of  excessive  resistance.  Such  a  connectioa 
is  easily  made  with  the  well-known  "3-point"  type  of  field 
rheostat,  shown  in  Fig.  233. 


UB  for  obtaining  field  CI 

In  determining  the  saturation  curve  experimentally,  the  field 
current  should  bo,  varied  continuously  in  one  direction,  either  up 
or  down,  as  shown  in  Fig.  231  (a).  Otherwise  minor  hysteresis 
loops,  such  as  shown  in  Fig.  231  (6),  will  be  introduced 

The  field  current  in  this  experiment  should  be  obtained  from 
a  supply  other  than  the  generator  itself,  for  two  reasons:  II 
the  generator  excited  its  own  field,  the  voltage  and  field  current 
would  be  inter-dependent  and  it  would  be  difficult  to  adjust 
the  field  current  without  the  voltage  in  turn  changing  this  ad- 
justment. Also  a  voltage  drop  would  exist  in  the  armature  due 
to  the  field  current.  The  voltmeter  would  not  then  be  read- 
ing the  true  induced  voltage,  although  the  error  from  this  cause 
would  be  slight. 

186.  Field  Resistance  Line. — By  Ohm's  Law  the  current  in  a 
circuit  is  proportional  to  the  voltage,  for  a  constant  resistauci'- 
If  the  current  be  plotted  against  volts.  Fig.  234,  a  straight  line 
passing  through  the  origin  results.  For  example,  if  the  resistani;? 
of  a  field  circuit  be  50  ohms,  the  current  will  be  2  amp.  when  the 
voltage  is  100  volts;  1.5  amp.  when  the  voltage  is  75  volts,  and 
1  amp,  when  the  voltage  is  50  volts.  This  relation  is  shown  in 
Curve  II,  Fig.  234.  Curve  I  shows  the  resistance  line  forSOohms 
field  reaistanc*;.  It  will  be  noted  that  at  80  volts  the  rurrent 
I'.Oamp.,  at  40  volts  it  is  0.5  amp.,  etc.  Curve  III  shows  thfrl 
relation  for  a  field  resistance  of  40  ohms. 
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It  will  be  noted  that  the  higher  the  resistance  the  greater  the 
slope  of  the  resistance  line.     In  fact  the  slope  of  the  line  is  equal 
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Fra,  234.— Field  r. 


to  the  field  resistance  in  ohins  since  the  tangent,  of  the  angle  whii^h 
the  line  makes  with  Ihe  axis  of  ahsciasje  is  ,, 


,  Types  of  Generators. — There  are  three  general  types  of 
generator  in  common  use,  the  shunt,  the  compound  and  the  series. 
In  the  shunt  type  the  field  circuit  is  connected  acToss  the  arma- 
ture terminals,  usually  in  series  with  a  rheostat,  Fig.  235,     The 
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shunt  field,  therefore,  must  have  a  comparatively  high  reaietance  | 
in  order  that  it  may  not  take  too  great  a  proportion  of  the  gener- 
ator current.  The  compound  generator  is  similar  to  the  shunt,but 
has  an  additional  field  winding  connected  in  series  wth  the  arma- 
ture or  load,  Fig.  270.  The  series  generator  is  excited  entirely 
by  a  winding  of  comparatively  few  turns  connected  in  series  with 
the  armature  and  load. 
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Field  Currenl 
Fio.  236. — Method  of  uliiint  gpncTfttor  building  up. 

188.  The  Shunt  Generator. — Fig.  236  shows  the  saturation 

curve  of  a  shunt  generator  and  its  shunt  field  resistance  line 
drawn  on  the  same  plot.  This  field,  it  will  be  observed,  has  a 
resistance  of  24  ohms,  so  that  at  120  volts  it  takes  5  amp.;  at 
60  volts  2.5  amp.;  etc. 

At  the  instant  of  starting  a  generator  the  induced  voltage  is 
zero.  The  genenitnr  may  come  up  to  voltagp  in  the  following 
manner:  As  the  generator  is  bi-ought  up  to  speed  there  will  be  a 
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small  voltage  o-a,  in  this  instance  about  4  volts,  induced 
armature  due  to  the  residual  magnetism  of  the  machine.  T] 
4  volts  also  exists  across  the  field,  because  the  field  is  connecti 
across  the  armature  terminals.  The  value  of  field  current  whiol 
flows  in  virtue  of  this  4  volts  can  be  obtained  by  drawing  a  hori"J 
zontal  line  from  a  until  it  meets  the  field  resistance  line  at  b.  The 
current  in  this  particular  case  is  about  0.2  amp.  By  con- 
sulting the  saturation  curve  it  will  be  seen  that  for  this  field 
current  the  induced  voltage,  b'c,  is  about  8  volts.  The  8  volts 
produces  about  0.33  amp.  in  the  field,  as  may  be  seen  by  pro- 
jecting across  to  the  field  resistance  line  at  d.  This  field  current 
od'-  produces  a  voltage  d'e,  which  in  turn  produces  a  higher  value 
of  field  current.  Thus  it  will  be  seen  that  each  value  of  field 
current  producesa  voltage  in  excess  of  its  previous  value  and  this 
increased  voltage  in  turn  increases  the  field  current,  that  is,  the 
action  is  cumulative.  The  machine  will  continue  to  build  up 
until  point  /  is  reached,  where  the  field  resistance  Une  crosses  the 
saturation  curve.  The  machine  cannot  build  up  beyond  this  point 
for  the  following  reasons: 

L-'Conaider  a  point  h  on  the  field  resistance  line,  above  /..  This 
point  represents  a  field  current  off'  of  about  5.3  amp.  To  pro- 
duce this  field  current  requires  a  voltage  g'h  of  about  128  volts.. 
But  tliis  field  current  of  5.3  amp.  produces  an  induced  voltage 
g'g  of  only  122  volts.  If  128  volts  are  required  to  produce  the 
field  current  of  5.3  amp  and  the  machine  can  only  produce 
122  volts  at  this  field  current,  it  is  obvious  that  the  machine  can- 
not build  up  to  the  point  A. 

It  is  evident  that  a  machine  would  build  up  indefinitely  if  its 
iron  did  not  become  saturated, 

189.  Critical  Field  Resistance.-'-lf  the  resistance  of  the  field 
be  increased  to  60  ohms,  the  field  resistance  line  will  be  repre- 
sented by  oa,  Pig.  237.  This  line  crosses  the  saturation  curve  at 
point  a',  corresponding  to  about  6  volts.  Therefore,  with  this 
value  of  field  resistance,  the  generator  will  not  build  up  beyond 
a'.  If  the  field  resistance  be  slowly  decreased  until  the  field  resist- 
ance line  reaches  ob,  the  generator  will  be  observed  to  start 
building  up  rapidly.  It  will  of  course  stop  building  up  at  the 
point  b'.  The  value  of  the  field  resistance  corresponding  to  ob  is 
called  the  critical  jleld  resistance.     In   tliis  particular  case  the 
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resistance  is  120/3.25  or  36.1  ohms.     If  the  field  resistance  exceeds 
the  critical  value,  the  generator  cannot  build  up. 

190.  Generator  Fails  to  Build  Up. — There  are  three  commoD 
reasons  for  a  generator  faihng  to  build  up.  (1)  The  shunt  field 
may  be  connected  in  such  a  way  that  the  current  sent  through 
it  on  starting  is  in  such  a  direction  as  to  "buck"  or  reduce  the 
residual  magnetism  instead  of  increasing  it.  Under  these  condi- 
tions, the  generator  cannot  of  course  build  up.     To  test  for  this,. 
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open  the  field  circuit.  If  the  voltage  rises  when  the  field  is  opened, 
the  current  is  bucking  the  residual  magnetism  and  the  field  should 
be  reversed.  If  opening  and  closing  the  field  produces  no  effect 
upon  the  voltmeter  it  may  be  assumed  that  the  field  circuit  i." 
open. 

(2)  The  field  resistance  may  be  greater  than  the  critical  field 
r('si8taiice.  In  this  case,  the  procedure  is  to  reduce  the  field 
resistance  until  the  machine  builds  up. 

(3)  There  may  be  no  residual  magnetism  in  the  machine,  (hie 
to  jarring  or  to  too  long  a  period  of  idleness.     It  the  armature  eir- 
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cxiit  is  not  open  and  the  voltmeter  is  known  to  be  all  right,  the 
absence  of  residual  magnetism  will  be  indicated  by  the  voltmeter's 
not  reading.  To  remedy  the  difficulty  it  may  be  necessary  to 
connect  the  field  terminals  temporarily  across  a  separate  supply 
circuit  in  order  to  build  up  the  residual  magnetism.  This  is 
called  "flashing"  the  generator.  If  the  generator  has  a  series 
field,  a  convenient  method  is  to  connect  a  low  voltage  source, 
such  as  a  storage  battery  or  even  a  dry  cell,  across  the  series  fieUi. 
This  may  produce  enough  magnetism  to  cause  the  machine  to 
begin  to  build  up.  One  or  two  trials  may  be  necessary  in  order 
to  secure  the  proper  polarity. 

191.  Armature  Reaction.— Fig.  238  (o)  shows  the  flux  pass- 
ing through  an  armature  when  there  is  no  current  in  the  armature 
conductors.  This  flux  is  produced  entirely  by  the  ampere-turns 
of  the  field.  The  neutral  plane,  which  is  a  plane  perpendicular 
to  the  flux,  coincides  with  the  geometrical  neutral  of  the  system. 
At  the  right  is  shown  a  vector  F  which  represents  the  mmf.  pro- 
ducing this  flux,  in  magnitude  and  direction.  At  right  angles  to 
this  vector  F  is'  the  neutral  plane. 

In  Fig.  238  (6)  there  is  no  current  in  the  field  coils,  but  the 
armature  conductors  arc  shown  as  carrying  current.  This  cur- 
rent is  in  the  same  direction  in  the  armature  conductors  as  it 
would  be  were  the  generator  under  load.  The  current  obviously 
flows  in  the  same  direction  in  all  the  conductors  that  he  under 
one  pole.  The  current  is  shown  as  flowing  into  the  paper  on  the 
left-hand  side  of  the  armature.  (This  current  direction  may 
be  checked  by  P'leming's  right-hand  rule,  Par.  163.)  These 
conductors  combine  their  mmf. 's  to  send  a  flux  downward 
through  the  armature,  aa  shown  in  the  diagram,  this  direction 
being  determined  by  the  corkscrew  rule.  The  conductors  on 
the  right-hand  side  of  the  armature  are  shown  as  carrying  current 
coming  out  of  the  paper.  They  also  combine  their  mmf. 's  to 
send  a  flux  downward  through  the  armature.  That  is,  the  conduc- 
tors on  both  sides  of  the  armature  combine  their  magnetomotive 
forces  in  such  a'  manner  as  to  send  flux  down  through  the  arma- 
ture. The  direction  of  this  flux  is  perpendicular  to  the  polar 
axis.  To  the  right  of  the  figure  the  armature  mmf.  is  represented 
in  direction  and  magnitude  by  the  vector  f  4. 

Fig.  238  .(c)  shows  the  result  obtained  when  the  field  current 
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and  the  armature  current  are  acting  simultaneously,  which  occurs 
when  the  generator  is  under  load.    The  armature  magnetomotive 


FiQ.  238.^Effect  ol  armature  reaction  upon  the  field  of  a  scDcrat 

force  crowds  the  symmetrical  field  flux  shown  in  (a)  into  the  upper 
pole  tip  in  the  north  pole  and  into  the  lower  pole  tip  in  the  south 
pole.     As  the  generator  armature  is  shown  rotating  in  a  clockwise 
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direction,  it  will  he  noted  that  the  flux  is  crowded  into  the  trailing 
pole  tip  in  each  case.  On  the  other  hant],  the  flux  is  weakened 
in  the  two  leading  pole  tips. 

The  effect  of  the  armature  current  is  to  displace  the  field  in  the 
direction  of  rotation  of  the  generator.  It  should  he  home  firmly 
in  mind  that  the  flux  is  not  pulled  around  by  the  mechanical 
rotation  of  the  armature. 

To  the  right  of  Fig.  238  (c)  the  armatm'e  reaction  is  shown  by 
vectors.  The  field  vector  F  and  the  armature  vector  F,,  combine 
at  right  angles  to  form  the  resultant  field  vector  f  „.  The  direc- 
tion of  Fo  is  downward  and  to  the  right,  which  correspouds  to  the 
direction  of  tjie  resultant  flux  in  the  drawing.  The  neutral 
plane  is  at  right  angles  to  F„. 

As  the  neutral  plane  is  perpendicular  to  the  resultant  field, 

^ill  be  observed  that  it  too  has  been  advanced.     It  was  shown 


in  Chap.  X  that  the  brushes  should  he  set  so  that  they  short-cir- 
cuited the  coil  just  as  it  was  passing  through  the  neutral  plane. 
When  the  generator  delivers  current  the  brushes  should  be  set  a 
little  ahead  of  this  neutral  plane,  as  will  be  shown  later.  If  the 
brushes  are  advanced  to  correspond  to  the  advance  of  the  neutral 
plane,  all  the  conductors  to  the  left  of  the  two  brushes  must  still 
carry  current  into  the  paper,  and  those  to  the  right  must  carry 
current  out  of  the  paper.  Tlie  result  is  shown  in  Fig.  239.  The 
0on  of  the  armature  Jield  moves  iin'th  the  brushe».     Its  axi 


270 


DIRECT  CURRENTS 


always  lies  along  the  brush  axis.  Therefore  F^,  instead  of  point- 
ing vertically  downward,  now  points  downward  and  to  the  left, 
as  is  shown  by  the  vectors.  F^  may  be  resolved  into  two  com- 
ponents, Fd  parallel  to  the  polar  axis  and  Fc  perpendicular  to  this 
axis. 

It  will  be  noted  that  Fo  acts  in  direct  opposition  to  F,  the 
main  field,  Fig.  238.     Therefore,  it  tends  to  reduce  the  total  flux 


Fig.  240. — Demagnetizing    niid    crosa-magnetizing 
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and  BO  is  called  the  demagnetizing  component  of  armature  re- 
action. Fc  acts  at  right  angles  to  F  and  produces  distortion. 
Therefore,  it  is  called  the  cross-magnetizing  component  of  arma- 
ture reaction. 

The  exact  conductors  which  produce  these  two  effects  are 
shown  in  Fig.  240.  In  (a)  the  brushes  are  shown  as  advanced 
by  an  angle  0  to  correspond  to  the  advance  in  the  neutral  plane. 
All  the  conductors  within  the  angle  2p,  both  at  the  top  and  at 
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the  bottom  of  the  armature,  carry  current  in  such  a  direction 
as  to  send  a  flux  through  the  armature  from  right  to  left.  This 
may  be  checked  by  the  corkscrew  rule.  These  conductors  thus 
act  in  direct  opposition  to  the  main  field  and  are  therefore  called 
the  demagnetmng  armature  conductors.  Their  magnetomotive 
force  is  represented  by  t'le  component  Fa,  Fig.  239. 

Fig,  240  (b)  shows  the  flux  produced  by  the  conductors  not 
included  within  twice  the  angle  of  brush  advance.  The  direc- 
tion of  this  flux  is  downward  and  perpendicular  to  the  polar 
axis.  These  conductors  cross -magnetize  the  field.  The  ramf. 
producing  this  flux  is  represented  by  the  component  Fc,  Fig.  239. 
The  resultant  of  Fn  and  Fc  is  F^. 

It  should  be  remembered  that  the  sum  of  both  the  demag- 
netizing and  cross-magnetizing  ampere-turns  is  equal  to  one-half 
the  number  of  ampsre-condudors. 

Bjampte.^A  4^pc>le  dyniuno  has  288  surface  coil  due  tore.  The  machine 
is  lap  wound  and  delivers  120  amp.  to  the  external  circuit.  The  brushes 
are  advanced  15  mechanical  de- 
groes.  How  many  demagnetising 
and  how  many  oross-magnetizinB 
armature  ampere-turaa  are  there? 

Twice  the  angle  of  brush  lead 
is  30°.  There  are  four  bniBhes.  so 
that  the  total  number  of  degrees 
covered  by  the  demagnetiring  con- 
ductors is  120°.  Therefore  'A  the 
conductors  on  the  armature,  or 
96  conductOFB.  are  demagnetizing 
conductors. 

As  the  machine  is  lap  wound 
there  are  four  paths  througli  the 
armature.      The  current  per   path 

Demagnetizing  ampere-conductors 


m 


120/4    =    30  amp. 
30  X  96  =  2,880. 
sniagnetining  om per e-(urna  =  2,880/2  ^  1,440,     Ans. 
ibcr   of   croas-magnetiiing  conductors  r 


the   armature.     Therefore,    the   number   of  cross-magnetizing 


Fig.  241  shows  the  metho<l  of  finding  the  resultant  magneto- 
motive force  acting  on  the  armature.  F  is  the  field  magneto- 
motive force  and  F^  is  the  ai-mature  magnetomotive  force,  acting 

long  the  brush  axis  after  the  brushes  have  been  advanced.    F„is 


^a{(mg 
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fc-tiie  resultant  of  the  two,  being  less  than F  due  to  the  dei 
Ling  component  of  F^."  F>  can  be  resolved  into  two  components 
tat  right  angles  to  each  other,  Fo  the  demagnetizing  component 
I  of  the  armature  mmf.  and  Fc  the  cross-magnetizing  component 
Jof  the  armature  mmf. 

192.  Armature  Reaction  in  Multipolar  Machines. — Reactions 

[  occur  in  multipolar  machines  in  the  same  manner  as  in  the  bipolar 

I  machines  that  have  just  been  described.     The  picture  to  the  eye 

may  be  a  little  different,  however.     In  Fig.  242  the  armature  and 


uiti polar  gcner 

the  field  poles  of  a  multipolar  machine  are  shown,  the  armatiirf 
being  shown  as  a  flat  surface,  for  convenience. 

In  (a)  are  shown  the  alternate  north  and  south  poles,  together 
with  the  magnetic  flux  entering  the  armature.  There  is  no  cur- 
rent flowing  in  the  armature  conductors.  In  (6)  the  flux  dis- 
tribution is  shown.  It  will  be  observed  that  it  is  symmetrical 
about  the  polar  axis.  It  is  substantially  constant  under  the  pole 
ehoe  and  drops  off  gradually  at  the  edges,  due  to  fringing.  It 
falls  to  zero  and  reverses  in  the  inter -polar  spaces.  The  neutral 
plane  is  the  region  where  the  flux  is  zero  and  under  no-load 
conditions  is  midway  between  the  poles. 
Fig.  243  (a)  shows  the  armature  conductors  carrying  current, 
i^ibe    £eld    current    being    zero.     These    armatxire  ,  conductors 
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produce  a  flux  in  a  manner  similar  to  that  shown  in  Fig.  238  ((0- 
The  magnetomotive  force  of  the  armature  is  not  uniform,  but 
varies  uniformly  from  zero  at  the  pole  axis  to  a  maximum  in  the 
center  of  the  inter-polar  spaces.     The  armature  conductors  be- 


FiQ.  243.— Fli 


tween  the  hues  qr  and  st  may  be  considered  as  constituting  a  pan- 
cake coil,  the  current  flowing  into  the  paper  in  the  conductors 
on  the  left  and  out  of  the  paper  in  the  conductors  on  the  right. 
Obviously  at  the  center  of  the  space  the  magnetomotive  force 


RasirttHntFli 


will  be  a  maximum,  as  the  magnetomotive  forces  of  all  the  con- 
ductors on  both  sides  are  acting  together  at  this  point.  This 
is  shown  by  the  dotted  line,  Fig.  243  (6).  Owing  to  the  high  air 
reluctance,  the  fiux  curve  has  not  the  same  shape  as  the  mmf. 
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curve   but  droops  in  the  inter-polar  space  as  shown  in  Fig. 
243  (6). 

The  resultant  flux  is  found  by  adding  the  two  flux  curves  of 
Figs.  242  and  243,  as  is  done  in  Fig.  244.  (This  assumes  constant 
permeability  in  the  iron.)  It  will  be  noted  that  the  flux  peaks 
on  the  trailing  pole  tip,  Fig.  244,  as  in  the  case  of  the  bi-polar 
generator.  Also  the  neutral  plane  has  advanced  in  the  direction 
of  the  rotation.  In  order  to  keep  the  brushes  in  the  neutral  plane 
they  should  be  advanced  as  this  neutral  plane  advances.     Fig.  245 


Fig.  245. — Field  distortiou  in  a  4-pole  generator. 


shows  the  crowding  of  flux  into  the  trailing  pole  tips  in  a  4-pole 
generator. 

193.  Compensating  Armature  Reaction. — ^As  the  cross-mag- 
netizing effect  of  the  armature  usually  necessitates  the  shifting 
of  the  brushes  with  load,  it  is  desirable  to  minimize  armature  reac- 
tion if  this  can  be  done  conveniently.  One  practical  naethod, 
when  laminated  pole  cores  are  used,  is  to  use  a  stamping  having 
but  one  pole  tip,  as  shown  in  Fig.  221.  These  are  alternately 
reversed  when  the  core  is  built  up.  This  leaves  spaces  between 
the  pole  tip  laminations,  resulting  in  the  pole  tips  having  but 
one-half  the  cross-section  of  iron  along  their  lengths.  Therefore, 
the  pole   tip  becomes  highly  saturated   and  its  permeability 
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1  (rrowding 


greatly  reduced.     This  tends  to  prevent  the  flux  froi 
into  the  trailing  tip. 

Another  method  is  to  introduce  longitudinal 
slots  in  the  pole  faces,  as  shown  in  Fig.  246. 
These  slots  introduce  high  reluctance  in  the 
path  of  the  armature  flux  but  have  little 
effect  on  the  field  flux. 

The  Thompson-Ryan  method  is  to  eom- 
ppusate  armature  reaction  by  magnetomotive 
forces   equal   and  opposite  to    those    of  the    luminal  alots 

,  ,  la™"        fnr       n 

armature.     In  order  to   be  effective,   these 

compensating  magnetomotive   forces    should 

he  equal  and  opposite  to  those  of  the  armature  at  every  point, 

This  principle  is  illustrated    by   Fig.    247     (a),    which    shows 


iwi 


reduciiig 


conductors  embedded  in  the  pole  faces  close  to  the  armature. 
Elach  conductor  carries  a  current  opposite  to  that  of  its  corre- 
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Bponding  armature  ronductor.  This  winding  is  conned 
series  with  the  armature  so  that  the  magnetomotive  forces  are 
opposite  and  equal  at  all  loads.  These  windings  allow  the  use 
of  a  very  short  air  gap,  with  the  accompanying  reduction  in 
field  copper  and  in  field  loss. 

The  Thompson -Ryan  principle  has  been  applied  to  many 
modern  machines  where  commutation  diificultiea  are  unusually 
great,  as  in  a.c,  scries  motors  and  in  large  rolling  mill  motors. 
The  conductors  are  installed  in  the  pole  faces  in  the  manner  in- 
dicated in  Fig.  247  {&).  This  type  of  construction  is  used  in 
the  Ridgeway  dynamo. 

The  conductors  are  connected  in  aeries  with  the  armature  and 
are  so  adjusted  that  their  ampere-turns  are  in  almost  exact  op- 
position to  the  armature  ampere-turns  at  each  point.  They  do 
not  as  a  rule  have  the  same  number  of  conductors  as  the  armature 
because  the  armature  current  at  each  point  is  that  of  one  armature 
path,  whereas  the  current  through  this  compensating  winding  is 
the  sum  of  the  currents  in  the  various  parallel  paths  through  the 
armature.  The  small  poles  between  the  main  poles,  Fig.  247  (b), 
are  saturated  for  any  flux  tending  to  leak  between  the  main  poles, 

Armature  reaction  is  also  reduced  by  increasing  the  length  of 
the  air  gap,  thus  offering  higher  reluctance  to  the  armature  flux. 
A  longer  air  gap  means  more  field  copper  and  a  greater  field 
current,  however. 

194,  Commutation. — It  has  been  shown  that  the  electromotive 
force  induced  in  any  single  coil  of  a  dii'eet  current  generator  is 
alternating,  and  in  order  that  the  current  may  Bow  always  in  the 
same  direction  to  the  external  circuit,  a  commutator  is  neeeasary. 
Fig.  248  shows  the  changes  of  current  in  an  armature  coil  as  it 
approaches  and  recedes  from  the  brushes.  It  is  assumed  that 
ideal  commutation  is  being  reahzed.  The  load  is  such  that  20 
amp.  flow  in  each  path  of  the  armature,  making  40  amp. 
leaving  the  machine  by  this  one  brush.  The  current  distribution 
throughout  the  brush  is  also  assumed  to  be  uniform. 

When  in  positions  (1),  (2)  and  (3)  each  coil  (and,  therefore. 
successive  positions  of  any  one  particular  coil)  carries  20, amp 
As  the  brush  covers  four  segments  and  the  current  distribution 
is  uniform,  10  amp.  must  flow  into  the  brush  from  each  seg- 
ment.    Therefore,   when  passing  from  position  (3)  to  (4),  the 
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coil  must  lose  the  10  amp.  which  pass  from  this  segment  into 
the  brush.  Hence,  in  position  (4)  the  coil  carries  only  10  amp. 
Before  reaching  position  (5)  the  coil  gives  up  another  10  amp. 
so  that  the  current  is  zero  when  the  coil  reaches  position  (5). 
When  the  coil  reaches  position  (6)  the  current  flows  through  the 
coil  in  the  reverse  direction,  due  to  current  entering  the  brush 
from  another  armature  path.  The  current  reaches  20  amp.  in 
position  (7)  and  remains  20  amp.  in  the  further  positions  (8), 
(9)  and  (10). 


nriLJr^LJLJaniz:.^- ,  _ 
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indprgoiiig  com  mutation — ^idcsl  cotiditiutis. 


terefore,  commutation  consists  of  two  parts: 

1 .  Reversing  the  current  in  any  «oil  from  its  full  positive;  value 
to  an  equal  negative  value.  This  reversal  must  take  place  in  the 
short  tiine  interval  required  for  a  segment  to  pass  under  the 
brush, 

2.  The  current  supplied  by  the  two  paths  meeting  at  the  brush  ' 
must  be  conducted  to  the  external  circuit. 

Part  (1)  is  illustrated  by  Fig.  248  (6).  The  current  in  the 
coil  is  +20  amp.  until  the  brush  is  reached,  when  it  reverses 
at  a  uniform  rat«  to  a  value  of  —20  amp.  This  is  perfect 
commutation. 

The  foregoing  ideal  commutation  is  only  approximated  iq 
n|:actice.    There  are  two  eausee  preventing  its  realization. 
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It  will  be  noted  that  when  the  coil  is  in  positions  (4) ,  (6)  and 
(6)  it  is  short-circuited  by  the  brush.  If  any  voltage  is  being 
induced  in  the  coil  when  it  is  in  these  positions^  a  large  current 
will  necessarily  flow,  since  the  resistance  of  the  circuit  is  very 
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Fig.  249.-^Short-circuit  currents  through  brush. 

low.  This  resistance  consists  merely  of  the  resistance  of  the 
coil  plus  the  contact  resistance  of  the  brush.  This  contact  re- 
sistance constitutes  the  major  portion  of  the  total  resistance. 
Fig.  249  shows  assumed  currents  of  15  and  5  amp.  flowing 
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Fio.  250. — Change  of  current  in  coil  when  brushes  are  too  far  back  of  the  neutral 

plane.  % 

in  coils  (4)  and  (5)  respectively,  due  to  voltages  induced  in  them 
while  they  are  being  short-circuited  by  the  brush. 
If  now  the  currents  of  Fig.  249  be  superposed  upon  those  of 
Fig.  248  (a)  the  cunent  dte\.i\\wte&  \tefc\£  over  tb^  brush  in  the 


GENERATOR  CHARACTERISTICS 


!79 


manner  shown  in  Fig.  250  (a).  There  are  now  45  amp. 
enterinR  the  brush  and  5  amp.  leaving  it.  Therefore,  the 
brush  has  to  handle  50  amp.  iustead  of  40,  and  in  one  place 
there  are  20  amp.  per  segment,  or  twiee  that  which  occurred 
under  the  ideal  conditions  of  Fig.  248.  This  will  tend  to  pro- 
duce heating  and  undue  sparking  under  the  heel  ol  the  brush. 

Fig  250  {b)  shows  the  manner  in  which  the  current  in  the  coil 
varies  under  these  new  conditions,  instead  of  dropping  uni- 
formly from  20  amp.  it  first  rises  to  25  amp.  before  starting 


to  reverse.  It  will  be  noted  that  the  time  for  reversing  from  -(-20 
amp.  to  —20  amp.  has  been  reduced  from  time  (  to  time  d, 
which  makes  commutation  more  difficult.  The  curve  of  Fig.  250 
occurs  when  the  brush  is  too  far  back  of  the  neutral  plane.  Voltages 
are  then  induced  in  the  coils  as  they  are  undergoing  commutation. 

The  curves  of  Fig.  248  (6)  and  250  (b)  are  called  commutation 
curves. 

If  the  brushes  are  placed  too  far  ahead  of  the  neutral  plane, 
ahort-eircuit  currents  flow  under  the  toe  of  the  brush,  reaultitut 
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I  in  the  current  distribution  and  commutation  curve  of  Fig,  351. 
I  This  condition  produces  undue  sparking  under  the  toe  of  the 
[  brush. 

If  the  brushes  are  too  wid«,  both  the  heel  and  the  toe  will 
I  fihort-circuit  coils  in  which  voltages  are  induced,  resulting  in  the 
I  commutation  curve  of  Fig.  252.  Moving  the  brushea  either 
I  backward  or  forward  does  not  assist  matti>rs  in  this  ea_sp.  The 
I  only  remedy  is  a  narrower  brush. 


196.  The  Electromotive  Force  of  Self  Inductioii.~Fig.  253  (a) 
shows  an  armature  coil  just  as  it  is  entering  the  commutation 
zone.  The  slot  conductors  are  embedded  in  iron  and,  due  to 
the  current  flowing  in  the  coil,  considerable  flux  passes  through 
the  coil,  in  this  case  upward.  Let  the  value  of  the  flux  be  *i. 
In  Fig.  253  (h)  the  same  coil  is  shown  just  after  it  has  left  the 

J    -    i  J    -    [ 


Fic.  2M.— Change  of  flui  thrniinh  a  roil  uncli-rttoi 

commutation  zone.  The  current  through  the  coil  is  the  same 
,  as  its  previous  value,  but  it  now  flows  in  the  reverse  direction, 
I  The  flux  is  still  i^i  but  it  has  been  reversed  in  direction. 

Therefore,  in  the  time  (  seconds  required  for  a  segment   to 

pass  the  brush  or  commutatisg  zone,  the  flux  has  change<)  by 
■  201  lines.     This  is  shown  in  Fig.  254,  where  the  ideal  commutation 

curve  is  assumed.     This  change  of  flux  will  induce  a  voltage, 

e  =  -A^^-^'  10-'  volts  (from  equation  74J 
^  being  the  number  o(  luma  m  ^W  Qo^X. 
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This  voltage,  with  its  proper  direction,  Is  shown  in  F'g.  254, 
It  is  called  the  voltage  of  splf  induction. 

Instead  of  looking  upon  this  as  a  voltage  phenomenon,  it  may 
be  considered  as  follows :  The  arusatuie  coil  has  self  and  mutual 
inductance.  This  inductance  tends  to  prevent  the  current  re- 
versing in  the  same  manner  that  it  tries  to  prevent  any  change 
of  current  in  a  circuit. 

Therefore,  even  though  the  brushes  are  set  exactly  in  the 
neutral  plane  and  the  coils  underj^oing  commutation  are  cutting 
no  magnetic  hnes,  there  will  be  a  voltage  induced  in  the  coil 
due  to  its  own  self  inductance.     To  eliminate  this  voltage  it  is 


necessary  to  set  the  brushes  ahead  of  the  neutral  plane  in  a 
generator.  When  the  coil  is  undergoing  commutation  it  finds 
itself  in  a  field  of  the  same  polarity  as  that  which  the  conductors 
leaving  the  commutation  zone  are  about  to  enter.  Therefore, 
this  field  induces  a  voltage  which  assists  the  current  to  reverse. 

Another  way  of  stating  it  is  that  the  electromotive  force  in- 
duced in  the  coil  due  to  its  beinn  ahead  of  the  neutral  zone  is 
in  exact  opposition  to  the  electromotive  force  of  self  induction. 
shown  in  Fig.  254,  and  so  neutraUzes  it. 

It  is  therefore  necessary  that  the  brushes  be  kept  ahead  of 
the  neutral  plane  in  a  generator,  in  order  to  obtain  satisfactory 
commutation  under  load  conditions. 

196.  Sparking  at  the  Commutator. — The  voltages  induced 
in  a  coil  due  to  the  shifting  of  the  neutral  plade  and  also  due 
to  its  own  self  inductance  are  comparatively  low  in  value, 
being  of  the  order  of  magnitude  from  a  few  tenths  of  a  volt  to 
perhaps  4  or  5  volts.  But  they  are  acting  in  a  circuit  having 
a,  very  low  resistance.  The  resistance  of  one  coil  is  extremely 
low  so  that  most  of  the  circuit  resistance  is  at  the  brush  contact. 
Lthe  brush  contact  resistance  is  too  low,  these  short-cittrnt 
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[currents  may  reach  such  excessive  values  as  to  produce  severe 
Ksparki'ng  at  the  brushes.  On  the  other  Imiul,  a  low  resistance 
■  brush  is  desirable  from  the  standpoint  of  carrying  the  current 
I  out  to  the  externa!  circuit  with  minimum  contact  loss. 

Copper  brushes  have  a  very  low  contact  resistance,  but  the 

t'short-circuit  currents  are  excessive  when  they  are  used.     There- 

j  lore,    their   application  is   limited    to    very   low   voltage,   high 

t  current   machines.     In   this   case   copper  gauze  is  often    used. 

Another  disadvantage  of   using   copper   brushes   is   that    they 

"cut"  the  commutator  mechanically. 

Carbon  brushes  have  a  much  higher  contact  resistance  than 
I  copper  and  therefore  limit  the  short-circuit  currents,  giving  much 
more  satisfactory  results.  In  addition,  they  are  more  or  less 
graphitic  in  their  composition  and  so  lubricate  the  commutator 
to  a  certain  extent.  Unusually  hard  carbon  brushes  may  cut  the 
commutator.  Different  grades  of  carbon  are  required  for  differ- 
ent machines. 

The  passage  of  the  current  from  the  commutator  to  the  brush 
is  more  of  an  arc  phenomenon  than  it  is  one  of  pure  conduction. 
A  careful  examination  will  show  myriads  of  minute  arcs  existing 
between  the  brush  surface  and  the  commutator.  The  voltage 
drop  between  the  commutator  and  the  brush,  instead  of 
being  proportional  to  the  current  {as  it  would  be  with  straight 
conduction)  is  substantially  constant  and  is  equal  to  about  1 
volt  per  brush.  Bits  of  copper  may  be  found  in  the  positive 
brush  due  to  the  arcing.  The  voltage  drop  across  the  negative 
brush  is  different  from  that  across  the  positive  brush,  due  to  the 
copper  being  positive  in  one  case  and  negative  in  the  other. 
These  facts  all  substantiate  the  arcing  theory. 

Another  proof  is  the  so-called  "high  mica."  After  a  machine 
has  been  in  operation  for  a  considerable  time,  it  oftenhappens  that 
the  mica  insulation  between  the  commutator  segments  protrudea 
above  the  surface  of  the  commutator,  resulting  in  so-called 
"high  mica,"  Fig.  255.  It  was  long  supposed  that  this  was 
due  to  the  mica  being  harder  than  the  copper,  which  resulted  ia 
the  wearing  away  of  the  copper  more  readily  than  the  mica.  The 
fallacy  of  this  supposition  is  of  course  evident.  Even  though  the 
mica  is  much  harder  than  the  copper,  the  two  niust  always  wear 
evenly  for  the  brush  cannot  grind  the  copper  until  it  comes  in 
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contact  with  it.  Hence  the  brush  must  grind  down  the  mica 
before  it  can  touch  the  copper  if  "hiffh  mica"  is  due  to  mech- 
anical abrasion  alont^ 

The  rational  explanation  of  high  mica  is  dwelt  upon  in  some 
detail  by  B.  G.  Lamme  in  a  paper  presented  before  the  American 
Institute  of  Electrical  Engineers.'  The  copj>er  is  not  worn  away 
as  generally  supposed,  but  is  carried  away  by  the  minute  arcs 
that  exist  between  the  brush  and  the  commutator,  as  shown  in  Fig. 
255.  This  may  be  proved  by  running  two  similar  machines  for 
the  same  periods  of  time,  one  of  the  machines  delivering  current 
and  the  other  having  no  current  at  all  in  the  brushes'  and  com- 


mutator. High  mica  will  ultimately  appear  on  the  commutator 
which  carries  current,  if  conditions  warrant,  whereas  it  will  be 
found  impossible  to  produce  high  mica  on  the  raaqjiine  which 

carries  no  current.  -^ 

High  mica  may  be  reduced  by  the  use  of  fairly  hard  brushes 
which  grind  the  mica  down.  In  modern  practice  the  mica  is 
under-cut  by  many  manufacturers,  that  is,  the  top  of  the  mica  is 
below  the  commutator  surface,  as  is  shown  in  Fig,  256.  There 
is  some  disadvantage  in  this  construction,  in  that  small  bits 
of  copper,  carbon  and  dirt  collect  in  the  groove  and  may  ulti- 
mately short-circuit  the  segments-  These  grooves  can  be  easily 
cleaned  out,  however. 

The  result  of  any  arcing  under  the  brush  is  to  pit  the  commu- 
tator.    As   irregularities    and    depressions   in    the  commutator 
tend  to  prevent  the  brush  making  intimate  contact  with  the 
'"Phyaicai  Limitations  in  D.C.  Coiiimutttting  Machinery,"  by  B.  G. 
Lammb,  a.  I.  E.  E.  Ullani,.,  Vol.  XXXIV,  Part  II  (1916),  page  1739. 
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commutator,  area  of  increasmg  magnitude  will  be  formed.  The 
deeper  the  depressions,  or  the  higher  the  mica,  the  la.r;ger  and 
more  vigorous  these  arcs  become.  Hence,  any  condition  which 
produces  sparking  and  so  roughens  the  commutator  only  in- 
creases the  sparking  and  roughening,  or,  these  actions  are  cumu- 
lative.    If  a  commutator  is  sparking  badly  and  the  oausp  of  the 


I  sparking  is  not  corrected,  the  commutatoT'  will  deteriorate  ver]' 
rapidly  and  soon  Ijecome  inoperative. 
The  brushes  should  be  fitted  very  carefidly  to  the  commu- 
tator surface  by  grinding  with  sandpaper  in  the  manner  shown 
in  Fig.  257.  Carbon  on  the  surface  of  the  commutator  shoulii 
be  removed  with  an  oily  cloth.  Do  not  use  waste.  A  aligbtly 
roughened  commutator  may  be  partially  smoothed  with  finf 
sandpaper.  Do  not  use  emery,  as  the  particles  of  emery  art' 
conducting  and  may  short-circuit  the  commutator  bars.     If  the 
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commutator  is  grooved  by  the  brushes,  or  is  otherwise  in  poor 
condition,  it  should  be  turned  down  in  a  lathe. 

Other  difficulties,  such  as  loose  mica  and  loose  segments,  are 
more  serious  in  character.  It  is  often  possiMe  to  rectify  these 
difficulties  by  tightening  up  the  commutator  clamp  bolts.| 

X97.  Commutating  Poles  (Interpoles).— Fig.  258  shows  the 
geometrical  neutral  or  no-load  neutral  plane  and  the  neutral 
plane  under  load,  It  will  be  noted  that  this  ia  merely  Fig.  244 
reproduced.  If  the  brushes  remained  in  the  no-toad  neutral 
plane,  there  would  be  severe  sparking  under  load  conditions,  be- 
cause of  the  very  appreciable  fiux,'-i^2,  now  existing  in  the  neutral 
zone.     The  brushes  will  not  comiiiutate  properly  even  if  placed 


in  the  load  neutral  plane.  Ihia  is  due  to  the  fact  that  the  elec- 
tromotive force  of  self  induction  still  exists  in  the  coils  under- 
going short  circuit,  even  if  the  voltage  due  to  the  pole  flux  is  zero. 
The  brushes  must  Ih-  tnoved  ahead  into  the  flux  of  the  next  pole 
as  ia  shown  by  <(ii,  in  order  to  have  a  voltage  Kenerated  in  them 
which  will  balance  the  electromotive  force  of  self  induction.  It 
will  be  noted  that  this  position  is  in  the  fringe  of  the  next  pole  flux. 
A  very  slight  movement  of  the  bruslies  in  either  direction  makes 
a  very  marked  change  in  the  flux  so  it  is  difficult  to  get  good 
commutation  under  these  conditions.  In  fact,  it  maybe  impos- 
sible to  obtain  satisfactory  commutation  because  of  the  steepness 
of  the  flux  curve.  When  the  best  position  of  the  brushes  is  ob- 
tained the  trailing  tip  of  each  brush  may  be  in  too  strong  a  field 
and  the  leading  tip  in  too  weak  a  field. 

If  a  flux  having  the  same  value  as  (t>i,  but  opposite  to  it  in 
direction,  could  be  produced  in  the  geometrical  neutral,  it  is 
obvious  that  the  flux  in  the  neutral  plane  could  be  brought  to  zero 
in  spite  of  armature  reaction.  If  a  flux  having  a  value  ^a  +  *i 
were  produced,  satisfactory  commutation    would   be  obtained 
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without  moving  the  brushes.     It  is  the  function  of  commutatrng 
poles  to  produce  just  this  flux. 

Cominutatiiig  poles  consist  of  narrow  poles  located  lietween  the 
main  poles.  They  send  a  flux  into  the  armature  which  is  of  the 
proper  magnitude  to  produce  satisfactory  commutation.  For 
instance,  in  Fig.  258,  the  commutating  pole  must  first  produce  a 
flux  equal  to  ^2  so  as  to  neutralize,  in  the  neutral  zone,  the  in- 


m. 


Fia.  259.— Flui  produoed  by 


ing  pule. 


crease  of  flux  due  to  armature  reaction.  It  must  also  produce  an 
additional  flux  *i  to  balance  the  electromotive  force  of  self 
induction  in  the  coil  undergoing  commutation.  This  commu- 
tating pole  flux  is  shown  in  Fig.  259.  The  pole  producing  it  ai 
this  point  must  be  a  south  pole.  Fig.  260  shows  the  resultant 
flux  obtained  by  combining  Figs.  258  and  259. 


tid  commutating'pole  flux — 


As  the  armature  reaction  and  the  electromotive  force  of  self 
induction  in  the  coils  undergoing  commutation  are  both  propor- 
tional to  the  armature  current,  the  compensating  flux  produced 
by  the  commutating  poles  must  also  be  proportional  to  the 
armature  current.  The  commutating  poles  are  wound,  thereforei 
with  a  few  turns  of  comparatively  heavy  wire  and  are  connected 
in  series  with  the  armature,  as  shown  in  Fig.  261.     The  air  g»P 
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between  these  poles  and  the  armature  is  large,  so  that  the  conimu- 
tating  pole  flux  is  nearly  proportional  to  the  armature  current  at 
all  loads. 

It  should  be  noted  that  the  sequence  of  poles  in  the  direction 
of  rotation  in  a  generator  is  Ns  and  Sn,  where  the  capitals  refer 
to  the  main  poles  and  the  small  letters  refer  to  the  commutating 
poles.  Fig,  262  shows  an  interpole  separate  from  the  machine. 
Fig.  263  shows  the  frame  and  field  coils  for  a  commutating  pole 
motor.     It  will  be  noted  that  only  two  commutating  poles  are 


ticid    and    commutating;    polos 

necessary  in  this  4  pole  machine  Each  pole  has  twice  the 
strength  that  it  would  have  if  four  *nich  poles  were  used  There- 
fore, the  proper  commutating  voltige  is  induced  in  but  one  hide 
of  the  coil  undergoing  commutation. 

In  practice,  commutating  poles  are  so  designed  that  they  pro- 
I  duce  a  tiux  of  greater  magnitude  than  is  necessary.  The  entire 
I  commutating  pole  circuit  is  then  shunted  by  a  low  resistance 
I  shunt,  thia  shunt  being  adjusted  until  the  best  condition  of  com- 
I  mutation  is  obtained.  The  commutating  pole  shunt  is  shown  in 
I  Fig.  261.  This  shunt  is  sometimes  made  inductive  so  that  the 
I  proper  proportion  of  current  will  flow  to  the  commutating  poles 
[    on  sudden  changes  of  load,  such  as  occur  in  railway  generators, 


y 
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198.  The    Shunt    Generator:  Characteristtcs.-t^If 
generator,  after  building  up  to  voltage,  be  loaded,  the  tennitial 
voltage  will  drop.     Thi,s  drop  in  voltage  will  increase  with  io" 


crease  of  load^  Such  a  drop  in  terminal  voltage  is  tmdesirsbk 
espenially  when  it  occurs  in  generators  which  supply  power  t 

incandescent  lamps. 


It  is  very  important  to  know  the  voltage  at  the  termioalB  of  s 
generator  for  each  value  of  current  that  it  delivers,  because  the 
ability  to  maiutain  its  vo\Va?,B  ubAct  Voad  conditions  d 


M 
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m  a  large  measure  the  suitability  of  a  generator  for  certain 
Bpecified   service. 

To  teat  a  generator,  m  order  to  determine  the  relation  of 
terminal  volts  to  current,  it  is  connected  as  shown  in  Fig.  235. 
The  machine  is  self  excited  and  a  voltmeter  is  connected  across 
its  terminals  to  indicate  the  terminal  volts.  An  ammeter  is 
connected  in  the  line  to  measure  the  load  current.  In  performing 
this  test  it  is  often  desirable  to  connect  an  ammeter  in  the  field 
circuit  80  as  to  be  able  to  follow  the  change  in  the  field  current 
as  the  load  is  applied. 

In  starting  the  test,  rated  load  should  first  be  applied  and 
the  field  ciu'rent  adjusted  until  rated  voltage  is  obtained.     The 


load  should  Jhen  be  thrown  off  and  the  no-load  volts  read  on  thi 
voltffleter.'/The  load  should  then  be  gradually  applied,  reading 
the  volts  anil  the  current  for  each  load.  The  speed  of  the  gen- 
erator should  be  maintained  constant  throughout.  If  the  read- 
ings be  plottetl  as  shown  in  Fig.  264,  the  so-called  shunt  char- 
acteristic results^  If,  in  a  small  generator,  the  load  be  carried 
far  enough,  a  rapid  decrease  of  voltage  will  occur,  as  shown 
in  Fig.  264.  This  is  called  the  break-down  point  of  the  generator. 
Further  application  of  load  resiilts  in  a  very  rapid  decrease  of 
voltage  and  any  attempt  at  further  increase  of  load  results  in 
a  decrease  of  crurent  rather  than  an  increase.  The  load  may  even 
be  carried  to  short-circuit  conditions  and  yet  the  current  will 
actually  decrease  as  short  circuit  is  approached.  This  is  due 
to  the  fact  that  the  field  is  ahort-circuited  and  any  current  flowi 


^ 
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Bt  short  circuit  is  due  to  the  residual  niagDetiKiit  of  the  machine 

If  the  external  resistance  be  now  increased,  the  voltage  will 

■  rise  slowly  and  will  ultimately  reach  a  value  not  far  below  that  at 
Iwhich  it  started.  The  fact  that  the  voltage  follows  a  different 
[  curve  when  the  short  circuit  is  removed  is  primarily  due  to  hyster- 

When  the  load  is  being  applied,  the  voltage  is  dropping 
I  and  the  iron  is  on  the  part  of  the  cycle  represented  by  c,  Fig.  231 
I  (fl).     When  the  voltage  starts  to  increase,  it  returns  along  the 

■  path  a,  Fig.  231  (a).     There  is  less  magnetism  and  consequently 
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Flu,  2t)5. — Typical  shunt  eh aracl eristic. 

I  less  voltage  is  induced  in  the  machine  upon  the  return  curve. 
This,  together  with  a  lesser  field  current  resulting  from  the  lower 
voltage,  accounts  for  the  return  curve  lying  below  the  other. 
Ij^  In  practice,  machines  are  operated  only  on  the  portion  ah 
[  HFig.  264)  of  the  characteristic.  Fig.  265  shows  this  portion  of 
the  curve  for  a  100-kw,,  230-volt  generator.  The  rated  current 
IB  100005^30  =  435  amp.  The  generator  field  rheostat  is  set 
so  that  the  generator  terminal  voltage  is  230  wheu  it  is  de- 
livering this  load  of  435  amp. 

There  are  three  reasons  for  the  drop  in  voltage  under  load  of  a 
I  shunt  generator: 

(1)  The  terminal  voltage  is  less  than  the  induced  voltage  by 
the  resistance  drop   in  the  armature.     That   is,   the   terminal 
I  voltage 

Y  =  E-IJt^  (103) 


r  whp 
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where  E  is  the  induoed  volts,  /,  the  armature  ( 
the  amiftture  resistance. 


Example. — The  voltage  induced  wttliin  thp  aniiature  ut  a  shunt  generator 
s  600  volts.  The  armature  resistance  is  0.1  ohm.  What  ia  the  terminal 
joltage  when  the  machine  delivers  200  amp.  7 

Applyjag  equation  103,     , 


F  -  6 


-  (200  X  0.1)  -600-20-580  volts. 


(2)  Annature  reaction  weakens  the  field  and  so  reduces  the 
induced  voltage. 

(3)  The  drop  in  terminal  voltage  due  to  (1)  and  (2)  results 
in  a  decreased  field  current.  This  in  turn  results  in  a  lesser 
induced  voltage. 


shiiiil  gRueratur. 


The  effect  of  eauh  of  these  thrtse  factors  ia  shown  in  Fig.  2(j6. 

It  might  appear  that  the  voltage  of  the  generator  would  drop 
to  zero,  or  practically  so,  of  it«  own  accord  when  the  load  first  is 
applied,  because  the  foregoing  cycle  is  cumulative.  That  is,  a 
leaser  terminal  voltage  results  in  a  weaker  field,  and  a  weaker 
field  results  in  a  lesser  induced  voltage  and  therefore  a  lower 
terminal  voltage  which  still  further  weakens  the  field,  etc.  The 
above  cycle  would  result  in  the  terminal  volts  reaching  zero,  if 
the  iron  were  not  in  some  measure  saturated.  If  a  10  per  cent. 
drop  in  terminal  voltage  resulted  in  a  10  per  cent,  drop  in  flux, 
the  generator  would  be  unable  to  supply  any  appreciable  load. 
However,  a  10  pur  cent,  drop  in  terminal  voltage,  hence  in  field 
current,   probably  results  only  in  a   I  or  2  per  cent,  dvoi^  vci 
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flux,  due  to  saturation  and  also  hysteresis,  as  is  iilustrati 
Fig.   231   (a).     Therefore,  a  generator  when  operating  at  hi| 
saturation  maintains  its  voltage  lietter  than  when  running 
low  saturation. 

This  is  illustrated  by  Fig,  267,  which  shows  two  saturatii 
curves  for  a  230-volt  generator,  one  at  900  r.p.m.  and  the  oth 
at  1,200  r.p.m.  If  the  no-load  voltage  of  the  generator  in  ea< 
case  is  230  volts,  the  generator  will  be  operating  at  point  ( 
on  the  1,200  r.p.m.  curve  and  at  point  (6)  on  the  900  r.p.i 
curve.     As  point  (b)  corresponds  to  a  much  higher  satiiratii 


FIHd  Currenc  LoodCurrent 

Fig.   '2G7, — Relation,  of  shunt  eliuracteriuticB  to  speed, 

of  the  armature  and  field  iron  than  (a),  the  generator  will  n 
tain  its  voltage  better  at  900  r.p.m.  than  at  1,200  r.p.m,, 
shown  by  the  characteristics  in  Fig.  267. 

199.  Generator  Regulation.- — The  ability  of  a  generator 
maintain  its  voltage  under  load  is  a  measure  of  its  suitabili^l 
constant  potential  service.  The  reguintion  shows  quantttAtin 
the  amount  the  voltage  varies  from  rated  loatl  to  no  load. 

The  dctinition  of  regulation  accoi-ding  to  the  A.  I.  E.  E.  Sta) 
ardization  Rules  ia  the  rise  in  voltage  between  rated  loadH 
no  load.  This  is  usually  expressed  as  a  percentage.  ReguhM 
may  be  more  specifically  defined  as  follows: 

D       1  .■            ,,^  no  load  -  rated  load      , 
Regulation  =  100 t—,  y    ;  :^-  -  volts  (per  o 

As  an  example,  in  Fig.  266,  the  rise  in  voltage  from  l| 

be 
Per  cent,  regulation  =  100  w. 


ated  load" 
.     Reguhi 

^r  o^l^l 

] 
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In  the  100-kw.  generator  whose  characteristic  ia  shown  in 
Fig.  265,  the  no-load  voltage  is  252  volts.  The  rated  load 
voltage  is  230. 


Per  cent,  regulation  =  100- 


230 


200.  Total  Characteristic. — Reference  is  often  made  tothetotrf  ' 
characteristic  of  a  ahunt  generator.     The  ahunt  characteristic, 
to  which  reference  has  already  been  made,  is  the  relation  existing 
between  load  current  and  terminal  volts.     The  total  characteristic 
is  the  relation  between  armature  current  and  induced  volts. 

The  armature  current  differs  from  the  load  current  by  the 
amount  of  current  flowing  in  the  field. 


The  armature  current 

/.  =  /  +  // 

when  /  is  the  load  current  and  //  the  shunt  field  current. 
The  induced  volts 

E  ^  V  +  I^R,  (104) 

Hire  V  is  the  terminal  voltage  and  Ra  the  armature  resistance, 
tudiug  brush  and  brush  contact  resistance.  The  total  char- 
Wteristic  is  the  curve  showing  the  relation  of  la  and  E.  It  may 
B  found  graphically  from  the  shunt  characteristic  as  follows: 
*t  qr,  Fig.  268,  be  the  shunt  characteristic.  Draw  the  field 
btance  line  on,  as  was  done  in  Figs.  236  and  237.  The  line 
1  have  the  appearance  of  being  nearly  vertical,  owing  to  the 
i  that  the  abscisste  are  plotted  to  armature  currcut  ^*ia.W.. 
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The  horizontal  distances  from  the  OY  axis,  Oq  to  Oa,  give  the 
value  of  field  current  for  each  value  of  voltage.  By  adding  these 
distances  horizontally  to  the  shunt  characteristic,  the  total  cur- 
rent is  given  by  the  resulting  characteristic  qe.  For  example. 
at  point  c  on  the  shunt  characteristic  the  distance  c'd'  is  added 
horizontally,  giving  point  d  on  the  characteristic  qe. 

The  armature  reeistance  drop  line  ob  is  then  plotted,  assuming 
that  the  brush  contact  resistance  is  constant.  The  voltage  drop 
in  the  armature  is  then  proportional  to  the  current.  It  is  only 
necessary  to  determine  the  drop  e'/'  at  some  value  of  current 
oe'.     That  is,  the  voltage  drop 

e'f  =  {Oe')R„ 

Draw  the  line  Of.  The  vertical  distances  from  the  OX  axis,' 
Oe'  to  Of,  give  the  armatuTO  drop  for  each  value  of  current. 
Adding  these  drops  to  the  characteristic  qe,  as  ef  =  e'f  is  added  at 
the  point  e,  the  total  characteristic  qf  is  obtained. 

It  should  be  borne  in  mind  that  the  total  induced  voltage 
multiplied  by  the  total  current  gives  the  total  power  developed 
within  the  armature.  All  of  this  power  is  not  availablei  however,  [ 
for  two  reasons: 

(1)  Some  of  this  power  is  lost  in  the  armature  itself,  appearing] 
as  Ia*Ra  loss  in  the  armature  copper. 

(2)  Some  of  the  armature  output  is  consumed  in  heating  the 
shunt  field. 

Example. — A  20-kw.,  220-volt,  shunt  generator  bae  an  armature  re- 
sistance of  0.07  ohm  and  a  shunt  field  resistance  of  100  ohms.  WhM 
power  is  developed  in  the  armature  when  it  delivers  its  rated  output? 

Rated  current 

Field  current 

,        220       „  „ 

'''m  -2-2»>p. 

Armature  current 

/.  =  90.9  +  2.2  -  93.1  amp. 
Induced  volts 

^  =  220  +  (9.1.1  X  0.07)  =  226.5  volte. 
Power  developed  in  armature 

P  =  226.5  X  SSA  =  2V.1  kw.    Ant. 
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Armature  losa 

Power  developed  in  armaji 

P  =  20,000  +  484  +  f 


P.  -  (93.1)'0.07  =  607  watte. 


-  21,091  1. 


201.  The  Compound  Generator. — The  drop  in  voltage  with 
load,  which  is  characteristic  of  the  shunt  generator,  makes  this 
type  of  generator  undesirable  where  constancy  of  voltage  is  essen- 
tial.    This  applies  particularly  to  lighting  circuits,  where  a  very 


Blight  change  of  voltage  makes  a  material  change  in  the  candle- 
power  of  incandescent  lamps.  A  generator  may  be  made  to 
produce  a  substantially  constant  voltage,  or  even  a  rise  in 
voltage  as  the  load  increases,  by  placing  on  the  field  core  a  few 
turns  which  are  connected  in  series  with  the  load.  These  turns 
are  connected  so  as  to  aid  the  shunt  turns  when  the  generator 
delivers  current,  Fig.  269.  As  the  load  increases,  the  current 
through  the  series  turns  also  increases  and,  therefore,  the  flux 
through  the  armature  increases.  The  effect  of  this  increased  flux 
is  to  increase  the  induced  voltage.  By  proper  adjustment  of 
the  series  amjiere-tums,  this  increase  in  armature  voltage  may  be 
made  to  balance  the  drop  in  voltage  due  to  armature  reaction 
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and  that  due  to  the  resistance  drop  in  the  armature.  If  the  ter- 
minal voltage  is  maintained  substantially  constant,  the  field 
current  will  not  drop  as  the  load  increases.  Therefore,  the  three 
causes  of  voltage  drop,  namely,  armature  reaction,  laRa  drop, 


Series 
Field 


Series 
Field 


(a)     Short  Shunt  (&)    Long  Shunt 

Fig.  270. — Compound  generator  connections. 

and  drop  in  field  current  (Fig.  266),  are  neutralized  more  or  less 
completely  by  the  effect  of  the  series  ampere-turns. 

The  shunt  field  may  be  connected  directly  across  the  armature 
terminals,  Fig.  270  (a),  in  which  case  the  machine  is  called 
short  shunt.     If  the  shimt  field  be  connected  across  the  machine 
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Compounded 
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Cursent 
Fio.  271. — Compound  generator  characteristics. 

terminals  outside  the  series  field.  Fig.  270  (6),  the  machine  is  long 
shunt.  The  operating  characteristic  is  about  the  same  in  either 
case. 

If  the  effect  of  the  series  turns  is  to  produce  the  same  voltage 
at  rated  load  as  at  no  load,  the  machine  is  said  to  be  flat  com- 
pounded.    (See  Fig.  271.)     It  is  seldom  possible  to  maintain  a 
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constant  voltage  at  all  points  from  no  load  to  rated  load.  The 
tendency  is  for  the  voltage  first  to  rise  and  then  to  drop  again, 
reaching  the  same  voltage  at  rated  load  as  was  obtained  at  no 
load.  The  particular  shape  of  the  characteristic  is  due  to  the 
iron  becoming  saturated,  so  that  the  added  series  ampere-turns 
do  not  increase  the  flux  at  full  load  as  much  as  they  do  at  light. 
load.  When  the  rated-load  voltage  is  greater  than  the  no-load 
voltage,  the  machine  is  said  to  be  over  compounded.  When 
the  rated-load  voltage  is  less  than  the  no-load  voltage,  the 
machine  is  said  to  be  under  compounded.  Generators  are  seldom 
under  compounded. 


Fio.  272, — Over-eompourideii  geiiei 


Flat  compounded  generators  are  used  pruiciptilly  in  isolated 
plants,  such  as  hotels  and  office  buildings.  The  size  of  the  con- 
ductors in  the  distribution  system  of  such  plants  ia  determined 
almost  entirely  by  underwriters'  requirements  as  to  carrying 
capacity.  Wires  conforinng  to  these  requirements  are  usually 
of  such  size  that  only  a  very  small  voltage  drop  takes  place  be- 
tween the  generator  and  the  various  loads. 

Over  compounded  generators  are  used  where  the  load  is 
located  at  some  distance  from  the  generator.  As  the  load  in- 
crtases,  the  voltage  at  the  load  tends  to  decrease,  due  to  the 
voltage  drop  in  the  feeder.  If,  however,  the  generator  voltage 
rises  just  enough  to  offset  this  feeder  drop,  the  voltage  at  the  load 
remains  constant. 

Example. — Consider  the  tonditiona  shown  in  Fig.  272  (a).  A  certain 
load  18  4,00ft  ft.  distant  from  the  generator.  The  load  in  supijlied  over  a 
500,000  cm.  feeder.  The  no-load  voltage  ot  the  getieralor  is  500  volts. 
It  is  desired  to  maintain  the  load  voltage  at  a  eubatantially  constant  value 
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of  500  volts  from  no  load  to  the  maximum  demand  of  300  amp.  What 
must  be  the  characteristic  of  the  generator? 

If  the  cables  were  operated  at  the  ** normal"  density  the  current  would 
be  500  amp.  or  0.001  amp.  per  cir.  mil  (Par.  68),  and  the  drop  would  be 
0.01  volt  per  foot,  making  a  total  drop  of  80  volts. 

The  actual  drop  is 

gQQ  X  80  =  48  volts. 

The  generator  terminal  voltage  should  rise  from  a  no-load  value  of  500 
volts  to  548  volts  when  300  amp.  are  being  delivered  to  the  load.  Fig. 
272  (6). 

Compound  generators  are  usually  wound  so  as  to  be  somewhat 
over   compounded.     The  degree  of  compounding  can  then  be 

regulated   by  shunting  more 
Diverter  ^j.  j^gg  current  away  from  the 

series  field.  To  do  this  a  low 
resistance  shunt,  called  a  ^i- 
verter,  is  used,  Fig.  273. 

Compound  generators 
which  supply  3-wire  distribu- 
tion systems  usually  have  two 
series  field  windings,  one  con- 
nected to  each  side  of  the 
armature.  There  are  two 
separate   series   windings   on 

each  pole,  one  winding  being  connected  to  the  positive  terminal 

and  the  other  to  the  negative  terminal  of  the  machine.      (See 

Fig.  349.) 

In  a  compound  generator  the  induced  voltage  in  the  armature 

is: 

E  =  V  +  IM.  +  laRa     i  (105) 

where  V  is  the  terminal  voltage,  /,  the  series  field  current,  /« 
the  armature  current,  and  /2«  and  Ra  the  series  field  and  armature 
resistance  respectively.  {R»  is  the  equivalent  parallel  resistance 
of  the  series  field  and  diverter,  if  a  diverter  is  used.  /.  then 
equals  the  combined  current  in  the  diverter  and  series  fileld.) 
In  a  long  shunt  generator  /,  =  /a. 

Eiample. — A  compound  generator,  connected  short  shunt,  has  a  terminal 
voltage  of  230  volts  when  it  is  delivering  a  current  of  150  amp.  The 
shunt  field  current  is  4  amp.,  the  armature  resistance  0.03  ohm  and  the 


Fi«.  273.— Series-field  diverter. 
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i  Beld  resistance  0.01  ohin.  Determine  the  induced  voltt.ge  in  th 
armature,  the  total  power  generated  in  the  anuature  and  the  diapo^tioi 
of  this  power. 

The  aeries  field  current  /,   =   160  amp.,  and  the  armature  current  la   = 
154  amp. 

E  =  230  +  (150  X  0.01)  +  (154  X  0.03)  =  236.1  volta. 
Total  power  generated 

Pa  =  236.1  X  154  =  36,400  watts  =  36,4  kw. 


Armature  loss 
Series  field  loss 
Shtmt  field  lo»a 
Power  delivered 


/".  =  1.54'  X  0.03  =  711  watts. 

P.  -  150*  X  0.01  =  225  watts, 
f.*  =  (230  +  1.5)4  =  926  watts. 

P  =   230   ) 


34^500  watts. 
Total         36,362  watts  (check). 
202.  Effect  of  Speed. — Fig,  274  shows  the  saturation  curve 
of  a  230-volt,  compound  generator,  taken  at  900  r.p.m.     The 


(a)  "  lb)  (c) 

l''[0.   274, —  Effnct  of  speed  upnu  coiupouad  charai'teriBlin, 

shunt  held  rheostat  is  so  adjusted  that  the  machine  builds  up  to 
a  no-load  voltage  of  230  volts.  To  produce  this  result  a  certain 
number  of  shunt  field  ampere-turns  are  necessary,  as  indicated 
by  the  distance  oa.  When  load  is  applied  to  the  machine  a 
certain  number  of  series  ampere-turns  areadded.  Letthenumber 
of  series  ampere-turns  be  represented  by  the  distance  ab.  Neg- 
lecting armature  reaction,  the  induced  voltage  will  be  increased 
by  a  value  cd  shown  in  heavy  lines. 

Let  this  same   machine  be  speeded  up  to  1,200  r.p.m..  Fig. 
274  (ft),  and  let  the  no-load  terminal  voltage  still  be  230  volts. 
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The  distance  oa  will  now  be  less  than  it  was  in  Fig.  274  (o), 
owing  to  the  increased  speed.  But  the  distance  ab  will  be 
the  same  in  each  case,  as  the  increase  of  series  turns  depends 
solely  on  the  load.  The  increase  of  voltage  cd  is  much  greater  in 
(6)  than  in  (a),  owing  to  the  lesser  saturation  of  the  iron.  There- 
fore, the  higher  speed  machine  will  have  the  more  rising  char- 
acteristic, as  is  shown  in  Fig.  274  (c).  It  will  be  noted  that 
the  effect  of  speed  upon  the  compound  characteristic  is  just 
opposite  to  the  effect  of  speed  upon  the  shunt  characteristic. 
(See  Fig.  267.)  This  is  due  to  the  fact  that  saturation  opposes 
change  of  the  flux  in  each  case. 

203.  Determination  of  Series  Turns:  Armature  Character- 
istic.— It  is  often  desired  to  determine  the  number  of  series 
turns  which  it  is  necessary  to  place  upon  the  poles  of  a  shunt 
generator  in  order  to  make  it  either  flat  compounded  or  to  give 
it  any  desired  degree  of  compounding. 

To  make  the  determination,  adjust  the  no-load  voltage  to  its 
proper  value.  Let  this  value  of  shunt  field  current  be  /i.  Load 
the  generator  to  its  rated  load  and  by  means  of  the  field  rheo- 
stat bring  the  terminal  volts  to  the  desired  value.  Let  the  cor- 
responding value  of  field  current  be  /2.  The  necessary  in- 
crease of  field  ampere-turns  is 

where  Nsh  =  shunt  field  turns  (either  turns  per  pole  or  total 
turns  may  be  used). 

Let  /  be  the  rated  load  current  of  the  machine,  and  iV,  the 
necessary  series  turns. 

Then  Nsl  =  (h  -  /i)A^** 

The  number  of  series  turns  for  flat  compoimding  may  also  be 
obtained  by  means  of  the  armature  characteristic.  The  load  is 
applied  to  the  armature  in  the  usual  way.  It  is  preferable  to 
excite  the  field  separately,  as  shown  in  Fig.  275.  Load  is  applied 
and  the  terminal  voltage  is  maintained  constant  by  means  of  the 
shunt  field  rheostat.  Corresponding  values  of  field  current  and 
armature   current  are  noted.     When  the  two  are  plotted  (as 
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Bhown  in  Fig.  276)  the  resulting  curve  is  the  armature  ckaroder- 
istic.  The  field  current  increases  more  rapidly  than  the  armature 
current  owing  to  saturation. 

To  determine  the  number  of  series  turns  necessary,  multiply 
the  increase  of  field  current  be  by  the  shunt  turns  and  divide  by 


the  current  Oa. 


Fro.  276. — Armature  eharaeteriatir. 


204.  The  Series  Generator.^In  the  aeries  generator  the  field 

winding  is  connected  in  series  with  the  armature  and  the  external 

circuit.     It  must  consist,  necessarily  of  a  comparatively  few  turns 

I  of  wire  having  a  sufficiently  large  crosa-scction  \o  carry  the  rated 

Kinent  of  the  generator. 
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The  series  generator  in  moat  instances  is  used  for  constant  cur- 
•  rent  work,  in  distinction  to  the  skunt  generator  which  maintains 
constant  potential.  Fig.  277  shows  the  saturation  curve  of  a 
series  generator  and  also  its  characteristic.  The  saturation  curve 
differs  in  no  way  from  that  of  the  shunt  generator.  The  external 
characteristic  is  similar  in  shape  to  the  saturation  curve  for  low 
Baturation.     The  voltage  at  each  point  is  less  than  that  shown 


by  the  saturation  curve  by  the  amount  due  to  the  drop  through 
the  armature  and  field,  Ia{Ra  +  R,),  and  the  drop  due  to  arma- 
ture reaction.  The  curve  reaches  a  maximum  beyond  which 
armature  reaction  becomes  so  great  as  to  cause  the  curve  to  droop 
sharply  and  the  voltage  drops  rapidly  to  zero.  These  machines 
are  designed  to  have  a  very  high  value  of  armature  reaction. 

The  machine  builds  up  as  follows: 

If  the  series  field  is  connected  in  such  a  manner  that  the  current 
due  to  the  residual  magnetism  aids  this  residual  magnetism,  the 
generator  will  build  up,  provided  the  external  resistance  equals  or 
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is  less  than  that  indicated  by  the  external  resistance  line  Oa,  The 
line  Oa  is  therefore  called  the  critical  external  resistance  line.  As 
the  external  resistaiice  decreases-,  the  external  resistance  line 
swings  down  to  the  right,  as  has  already  been  discussed  for  the 
shunt  generator,  Par.  189.  ThehneOtissuchahne.  It  would  be 
practically  impossible  to  operate  with  an  external  resistance  cor- 
responding to  the  line  Oa,  or  to  any  line  cutting  the  curve  to 
the  left  of  d,  as  a  small  increase  in  external  resistance  would  swing 
the  resistance  line  away  irom  the  curve  resulting  in  the  genera- 
tor's dropping  its  load.  The  machine  is  designed  to  operate 
along  the  portion  he  of  the  curve,  which  corresponds  to  substan- 
tially constant  current.  The  current  is  not  alTected  by  a  con- 
siderable change  in  external  resistance,  corresponding  to  the  line 
Ob  swinging  up  or  down.  To  obtain  close  regulation  the  series 
field  is  shunted  by  a  rheostat.  The  resistance  of  this  rheostat 
is  controlled  by  a  solenoid  connected  in  series  with  the  line.  In 
this  way  the  current  delivered  by  the  generator  may  be  held 
substantially  constant. 

In  the  past,  the  series  generator  has  been  much  used  in  series 
arc  lighting.  The  Brush  Arc  machine  and  the  Thomson-Houston 
generator  are  common  examples  of  such  machines.  Both  of  these 
have  open-circuit  armatures.  (See  Par.  164.)  As  the  voltageon 
the  commutator  ranges  from  2,000  volts  to  10,000  volts,  the  com- 
mutators have  wide  gaps  between  segments.  In  the  Brush  Arc 
generator  there  are  as  many  as  two  or  three  separate  commutators 
connected  in  series  so  as  to  reduce  the  voltage  per  commutator 
and  also  to  smooth  out  the  ripples  in  the  voltage  wave,  (See  Fig. 
191.)  There  are  but  four  segmeuts  per  commutator.  (For  a 
more  complete  description  see  "Dynamo  Electric  Machinery," 
S.  P.  Thompson,  Vol.  I.) 

In  Europe,  power  is  transmitted  by  direct  currents  at  poten- 
tials as  liigh  as  50,000  volts,  in  the  Thury  System.^  This  high 
voltage  is  obtained  by  connecting  several  generators  in  series  and 
transmitting  at  constant  current.  The  voltage  increases  with  the 
load.  The  generators  have  two  commutators,  one  at  each  end 
of  the  armature.  The  potential  may  run  as  high  as  5,000  volts 
per  commutator.     Regulation  is  obtained  by  shunting  the  fields. 

'  See    "Standard    Handitook,"    Fourth    Edition,    Chap.    XI,    McGraw- 
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The  power  is  utilized  by  series  motors  connected  at  the  desired 
points  in  series  with  the  Une. 

Series  generators  are  often  used  as  boosters  on  direct  current 
feeders.  When  a  drop  on  a  particular  feeder  becomes  excessive, 
it  may  be  cheaper  to  install  a  booster,  and  utiUze  it  at  the  peak 
load,  than  to  invest  in  more  copper.  The  booster  is  a  series 
generator  operating  on  the  straight  portion  of  the  magnetization 
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Fia.  278. — The  series  booster. 


curve,  the  terminal  voltage  being  proportional  to  the  current 
flowing  through  the  machine.  Likewise  the  voltage  drop  in  the 
feeder  is  proportional  to  the  current  in  the  feeder.  If  the  gene- 
rator be  connected  in  series  with  the  feeder.  Fig.  278  (o),  and  ad- 
justed properly,  its  terminal  volts  may  be  made  always  equal  to 
the  drop  in  the  feeder,  as  shown  in  Fig.  278  (6).  Therefore,  the 
voltage  at  the  load  may  be  maintained  constant.  The  booster 
is  direct-connected  to  a  shunt  motor  taking  its  power  from  the 
bus-bars.     If  the  driving  power  should  in  any  way  be  removed. 
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the  Beries  generator  will  reverse  and  operate  as  a  motor.  The 
speed  of  a  series  motor  without  load  is  prac(.i(;ally  unlimited,  so 
that  it  will  run  away  and  tear  itself  to  pieces.  Therefore,  such  a 
booster  should  never  be  belt-diiven  and  should  have  some  pro- 
teetive  device  to  prevent  its  running  away. 

206.  Effect  of  Variable  Speed  upon  Characteristics. — When  a 
generator  is  being  tested  to  determine  its  characteristic  or  its 
regulation,  it  is  assumed  that  the  generator  speed  is  maintained 
at  a  constant  value,  the  rated  speed  of  the  generator.  Any  drop 
io  voltage  resulting  from  a  drop  in  speed  of  the  prime  mover  or 
driving  motor  is  not  chargeable  to  the  generator. 
"In  practice,  a  drop  in  speed  with  load  in  the  case  of  the  prime 
mover  is  often  unavoidable.  Therefore,  the  regulation  of  the 
generator  is  made  to  include  the  voltage  drop  due  to  this  de- 
creased speed.  When  making  out  specifications,  the  regulation 
of  the  generator  when  driven  by  its  prime  mover  should  bo 
specified.  Speed  correction  applied  to  characteristics  of  gener- 
ators is  somewhat  involved,  because  of  the  many  factors  which 
rnter  the  computation.  For  a  more  complete  discussion  see  "A 
Solution  of  an  Acceptance  Test  Problem,"  by  W.  B.  Kouwen- 
hoven,  Fleet.  Wld.,  Vol.  71,  Jan.  19,  191S. 

206.  The  Unipolar  or  Homopolaj  Generator.' — In  the  ordinary 
direct  current  generator,  the  voltage  as  generated  is  alternatini; 
and  the  current  must  be  rectified  or  commutated.  In  the  uni- 
polar generator,  however,  a  direct  current  is  generated,  and  no 
commutator  is  necessary. 

The  principle  of  the  unipolar  generator  is  that  of  Faraday's 
disc  dynamo.  Fig.  279  (a).  If  a  disc  be  rotated  between  the 
poles  of  a  magnet,  an  enif.  is  generated  between  the  center  and 
the  rim  of  the  disc,  A  current  can  be  taken  from  the  disc  by 
placing  a  brush  at  the  center  and  another  at  the  rim.  The 
disc  shown  in  Fig.  279  (a)  would  not  be  practicable  because 
the  electromotive  force  ie  generated  only  at  one  portion,  so  that 
current  can  flow  back  through  the  disc  even  when  the  external 
circuit  is  open.  If  an  annular  pole  be  used,  Fig.  279  (6),  an 
equal  electromotive  force  is  generated  along  each  radius,  so  that 
the  current  has  no  return  path  in  the  disc  itself. 

3  the  "Standard  Handbook,"  Foul-th 
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Fig.  279  (c)  shows  a  cross-setrtioii  of  a  unipolar  tnachine. 
The  brushes  66  are  of  one  polarity  and  the  brush  a  is  of  the 
opposite  polarity.  A  hole  in  the  casting  allows  access  to  brush 
a.  Such  generators  are  sometimes  made  with  a  rotating  cyl- 
inder and  are  said  to  be  of  the  axial  type. 

The  chief  disadvantage  of  the  unipolar  type  of  generator  is  the 
very  low  voltage  generated,  even  at  high  speeds.     I 
to  connect  several  discs  in   series  in  order  to  obtain  working 


means  ol 
I  maintain 


Fiu.  279. — The  uiiipolar  neuurator. 


voltages.  The  generator  in  Fig.  179  (c),  having  an  armature 
diameter  of  about  20  in.,  and  running  at  3,000  r.p.m.,  would 
give  only  about  40  volts.  Another  disadvantage  is  the  difficulty 
of  conducting  the  current  from  the  disc  at  the  high  speeds  at 
which  these  machines  are  necessarily  run. 

Such  generators  are  mamifactured  by  both  the  General 
Electric  Co.  and  the  Westinghouae  Co.  Their  field  of  applica- 
tion is  that  of  a  high  speed,  turbo-driven  generator,  designed  for 
high  currents  at  low  voltages. 

207.  The  Tirrill  Regulator. — It  has  been  pointed  out  that  the 
voltage  of  a  generator  varies  with  the  loiwl,  speed,  etc.  By 
means  of  a  Tirrill  regulator,  the  voltage  of  a  generator  can  be 
maintained   constant   even   under   rapid    fluctuations   of   load. 


CENEUA TOli  I  HA HAVTEUIsri VH 
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in  addition,  compensation  may  be  made  for  line  drop.  The 
voltage  is  controlled  by  small  relay  contacts,  which  short-circuit 
the  shmit  field  rheostat,  the  duration  of  the  short  circuit  de- 
pending upon   the  amount  of  regulation   required.     The    field 


rheostat  is  usually  set  so  that  the  generator  voltage  is  ;J5  per  cent. 
below  normal  when  the  regulator  is  disconnected. 

The  diagram  of  the  apparatus  is  shown  in  Fig.  280.  The  relay 
magnet  is  U-shaped  and  has  two  solenoids,  differentially  wound, 
upon   its  core.     One  winding  is  directly  across  the  line,     The 
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other  is  connected  across  the  line  through  the  main  contacts. 
The  relay  contacts  intermittently  short-circuit  the  generator 
field  rheostat. 

The  main  control  magnet  can  open  the  main  contacts  or  allow 
them  to  close.  These  contacts  are  normally  held  closed  by  a 
spring.  Assume  that  the  voltage  rises.  The  potential  winding 
of  the  main  control  magnet  strengthens  this  magnet  and  opens 
the  main  contacts.  This  opens  one  of  the  windings  on  the  relay 
magnet  and  so  nullifies  the  differential  action.  The  relay  con- 
t  tacts  are  then  pulled  open  and  the  short  circuit  removed  from 
the  generator  field  rheostat.  This  immediately  reduces  the 
generator  voltage.  The  reverse  action  takes  place  when  the 
voltage  drops. 

As  a  matter  of  fact  both  relays  are  constantly  vibrating  so 
that  the  changes  in  the  generator  voltage  are  very  small. 

The  relay  contacts  are  shunted  by  a  condenser  to  reduce 
sparking.  Owing  to  the  fact  that  these  contacts  can  carry 
only  a  very  small  current,  it  is  usually  necessary  to  have  the 
regulator  act  on  an  exciter  field,  and  so  maintain  the  bus-bar 
voltage  constant  through  the  exciter. 

A  compensating  winding  on  the  main  control  magnet  may  be 
connected  across  a  series  shunt  to  give  the  system  a  rising 
voltage  characteristic  and  so  compensate  for  line  drop. 
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208.  Definition.^lt  waa  stated  in  Chap.  XI  that  a  Renerator 
is  a  machine  for  converting  mechanical  energy  into  electrical 
energy. 

In  a  similar  way  the  motor  is  a  machine  for  converting  electri- 
cal energy  into  mechanical  energy.  The  same  machine,  however, 
may  be  used  either  as  a  motor  or  as  a  generator. 

209.  Principle. — Fig.  281(a)  shows  a  magnetic  field  of  con- 
stant strength  or  intensity  in  which  is  placed  a  conductor  that 


rJuctor  currying  c 


1  magnetic  fidd. 


carries' no  current.  In  (6)  the  conductor  is  shown  as  carrying  a 
current  into  the  paper,  but  the  field  due  to  the  N  and  S  poles 
has  been  removed.  A  cylindrical  magnetic  field  now  exists 
about  the  conductor  due  to  the  current  in  it.  The  direction  of 
this  field  is  determined  by  the  corkscrew  rule. 

Fig.  281(c)  shows  the  resultant  field  obtained  by  combining 
the  main  field  and  that  due  to  the  current.  The  field  due  to  the 
current  in  the  conductor  acts  in  conjunction  with  the  main  field 
above  the  conductor,  whereas  it  opposes  the  main  field  below  the 
conductor.  The  result  is  to  crowd  the  flux  above  the  conductor 
and  to  reduce  the  flux  density  in  the  region  below  the  conductor. 
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It  will  be  found  that  a  force  acts  on  the  conductor,  trying  to 
I  push  the  conductor  down,  as  shown  by  the  arrow. 

It  is  convenient  to  think  of  this  phenomenon  as  due  to  the 
I  crowding  of  the  lines  on  one  side  of  the  conductor.  Magnetic 
'  lines  of  force  may  be  considered  as  acting  hke  elastic  bands  under 
tension.  These  haes  always  are  endeavoring  to  contract  so  as 
to  be  of  minimum  length.  The  tension  in  these  lines  on  the 
upper  side  of  the  conductor  is  tending  to  pull  it  down  as  shown 
in  the  figure. 

If  the  current  in  the  conductor  be  reversed,  the  crowding  of 
the  lines  will  occur  below  the  conductor,  which  will  tend  to  move 
it  upward,  as  shown  in  Fig.  281{rf). 

The  operation  of  the  electric  motor  depends  upon  the  principle 
that  a  conductor  carrying  current  in  a  magnetic  field  tends  to 
move  at  right  angles  to  the  field. 

210.  Force  Developed  by  Conductor  Carrying  Current.— 
The  force  acting  on  a  conductor  in  a  magnetic  field  is  directly 
proportional  to  three  quantities:  the  strength  of  the  field,  the 
magnitude  of  the  current,  and  the  length  of  the  conductor  lying 
in  the  field.     The  force  in  dynes  is  given  by 

F  =  Bll/IQ  dynes.  (106) 

where  B  is  the  flux  density  in  lines  per  sq.  cm.  or  gausses,  I  the 
active  length  of  the  conductor  in  centimeters  and  /  the  current  in 
amperes.  The  direction  of  the  field,  the  conductor,  and  the 
direction  of  the  force  arc  all  mutually  perpendicular  to  one 
another. 

Example. — A  coil  conaigtiiig  of  20  turns  liea  with  its  plane  parallel  Ig  a 
magnetic  field  (see  Fig.  286),  the  flux  density  in  the  field  being  3,000  linra 
per  sq.  cm.    The  axial  length  of  the  coil  is  S  in.     The  current  per  con- 
ductor  is   30   amp.     Determine    the  force  in  pounds  which  acts  on  each 
aide  of  the  coil.     (See  arrows  in  Fig.  286a.) 
B  =  3,000 
i  =  8  X  2.54  =  30.32  cm. 
/  =  30 

F,  =  3,000  X  20.32  X  30/10  =  182,900  dynes. 
As  there  are  20  turns 

f  =  20  X  182,900  -  3,6B8,000  dynes 
3,658,000/981  =  3,730  grams 
=  3.73  kg. 
3.73  X  2.204  =  8.23  lb,    A'ls. 
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211.  Fleming's  Left-hand  Rule. — The  relation  between  the 
direction  of  a  magnetic  field,  the  direction  of  motion  of  a  con- 
ductor ill  that  field  and  the  direction  of  the  induced  electromotive 
force  is  given  by  Fleming's  Right-hand  Rule. 

In  a  similar  manner,  the  relation  between  the  direction  of  a 
•  magnetic  field,  the  direction  of  a  current  in  that  field  and  the 


Fig.  283.— Fleming's  left-hand 


direction  of  the  resulting  motion  of  the  conductor  can  be  deter- 
mined by  using  Fleming's  Left-hand  Rule. 

Fleming's  Left-hand  Rule: 

Point  the  forefinger  in  the  direction  of  the  field  or  flux,  the  middle 
fiji^er  in  the  direction  of  the  curre?tt  in  the  conductor,  and  the  thumb 
vHll  point  in  the  direction  in  which  the  conductor  tendu  to  move. 


This  is  illustrated  by  Fig.  282. 


(u)  Motor 

Fio.  383.— Mot 


1 


Another  convenient  method  for  determining  the  above  relation 
is  to  make  use  of  the  fact  that  the  crowding  of  the  magnetic 
hues  behind  the  conductor  tends  to  push  it  along.  It  is  necessary 
merely  to  sketch  the  main  field  and  the  lines  about  the  conductor, 
as   shown   in   Fig.  283fo.).     It  is  evident  that  the  lines  * 
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crowded  at  the  right  of  the  conductor  so  that  the  direction  of 
motion  is  to  the  left. 

In  Fig.  2S3(b)  is  shown  a  similar  condition  for  a  generator. 
In  this  case  the  conductor,  as  a  generator,  moves  to  the  r^ht. 
Hence  in  a  generator  the  conductor  must  move  against  a  force 
tending  to  oppose  its  motion,  and  so  the  conductor  requires  a 
driving  force  to  keep  it  in  motion.  This  driving  force  is  supplied 
by  the  prime  mover  to  which  the  generator  is  connected. 

212.  Torque. — When  an  armature,  a  fly  wheel  or  any  other 
device  is  revolving  about  its  center,  a  tangential  force  is  necessary 
to  produce  and  maintain  rotation.  This  force  may  be  developed 
within  the  machine  itself  as  in  a  motor  or  steam  engine,  or  it 
may  be  applied  to  a  driven  device  such  as  a  pulley,  a  shaft,  a 


FiQ.  281.— Torque  developed  by  a  belt  and 


generator,  the  driving  gears  on  the  wheels  of  a  street  car,  etc. - 
Fig.  284.  The  total  effect  of  the  force  is  determined  not  only  by 
its  magnitude  but  also  by  its  arm,  or  radial  distance  from  the 
center  of  the  pulley  or  gear  to  the  line  of  action  of  the  fofce. 

The  product  of  this  force  and  its  perpendicular  distance  from 
the  axis  is  called  torque. 

Torque  may  also  be  considered  as  a  mechanical  couple  tending 
to  produce  rotation.  It  is  expressed  in  units  of  force  and  dis- 
tance. 

In  the  English  system,  torque  is  usually  expressed  in  pounds- 
feet.  (This  distinguishes  it  from  foot-pounds  which  represent 
work,) 

In  the  c.g.s.  system  the  unit  of  torqut  is  the  dyne-centimeter 
(a  very  small  imit),  and  in  the  metric  system  the  unit  ia  the 
Aj'iograin-meter. 
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Bxamjie. — A  belt  is  driving  a  36-in.  pulley  as  ehown  in  Fig.  285.  The 
tension  in  the  tight  aide  of  the  belt  is  90  lb.  and  that  in  the  loose  side  is  30 
lb.     Determine  the  torque  applied  jd  ^h. 

to  the  pulley.  ~^ 

The  two  sides  ot  the  belt  are 
acting  in  opposition  ao  that  the 
net  pull  on  the  rim  of  the  pulley  is 

90  -  30  =  60  lb. 

This  force  is    acting  18  in.  or 
1.5  ft.  from    the    center    of   the 
pulley.     Therefore  the  torque 
r  =  60  X   1.5  =  90  Ib.-ft.     Am. 

213.  Torque  Developed  by 

aMotor.— Fig.  286  («)  shows 

a  coil  of  a  single  turn,  whose  plane  lies  parallel  to  a  magnetic  field. 
Current  flows  into  the  paper  in  the  left-hand  side  of  the  coil  and 
out  of  the  paper  in  the  right-hand  side  of  the  coil.  Therefore, 
the  left-hand  conductor  tends  to  move  downward  with  a  force 
^1  and  the  right-hand  conductor  tends  to  move  upwaid  with  a 


Fio.  28C. — -Toffjue  develoijet!  at  different  poaitioiia  of  a  coil. 


force  Fi.  These  two  forces  tend  to  rotate  the  coil  about  its  axis. 
Both  act  to  turn  it  in  a  counter-clockwise  direction  and  so 
develop  a  torque.  Aa  the  current  in  each  of  these  conductors  ia 
the  aante  and  they  lie  in  magnetic  fields  of  the  same  strength,  force 
Fj  —  Fi.  In  (a)  the  coil  is  in  the  position  of  maximum  torque 
because  the  perpendicular  distance  from  the  coil  axis  to  the  forces 
acting  ia  a  maximum. 

When  the  coil  reaches  the  position  (fe)  neither  conductor  can 
move  any  farther  without  the  coil  itself  spreading.     This  is  a 
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position  of  zero  torque  because  the  perpendiculardistance  from  the 
coil  axis  to  the  forces  is  zero. 

If,  however,  the  current  in  the  coil  be  reversed  when  the  coil 
reaches  position  (b)  and  the  coil  be  carried  slightly  beyond  the 


mf?>m(^mffl 


^^^^^^ 


Fio.  287, — Torque  developed  by  belt  conductors  in  mi 
dead  center,  as  shown  in  (c),  a  torque  is  developed  which  still 
tends  to  turn  the  coil  in  the  counter-clockwise  direction. 

To  develop  a  continuous  torque  in  a  motor,  the  current  in 
each  coil  on  the  armature  must  be  reversed  just  as  it  is  passing 
through  the  neutral  plane  ot  pWae  ol  t*to  \«mi«  and  a  commu- 
tator is  thnrefore  necessary.    ^\nsS&  aasitiiwta^oMKai^^.waa.. 
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mutator  in  coiinection  with  a  generator  in  order  that  the  cuiTent 
tlelivered  to  the  external  circuit  may  he  uni-directional. 

A  single-coil  motor,  like  that  shown  in  Fig.  286,  would  be  im- 
practicable as  it  has  dead  centers  and  the  torque  which  it  de- 
velops is  pulsating.  A  two-coil  armature  would  eliminate  the 
dead  centers,  but  the  torque  developed  would  still  be  more  or 
less  pulsating  in  character. 

The  best  conditions  are  obtained  when  a  large  number  of  coils 
is  used,  just  as  in  the  armature  of  a  generator.  In  fact  there 
is  no  difference  in  the  conatruction  of  a  motor  armature  and  a 
generator  armature.  In  Fig.  287  (a)  an  armature  and  a  field  are 
shown  for  a  2-pole  machine  and  the  torque  developed  by  each 
individual  conductor  is  indicated.  Fig.  287  (6)  shows  an  arma- 
ture and  a  field  for  a  4-pole  machine.  The  direction  of  the 
torque  developed  by  each  belt  of  conductors  is  indicated  by  the 
arrow  at  that  belt. 

In  armatures  of  this  type  a  very  small  proportion  of  the  total 
number  of  coils  is  undergoing  commutation  at  any  one  instant. 
Therefore,  the  variation  in  the  nuoiber  of  active  conductors  is  so 
alight  that  the  torque  developed  is  substantially  constant,  for 
constant  values  of  armature  current  and  main  flux. 

From  equation  (106),  the  torque  developed  by  any  armature 
can  be  shown  to  be 

T  =  K',Z1^  (107) 

where  iC'i  =  a  constant  of  proportionality,  involving  the  diam- 
eter of  the  armature,  the  parallel  paths  through 
the  armature,  the  choice  of  units,  etc. 
Z    =  number  of  conductors  on  the  surface  of  the  arma- 
ture. 
/     =  current  supplied  to  the  armature,  in  amperes. 
*    =  flux  from  one  north  pole  entering  the  armature. 

For  any  particular  machine  2  is  a  fixed  quantity,  so  that  the 
torque 

T  =  KiI^  (108) 

where  K,  is  a  new  constant  of  proportionality. 

That  is,  in  a  given  motor,  the  torque  is  proportional  to  the 
armalure  current  and  to  the  strength  of  the  magnetic  field. 

This  ia  a  very  important  relation  to  keep  in  mind,  for  by  its 
use  the  variation  of  torque  with  load  in  thevarioustypesiitnKiUit* 
can  be  rrafiily  determined. 
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Example. — Wlien  a  certain  motor  is  taking  50  amp.  from  the  line  it 
develops  60  Ib.-ft.  torque.  If  the  field  strength  is  reduced  to  75  per  cent, 
of  its  original  value  and  the  current  increases  to  80  amp.,  what  is  the 
new  value  of  the  torque  developed? 

If  the  current  remained  constant  the  new  value  of  torque,  due  to  the  weak- 
ening of  the  field,  would  be 

0.75  X  60  =  45  Ib.-ft. 

Due  to  the  increase  in  the  value  of  the  current,  however,  the  final  value  of 
torque  will  be 

80 


50 


45  =  72  Ib.-ft:     Arts. 


It  must  be  remembered  that  the  torque  expressed  by  the  above 
equations  is  the  entire  torque  developed  by  the  armature.  The 
torque  available  at  the  pulley  will  be  slightly  less  than  this,  due 
to  the  torque  lost  in  overcoming  friction  and  in  supplying  the 
iron  losses  of  the  armature. 

214.  Counter  Electromotive  Force. — The  resistance  of  the 
armature  of  a  10-hp.,  110- volt  motor  is  about  0.05  ohm.  If  this 
armature  were  connected  directly  across  110- volt  mains,  the  cur- 
rent, by  Ohm^s  Larw,  would  be 

I  =  l^^  =  2,200  amp. 

This  value  of  current  is  not  only  excessive  but  unreasonable, 

especially  when  one  considers 
that  the  rated  current  of  such  a 
motor  is  in  the  neighborhood 
of  90  amp.  When  a  motor  is 
in  operation,  the  current  throiigh 
the  armature  is  evidently  not  de- 
termined by  its  ohmic  resistance 
alone. 

The  armature  of  a  motor  is  in 
every  way  similar  to  that  of  a 
generator.     The   conductors  on 

Fig.  288.— Relation  of  the  direction   its  surface,  in  addition  to  cajTying 

of  currents  and  voltages  in  a  motor  _,  i         j   _    i    -^-        a 

conductor.  currcut  and  so  developing  torque, 

are     cutting    flux.      Therefore, 
they  must  be  generating  an  electromotive  force. 

If  the  right-hand  rule  be  applied  to  determine  the  direction  of 
this  electromotive  force  (see  Fig.  288),  it  will  be  found  that  it  is 
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always  in  opposition  to  the  currfint.  That  is,  it  opposes  the  cur- 
rent entering  the  armature.  This  induced  einf.  is  called  the 
coimter  electromotive  force  or  back  electromotive  force.  As  the 
counter  electa  omotive  force  opposes  the  current  it  must  also  oppose 
the  line  voltage.  Therefore,  the  net  electromotive  force  acting 
in  the  armature  circuit  is  the  difference  of  the  line  voltage  and 
the  back  electromotive  force.  Let  V  equal  the  line  voltage  and 
E  the  back  electromotive  force.  The  net  voltage  acting  in  the 
armature  circuit  is 


The  armature  current  follows  Ohm's  Law  and  ib 

V  ~  E 
I.  -  ^-^  (109) 

where  Ra  is  the  armature  resistance. 

This  equation  may  be  transposed  and  written 

E  =  V  -  IMa  (110) 

This  should  be  compared  with  equation  (104),  page  293,  which 
is  the  similar  equation  for  a  generator. 

In  a  generator  the  induced  emf .  is  equal  to  the  terminal  voltage 
•plus  the  armature  resistance  drop.  In  a  motor  the  induced 
emf,  is  equal  to  the  terminal  voltage  minun  the  armature  re- 
sistance drop.  The  counter  electromotive  force  must  always 
be  leas  than  the  terminal  or  impressed  voltage  if  current  is  to 
flow  into  the  armature  at  the  positive  terminal. 

Bj;om pie.— Determine  tlie  back  electromotive  force  o\  a  10-hp.  motor 
when  tiie  terminal  voltage  is  110  volta  and  ita  aniDLture  is  taking  90  amp. 
The  armature  reaii<tance  \e  0.Q5  ohm. 

B  =  110  -  (90  X  0.06)  =  no  -  4.5  =  105.5  volta,     Ans. 

An  interesting  experiment  for  demonstrating  the  existence 
of  counter  electromotive  force  is  shown  in  Fig.  289.  A  lamp  bank 
is  connected  in  series  with  the  armature  of  a  shunt  motor. 
First  close  switch  Si  which  closes  the  field  circuit.  Then  close 
S\.  At  the  instant  of  closing  Si  the  lamps  will  burn  brightly, 
being  practically  up  to  candle-power.  As  the  armature  speeds 
up,  these  lamps  will  become  dimmer  and  dimmer,  showing  that 


318 


DIRECT  CURRENTS 


the  armature  is  generating  a  counter  electromotive  force  which 
opposes  the  Hne  voltage  and  so  leaves  less  voltage  for  the  lamps. 
When  the  armature  is  up  to  speed,  the  lamps  will  be  very  dim. 
If,  however,  the  field  switch  S2  now  be  opened,  the  flux  and,  there- 
fore, the  counter  electromotive  force  will  be  immediately  reduced 
to  zero  practically,  which  will  be  shown  by  the  lamps  again 


Fig.  289. — Demonstration  of  counter  electromotive  force. 

coming  up  to  full  candle-f)ower.     (In  practice  when  a  motor  is 

in  operation,  the  field  circuit  should  not  be  opened  under  any 

conditions  whatsoever,) 

Equation  (101),  page  258,  for  the  induced  electromotive  force 

in  a  generator  will  obviously  apply  to  a  motor.     That  is,  the 

counter  electromotive  force 

„       <t>  sPZ      ,^ 

E   =    -   -^Wa    volts 
p  10* 

where  <t>  is  the  total  flux  entering  the  armature  from  one  north 
pole,  s  the  speed  of  the  armature  in  revolutions  per  second, 
P  the  number  of  poles,  Z  the  number  of  conductors  on  the  surface 
of  the  armature,  and  p  the  parallel  paths  through  the  armature. 
As  Zj  P,  p,  and  10~*  are  all  constant  for  any  given  motor, 
the  counter  electromotive  force  becomes 

E  =  Ki<f>S 

which  is  identical  with  equation  (102),  page  269,  S  being  given 

in  R.  P.  M. 

Solving  for  speed 

E 


S  =K 


<t> 


(111) 


whore 


K  =\|K^ 
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The  speed  of  a  motor  is  directly  proportional  to  Ike  counter 
eleclromolive  force  and  inversely  proportional  to  Ike  field. 

Substituting  for  E  in  (111)  ita  value  given  in  (110),  the  speed 
becomes 

S  ^  K^'~  ^'^  (112) 

•p 

This  is  a  very  important  equation  for  it  shows  the  law  of  speed 

variation  of  a  motor  with  changes  of  load. 

Example. — A  certain  motor  haa  an   armature  resistance  of  0.1  ohm. 
When  connected  across   110-volt  mains  aiul  taking  20  amp.  ita  speed 
is   1,200  r.p.m.     What  is  ita  speed  when  taking  30  amp.  from  these  same 
mains,  with  the  field  inoreased  10  per  cent.? 
Applying  (112) 

110—50X0.1        105 

•%  ^  *; ^  ^  105      *^ 

Si        „  110 -20X0.1   ^108        *,"   "  108 


=  1,200 


^1  =  1.10  i^i 


=  I,«(iO  r.p.Li 


4 


216.  Armature  Reaction  and  Brush  Position  in  a  Motor. — 
Fig.  290(h)  shows  a  motor  armature  carrying  current.  Due 
to  the  armature  ampere-turns,  a  mmf.  Fa  is.  produced  in  the 
armature,  and  the  direction  of  flux  produced  by  this  mmf.  is 
at  right  angles  to  the  polar  axis.  Fig.  290(6)  shows  the  vectors 
representing  thp  magnitudes  and  directions  of  the  armature  mmf. 
Fa  and  the  field  mmf.  F.  By  adding  these  two  vectorially, 
the  resultant  mmf.  F^  is  obtained.  The  total  flux  produced  by 
Fa  is  distorted  as  shown  in  Fig.  290(c).  It  will  be  noted  that  (1) 
the  flux  has  been  crowdeti  into  the  leading,  pole  tips,  and  (2) 
the  neutral  plane  perpendicular  to  the  resultant  field  has 
moved  backward.  Therefore  in  a  motor  it  is  necessary  to  move 
the  brushes  backward  with  increase  of  load,  whereas  in  a 
generator  they  are  moved  forward.     Were  it  not  for  the  electro- 
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motive  force  of  self  inductioo  (see  Par.  195),  the  brush  axis 
would  coincide  with  the  neutral  plane.  Due,  however,  to  the 
necessityofcounteractingthislast  electromotive  force,  the  brushes 
are  set  ahead  of  this  load  neutral  plane,  as  is  shown  in  Fig.  290(c). 
That  is,  in  both  the  motor  and  the  generator  it  is  necessary 


*    VNoutral  Flnne  \ 

(c)  \\  ^     Cd) 

^''lO.  290, — Armature  reaction  in  a  motor. 

to  set  the  brushes  ahead  of  the  load  neutral  plane  in  order  to 
counteract  this  electromotive  force  of  self  induction.  In  the 
case  of  the  motor  they  will  be  nearer  the  geometrical  neutral 
than  they  are  in  the  case  of  the  generator. 

This  backward  movement  of  the  brushes  is  accompatiied  by  a 
demagnetizing  action  of  the  armature  upon  the  field,  as  indicated 
in  Fig.  290(d),  where  F'^  is  the  demagnetizing  con^xni^it  of 
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'her ef ore,  as  the  load  is  increased  on  a  motor  the  armature 
reaction  tends  to  increase  the  motor  speed.  In  fact  instances 
have  been  known  where  motors  with  short  air  gaps  (producing 
high  armature  reaction)  have  run  away  when  the  load  was  applied. 
Fig.  291  shows  the  armature  conductors  carrying  current 
and  passing  under  successive  north  and  south  poles.  It  will  be 
noted  that  the  armature  reaction  F^  in  the  first  intor-polar 
space  is  upward.  (See  Fig.  343.)  Therefore,  if  a  commutating 
pole  is  to  be  used  it  must  be  a  north  pole,  in  order  to  oppose  this 
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Fio.  291. ^Relation  of  commutatiiiB  poIcB  to  uiaiu  poles  in  a  motiir. 

magnetomotive  force  of  the  aimature  by  tending  to  send  a 
flux  down  into  the  armature.  F'a  must  then  be  opposed  by  a 
south  pole.  Therefore  in  a  motor,  the  relation  of  main  poles  and 
commutating  polos,  in  the  direction  of  rotation,  is  Nn  Ss,  or 
opposite  to  the  corresponding  relation  for  a  generator.  (See 
Fig.  261,  page  287.) 

The  polarity  of  the  interpolea  should  be  carefully  investigated 
with  a  compass,  if  a  motor  happens  to  be  sparking  badly  from 
some  unknown  cause,  as  the  sparking  may  be  due  to  their  being 
incorrectly  connected. 

216,  The  Shunt  Motor. — The  shunt  motor  is  connected  in  the 
same  manner  as  a  shunt  generator,  that  is,  its  field  is  connected 
directly  across  the  line  in  parallel  with  the  armature. 

A  field  rheostat  is  usually  connected  in  series  with  the  field. 

If  load  is  applied  to  any  motor  it  immediately  tends  to  slow 
down.  In  the  case  of  the  shnut  motor  this  decrease  of  speed 
lowers  the  back  electromotive  force,  as  the  flux  remains  substan- 
tially constant.  If  the  back  electromotive  force  is  decreased, 
more  current  flows  into  the  armature  (see  equation  109,  page 
317).  This  continues  until  the  increased  armature  current  pro- 
duces sufficient  torque  to  meet  the  demands  of  the  increased  load. 

The  suitability  of  a  motor  for  any  particular  duty  is  determined 
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almost  entirely  by  two  factors,  the  variation  of  its  torque  with 
load  and  the  variation  of  its  s'peed  with  load. 

In  the  shunt  motor  the  flux  is  substantially  constant.  There- 
fore, from  equation  (108),  the  torque  will  vary  almost  directly 
with  the  armature  current.  For  instance,  in  Fig.  292,  when  the 
armature  current  is  30  amp.  the  motor  develops  40  Ib.-ft. 
torque,  and  when  the  current  is  60  amp,  the  motor  develops 
80  Ib.-ft.  torque.  That  is;  when  the  current  doubles  the  torque 
doubles. 
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,;  torque-current  c 


The  speed  of  a  motor  varies  according  to  equation  (1 12),  where 


In  the  case  of  the  shunt  motor,  K,  V,  Ra,  and  ^  are  all  suJ)- 
Ktaiitially  constant.  Therefore,  the  only  variable  is  /«.  As  the 
load  on  the  motor  increases,  la  increases  and  the  numerator  of 
this  equation  decreases.  As  a  rule  the  denominator  changee  only  a 
small  amount.  The  speed  of  the  motor  will  then  drop  with  increase 
of  load,  as  shown  in  Fig.  293.  As  IM^  is  ordinarily  frona  2  to  6 
per  cent,  of  V,  the  percentage  drop  in  speed  of  the  motor  is  of  this 
order  of  magnitude.  For  this  reason  the  shunt  motor  is  con- 
sidered a  constant  speed  motor,  even  though  its  speed  does  drop 
slightly  with  increase  of  load. 
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Owing  to  armature  reaction,  it>  ordinarily  decreases  slightly 
with  increase  of  load  and  this  tends  to  maintain  the  speed  con- 
stant. Occasionally  the  armature  reaction  m  sufficiently  great 
to  give  a  rising  speed  characteristic  with  increase  of  load. 

Speed  Regulation.—The  speed  regulation  of  a  shunt  motor  is 
almost  identical  with  the  voltage  regulation  of  a  shunt  generator. 
It  is  defined  in  the  A.  I.  E,  E.  Standardization  rules  as  being  the 
difference  in   the  no-load  and  the  rated-load  speed  divided  by 
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the  no-load  speed.     That  is,  in  Fig.  293,  the  percentage  speed 
regulation  is 


fiiawi/rfc— The  Hpeeil  of  a  ahunt  iiic>ti)r  fitlls  from  1,100  r.p.m.  at  no 
load  to  1,050  r.p.m.  at  rated  load.     What  is  its  peroentage  speed  reguUtion? 


Regulatioi 


100  =  4.54  i: 


The  speed  regulation  is  a  measure  of  a  motor's  abihty  to  main- 
tain its  speed  when  load  is  applied. 

Fig.  293  shows  the  three  essential  characteristics  of  a  shunt 
motor,  the  torque,  the  speed,  and  the  efficiency,  each  plotted 
against  current.     The  effect  of  the  machine  losses  upon  the  effi- 
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ciency  will  be  discussed  in  the  oext  chapter.  It  willbe  noted 
that  the  shunt  motor  has  a  definite  no-load  speed.  Therefore 
it  does  not  run  awaj  when  the  load  is  removed,  provided  the  field 
circuit  remains  intact. 

Shunt  motors  are  used  where  a  substantially  constant  speed  ia 
required,  as  in  machine  shop  drives,  spinning  frames,  blowers,  etc. 
There  is  an  erroneous  impression  that  shunt  motors  have  it 
low  starting  torque  and  therefore  should  not  be  started  under 
load.  Starting  boxes  are  usually  designed  to  allow  125  per  cent, 
of  full-load  current  to  flow  through  the  armature  on  the  first 
notch.  Therefore,  the  motor  develops  125  per  cent,  of  full-load 
toique  at  starting.  By  decreasing  the  starting  resistance,  the 
motor  could  be  made  to  develop  150  per  cent,  of  fuU-load  torque 
without  trouble. 

217.  The  Series  Motor. — In  the  series  motor  the  field -is  con- 
nected in  seriea  with  the  armature,  as  shown  in  Fig.  294,  The 
field  has  comparatively  few  turns  of 
wire  and  this  wire  must  be  of  suf- 
ficient cross-section  to  carry  the  rated 
armature  current  of  the  motor. 

In  the  series  motor  the  flux,  <t>,  de- 
pends entirely  on  the  armature  cur- 
rent.    If   the  iron   of    the   motor  is 
operated  at  moderate  saturation,  the 
flux   will   be    almost    directly    proportional   to    the   armature 
current.     Therefore,  in  the  expression  for  torque, 

T  =  K,I4> 
if  4>  is  assumed  to  be  proportional  to  /,  the  expression  becomes 
T  =  K',P  (113) 

when  K'l  is  a  constant. 

The  torque  is  proportional  to  the  square  of  the  armature  too- 
rent,  as  shown  m  Fig.  292.  When  the  current  is  30  amp.  Um!  1 
torque  is  20  Ib.-ft.;  at  60  amp.  the  torque  is  80  Ib.-ft,  That  is,  f 
the  doubling  of  the  armature  current  results  in  the  quadrupling  I 
of  the  torque.  It  will  be  noted  that  as  the  current  increases  | 
above  60  amp.,  the  torque  rises  very  rapidly.  This  charac- 
teristic of  the  series  motor  makes  its  use  desirable  where  largf  I 
increases  of  torque  are  desired  with  moderate  increases  in  cur-  f 
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rent.  In  practice,  saturation  and  armature  reaction  both  tend 
to  prevent  the  torque  increasing  as  rapidly  as  the  square  of  the 
current. 

When  equation  (112)  is  applied  to  the  aeriea  motor,  the  speed 

where  K  \&  &  constant,  V  the  terminal  voltage,  la  the  motor  cur- 
rent, Rt  the  armature  resistance  including  brushes,  R,  the  series 
field  resistance  and  <^  the  flux  entering  the  armature  from  a 
north  pole-  R„  theicsistanceof  the  series  field,  is  now  added  to 
the  armature  resistance  in  order  to  obtain  the  total  motor  resist- 
ance.    Both  7a  and  ^  vary  with  the  load. 

As  the  load  increases,  the  voltage  drop  in  the  field  resistance 
and  the  armature  resistance  increases  because  this  voltage  drop  is 
proportional  to  the  current.  Therefore,  the  back  emf.  becomes 
less,  which  causes  the  motor  to  run  mpre  slowly,  although  this 
effect  is  only  of  the  magnitude  of  a  few  per  cent.  The  flux 
^,  however,  increases  almost  directly  with  the  load,  Therefore 
the  speed  must  drop,  in  order  that  the  back  emf.  be  of  the  proper 
value,  which  is  usually  a  few  per  cent,  less  than  the  terminal 
voltage.  Both  effects  tend  to  slo.w  down  the  motor.  The  re- 
sistance drop  is  ordinarily  from  2  to  6  per  cent,  of  the  terminal 
voltage  V  so  its  effect  on  the  speed  is  only  of  this  magnitude. 
The  speed  is,  however,  inversely  proportional  to  the  flux  <^  and  a 
given  percentage  change  in  ip  produces  the  same  percentage 
■  change  in  the  speed. 

When  the  load  is  decreased,  the  flux  i/i  correspondingly  decreases 
and  the  armature  mxist  speed  up  in  order  to  develop  the  required 
back  emf.  If  the  load  be  removed  altogether,  «  becomes  ex- 
tremely small,  re.'(u]ting_  in  a  very  high  speed.  It  is  dangerous 
to  remove  the  load  from  series  motors,  as  their  armatures  are 
almost  certain  to  reach  speeds  "where  centrifugal  action  will 
wreck  them. 

Fig.  295  shows  the  characteristic  curves  of  a  series  motor 
plotted  with  current  as  abscissae.  The  torque  curve  concaves 
upward  for  the  reasons  which  have  just  been  stated.  The  speed 
is  practically  inversely  as  the  current,  that  is,  at  large  values 
of  current  the  speed  is  low  and  at  small  values  of  current  the 
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speed  is  high.     The  characteristics  cannot  be  determined  (at 
small  values  of  current  because  the  speed  becomes  dangerously 

high. 

The  efficiency  increases  rapidly  at  first,  reaches  a  maximum 
at  about  half  load  and  then  decreases.  This  is  due  to  the  fact 
that  at  light  loads  the  friction  and  iron  losses  are  large  as  com- 
pared with  the  load.  The  effect  of  these  becomes  less  as  the  load 
increases.  The  field  and  armature  loss  varies  as  the  square 
of  the  current  {l^R),  so  that  these  losses  incerase  rapidly  with  the 
load.     The  maximum  efficiency  occurs  when  the  friction  and  iron 


hi. 


Currt 
Fig.  HUS.— Typical 


losses  are  practically  equal  to  the  copper  losses.  These  curves 
should  be  carefully  compared  witii  the  corresponding  character- 
istic curves  of  the  shunt  motor,  Fig.  293. 

Series  motors  are  used  for  work  which  demands  large  starting 
torque,  such  as  street  ears,  locomotives,  cranes,  etc.  In  ad- 
dition to  the  large  starting  torque,  there  is  another  character- 
istic  of  series  motors  which  makes  them  especially  desirable  for 
traction  purposes.  Assume  that  a  shunt  motor  is  used  to 
drive  a  street  car.  When  the  car  ascends  a  grade,  the  shunt 
motor  maintains  the  speed  of  the  car  at  approximately  tbi 
same  value  that  it  has  when  the  car  is  running  on  level  ground. 
The  motor  therefore   tends   to  take  an  extiessive  current. 

motor,   on   the   other   hand,  automatically   slows  dow» 
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Upon  reaching  such  a  grade,  because  of  the  increased  current. 
It  therefore  develops  more  torque  at  reduced  speed.  The 
drop  in  speed  allows  the  motor  to  develop  a  large  torque  with  but 
a  moderate  increase  of  power.  Hence,  a  series  motor  could  be 
smaller  than  a  shunt  motor  operating  under  the  same 
conditions. 

When  the  characteristics  of  railway  motors  are  plotted,  the 
curves  refer  to  the  output  at  the  track  and  not  at  the  motor  shaft. 
Fig.  296  gives  such  characteristics  for  a  500-volt,  40-hp.,  Gen- 
eral Electric  railway  motor.  It  will  be  noted  that  tractive  effort 
is  plotted  rather  than  torque.  The  speed  of  the  car  in  miles  per 
hour  is  given  rather  than  the  r.p.m.  of  the  motor  armature. 
These  curves  differ  from  the  curves  of  torque  and  r.p.m. 
respectively  by  a  constant  quantity,  determined  by  the  gear  ratio 
and  by  the  diameter  of  the  driving  wheels.  The  efficiency  curve 
is  also  the  efficiency  at  the  rails.  These  curves  resemble  closely 
the  characteristic  curves  of  Fig..  295.  Fig.  297  shows  a  typical 
railway  motor  with  half  of  the  casing  lowered. 

218.  The  Compound  Motor. — A  shunt  motor  may  have  an 
additional  series  winding  in  the  same  manner  as  a  shunt  gener- 
ator.    This    winding     may    he 


connected  so  that  it  aids  the 
shunt  winding,  in  which  case 
the  motor  is  said  to  be  cutnvlai- 
eompOMttd;  or  the  series 
winding  may  oppose  the  shunt 
winding,  in  which  case  the  motor 
is  said  to  be  differential  eompowtd. 
The  characteristics  of  the 
cumulative  coinpound  motJDr 
are  a  combination  of  the  shunt 
— Torgue  and  speed  char-  and  series  characteristics.  Xs 
uf  shunt  aDd  compouDd  the  loatlis  applied  the  Series  tums 
increase  the  flux,  causing  the 
torque  for  any  given  current  to  be  greater  than  it  would  be  for 
the  simple  shunt  motor.  On  the  other  hand,  this  increase  <A 
flux  causes  the  speed  to  decrease  more  rapidly  than  it  does  in 
the  shunt  motor.  These  characteristics  are  shown  inF^.  29B. 
The  cumulative  compound  motor  develops  a  hi^  torque  with 
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len  increase  of  load.     It  also  has  a  definite  no-load  sp< 
does  not  run  away  when  the  load  is  removed. 

Its  field  of  application  lies  principally  in  driving  machines 
wliich  are  subject  to  sudden  applications  of  heavy  load,  such  as 
occur  in  roiling  niilLs,  shears,  punches,  etc.  This  type  of  motor 
is  used  also  where  a  large  starting  torque  ia  desirable  but  where 
a  straight  series  motor  cannot  be  conveniently  used.  Cranes 
and  elevators  are  representative  of  such  loads.  In  elevators 
the  series  turns  are  usually  short-circuited  when  the  motor 
reaches  speed. 

In  the  differential  compound  motor,  the  series  field  opposes 
the  shunt  field  so  that  the  flux  is  decreased  as  the  load  is  applied. 
This  results  in  the  speed  remaining  substantially  constant  or 
even  increasing  with  increase  of  load.  This  speed  characteristic 
is  obtained  with  a  corresponding  decrease  in  the  rate  at  which 
the  torque  increases  with  load.  Such  motors  are  used  where  a 
very  constant  speed  ia  desired.  Because  of  the  substantially 
constant  speed  of  the  shunt  motor  there  is  little  occasion  to  use  the 
differential  motor.  In  starting  a  differential  compound  motor 
the  series  field  should  be  short-circuited,  as  the  large  starting 
current  passing  through  the  series  field  may  be  sufficiently  large 
to  overbalance  the  shunt  field  ampere-turns  and  cause  the  motor 
to  start  in  the  wrong  direction.  Typical  torque  and  speed 
curves  of  the  differential  compound  motor  are  also  shown  in 
Fig.  298. 

To  reverse  the  direction  of  rotation  in  any  motor,  either  the 
armature  alone  or  the  field  alone  must  be  reversed.  If  both  are 
reversed  the  direction  of  rotation  remains  unchanged.  There- 
fore, in  so  far  as  the  direction  of  rotation  of  the  motor  is  concerned, 
it  is  immaterial  which  line  is  positive. 

219.  Motor  Starters.— It  was  shown  in  Par.  214  that  if  a 
10-hp.,  l!0-volt  motor  were  connected  directly  across  110- 
volt  mains,  the  resulting  current  would  be  j;  ^j^  or  2,200  amp. 

Such  a  current  would  not  be  permissible  under  commercial  con- 
ditions. Hence,  resistance  should  be  connected  in  series  with 
the  motor  armature  when  starting.  This  resistance  may  be  grad- 
ually cut  out  as  the  armature  conies  up  to  speed  and  develops  a 
back  electromotive  force. 
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Fig.  299  shows  the  use  of  a  simple  resistance  R  for  si 

a  motor.     It  will  be  noted  that  this  reHistance  is  in  the  aTmature 

n  ^^  circuit  aiid  that  the  field  is  connected 

■P^wU^^— I  directly  across  the  line  and    outside 

the  resistance.     If  the  field  were  con- 

1  nected  across  the  armature  terminals, 

putting    the   resistance   R    in    series 

with  the  whole  motor,   there  would 

be  little  or  no  voltage  across  the  field 

''"■■  ^^t^nrpurp^'.r" '"'    ^t  starting.     There   would    be    Uttle 

torque    developed    and    difficulty  in 

starting  would  be  experienced. 

Fig.  300  shows  a  3-point  starter.  This  does  not  differ  fun- 
damentally from  the  connections  shown  in  Fig.  299.  One  line 
connects  directly  to  an  armature  and  a  field  terminal  tied  to- 
gether. It  makes  no  connection  whatever  with  the  starting  box. 
The  other  line  goes  to  the  line  terminal  of  the  starting  box 
which  is  connected  directly  to  the  starting  arm.  The  starting 
arm  moves  over  contacts  set  in  the  slate  front  of  the  starting 
box.  These  contacts  connect  with  taps  distributed  along  the 
starting  resistance.  The  armature  terminal  of  the  starting  box, 
which  is  the  right-hand  end  of  the  starting  resistance,  is  con- 
nected to  the  other  armature  terminal  of  the  motor.  The  field 
connection  in  the  starting  box  is  connected  from  the  first  starting 
contact,  through  the  hold-up  magnet,  to  the  field  terminal  of  the 
box.  This  field  terminal  is  connected  directly  to  the  other  tej- 
minal  of  the  shunt  field. 

When  the  starting  arm  makes  connection  with  the  first  contntt, 
the  field  is  put  directly  across  the  line  and  at  the  same  time  nil 
the  starting  resistance  is  in  series  with  the  armature.  As  this 
arm  is  moved  the  starting  resistance  is  gradually  cut  out.  When 
the  arm  reaches  the  running  position,  the  starting  resistance  is 
all  cut  out  and,  to  insure  good  contact,  the  line  and  armature 
conductors  frequently  are  connected  directly  by  a  laminatiKi 
copper  brush,  shown  in  Fig.  300.  The  field  current  now  feeds 
back  through  the  starting  resistance.  This  resistance  is  so  low 
compared  with  the  resistance  of  the  field  itself  that  it  has  no 
material  effect  upon  the  value  of  the  field  current.  A  spring 
t.en<is   to  pull   the  starting  arm  back  to  the  starting  position. 
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!Ee  arm  reaches  the  running  position,  it  is  held  against  the 
action  of  this  spring  by  a  soft-iron  magnet  {hold-up  magnet), 
connected  in  series  with  the  shunt  field.  (A  soft-iron  armature  is 
often  attached  to  the  starting  arm  as  shotvn  in  the  figure.)  If 
for  any  reason  the  Hne  is  without  voltage,  the  starting  ami  will 


^ 

-     spring  back  to  the  starting  position.     Otherwise,  if  the  voltage 
again  came  on  the  line  after  a  temporary  shut-down,  the  station- 

I      ary  motor  armature  would  be  thrown  directly  across  the  line  and 
a  short-circuit  would  result. 

The  advantage  of  connecting  the  hold-up  coil  in  series  with  the 

I    field  is  that,  should  the  field  circuit  become  opened,  the  arm 
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springs  bai'k  to  the  starting  position  and  so  prevents  the  motor 
runiiiiig  away. 

The  3-point  starting  box  cannot  be  used  to  advantage  upon 
variable  speed  motors  having  field  control.  Such  motors  fre- 
quently have  a  speed  variation  of  five  to  one.  This  results  in 
the  field  eurront  having  approximately  this  same  range.     The 


Fiu.  301.— CouQCCtions  tor  a  4-point  atartiiia  hux. 

hold-up  magnet  may  be  too  strong,  therefore,  at  the  higher  values 
of  field  current  and  too  weak  at  the  lower  values.  To  obviate 
this  difficulty  a  4-point  box  is  used.  Fig.  301.  It  is  similar  to 
the  box  shown  in  Fig.  300,  except  that  the  hold-up  coil  is  of  high 
resistance  and  is  connected  directly  across  the  ItJie.  .The  only 
difference  in  the  connection  is  that  the  "line  terminal"  must  be 
connected  to  the  side  of  the  line  which  runs  directly  to  the  com-  ' 
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1  armature  aud  field  terminals.     When  the  voltage  leaves 
the  linp,  the  hold-up  coil  becomes  dead  and  allows  the  s 
spring  back  to  the  starting  position. 

Sometimes  the  field  resistance  is  contained  within  the  starting 
The  box  then  has  two  arras,  as  shown  in  Fig.  302.     The 


02.-  Weetinjihmi.s:'  >^liirlii.ji  arul  apooi!  iidjiimiiig  rheoatat. 
shorter  arm  is  pushed  up  by  the  longer  arm  and  cuts  out  the 
armature  resistance  in  the  ordinary  manner.  During  the  starting 
period  the  field  rheostat  is  short-circuited  by  the  finger  S,  Fig. 
302.  When  the  starting  resistance  is  all  cut  out,  the  shorter 
arm  is  held  by  the  magnet  and  the  short  circuit  of  the  field  re- 
sistance is  removed  by  this  ami  pushing  S  to  the  right.  The 
longer  arm,  which  has  no  spring,  inserts  resistance  into  the  field 
circuit  when  moved  backward.  When  the  voltage  goes  ofl",  the 
shorter  arm  springs  back  carrying  the  longer  one  with  it. 
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^^^■Kh  stopping  a  motor,  the  line  switch  should  always  be  opened 

^^^^U^er  than  throwing  back  the  starting  arm.     With  shunt  motors, 

^^Hpe  liue  switch  can  be  opened  with  no  appreciable  arc,  since  the 

^^^motor  has  a  back  electromotive  force  and  the  6eld  can  discharge 

gradually  through  the  armature.     On  the  other  hand,   if  the 

starting  arm  is  thrown  back,  the  field  circuit  is  broken  at  the 

I  last  contact  button.     Owing  to  the  inductive  nature  of  the  field, 

this  results  in  a  hot  arc  which  bums  the  contact.     To  prevent 


the  contact  from  being  burned,  a  small  finger  breaks  the  arc. 
Fig.  302. 

The  series  motorstartcrneedsnoshunt  field  connection.  There 
are  two  principal  types,  one  having  a  no-load  voltage  release, 
shown  in  Fig.  303  (a),  and  one  having  a  no-load  release,  shown  in 
Fig,  303  (6).  In  the  former  tj-pe,  the  hold-up  coil  is  connected 
directly  across  the  line  and  releases  the  arm  when  the  voltage 
goes  oft  the  line.  In  the  latter  type,  the  hold-up  coil  consists 
of  a  few  turns  in  series  with  the  motor.  When  the  motor  current 
falls  I>elow  the  de^iirwl  value,  the  starting  arm  is  released.     This 
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last  type  is  particularly  adapted  to  serieB  motors  where  there  is 
a  possibility  of  the  load  dropping  to  sucli  a  low  value  that  the 
motor  speed  may  become  dangerous. 

Controllers  are  iised  where  the  operation  of  the  motor  is  con- 
tinually under  the  direct  control  of  an  operator,  as  in  street  car, 
crane  and  elevator  motors.  The  controller  must  be  more  rugged 
than  the  starting  box,  since  the  controller  is  used  for  constant 
starting,  stopping  and  reversing  the  motor  while  operating. 
Such  controllers  usually  have  an  external  resistance  which  is 
cut  in  and  out  by  fingers  in  the  controller.  A  shunt  motor  field 
rheostat  may  also  be  incorporated  in  the  controller.  C^ontrollera 
are  usually  fitted  with  a  "reverse,"  so  that  the  motor  may  be 
run  in  either  direction. 


Automatic  starters  are  often  used  in  practice.  They  have 
many  advantages  over  the  hand-operated  starter.  They  cut  out 
the  starting  resistance  at  a  definite  rate,  so  that  the  blowing  of 
f  usesand  the  opening  of  circuit  breakers,  due  to  too  rapid  accelera- 
tion, are  avoided.  In  many  installations  where  a  motor  is  used 
intermittently,  it  may  be  started  and  stopped  by  merely  turning 
a  snap  switch,  Employees  will  be  more  likely  to  shut  the  motor 
down  when  the  power  is  not  being  used,  because  of  the  ease  with 
which  starting  and  stopping  are  effected.  In  the  larger  sizes  of 
motors,  especially  when  extremely  rapid  operation  is  necessary  as 
in  roUing  mills,  automatic  starters  alone  can  give  satisfactorj' 
results. 

Fig,  304  shows  an  automatic  starter  of  the  sliding  contact  type, 
with  remote  control.  When  the  control  switch  is  closed,  the 
solenoid  S  becomes  energized  through  Li,  L,  the  control  Rw\fegh., 
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}  C,  H,  Z),  to  Li.  This  closes  the  line  switch  and  energizes  the 
'•  solenoid  through  the  •auxiliary  contact  F,  to  A,  B,  to  Li.  The 
'  energizing  of  this  solenoid  pulls  up  the  starting  arm  against  the 
action  of  a  dash  pot.  The  armature  current  flows  from  Li,  the 
switch,  Ai,  through  the  series  field  and  armature  of  the  motor 
back  to  Ai,  to  A'^,  through  the  starting  resistance  to  H,  B', 
and  Li.  As  soon  as  the  arm  starts  to  move,  the  line  switch  sole- 
noid circuit  becomes  L2  L  the  control  switch  C  H  D,  B',  Ii- 
This  inserts  the  additional  resistance  DB'  mto  this  circuit,  re- 
ducing its  current  and  therefore  its  power  consumption.     When 
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'  the  starting  resistance  is  all  cut  out,  a  brush  on  the  arm  makes 
contact  with  B,  making  direct  connection  between  Lj  and  Ai. 
At  the  same  time  the  contact  short-circuiting  resistance  A-B 
i  opened.  This  reduces  the  cuirent  in  the  solenoid  to  a  value 
sufficient  to  hold  up  the  starting  arm.  The  motor  is  stopped  by 
opening  the  control  switch. 

By  using  3-  and  4-way  switches,  this  type  of  controller  may  lie 

operated  from  widely  separated  points.     Instead  of  a  simple  I 

,  snap  switch,  the  motor  may  be  controlled  by  a  float  switch,  a 

pressure  switch,  or  any  other  automatically  operated   switch. 

Fig.  305  shows  a  simple  and  ingenious  type  of  starter  of  the 

f  contactor  type.    The  contactors  themselves  operate  as  follows: 


me 
ws: 
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Fig.  305  (o)  and  (b)  represent  a  rectangular  iron  frame,  FF,  and 
plunger,  P.  The  plunger.  P,  is  narrower  at  the  bottom  than  at 
the  top  and  the  narrow  part  of  it  fits  loosely  in  an  opening  in  the 
bottom  of  the  frame,  FF.  There  are  two  air  gaps,  DD,  between 
the  plunger,  P,  and  the  bottom  of  the  frame,  FF,  and  one  air 
gap,  U,  between  the  plunger,  P,  and  the  top  of  the  frame,  FF. 
A  coil  is  placed  around  the  plunger,  P,  as  shown  in  the  figure, 
where  the  black  circles  represent  the  cross-sections  of  the  wires 
of  the  coil,  CC.  If  a  heavy  current  flows  through  the  coil,  mag- 
netic lines  will  stream  through  the  plunger,  P,  across  the  air  gap, 
U,  back  through  the  frame,  FF,  and  through  the  narrow  part  of 
the  plunger  P,  and  also  across  the  air  gaps,  DD  Fig,  305  (n).  The 
reason  that  some  of  the  lines  go  through  the  air  gaps,  DD,  is  that 
the  narrow  part  of  the  plunger,  P,  is  saturated,  or,  in  other  words, 
it  cannot  easily  carry  any  more  magnetic  lines.  These  lines,  there- 
fore, are  forced  to  pass  through  the  air  gaps,  DD,  when  a  large 
current  flows  through  the  coil.  The  magnetic  lines  in  the  air  gap, 
U,  cause  an  upward  pull  on  the  pkmger,  but  the  weight  of  the 
plunger  and  the  downward  pull  of  the  magnetic  lines  in  the  air 
gaps,  DD,  hold  the  plimger  down.  In  Fig.  305  (6)  everything 
is  the  same  except  that  less  current  flows  through  the  coil  CC, 
with  the  result  that  there  are  not  so  many  lines  existing  through, 
the  plunger  P,  the  air  gap  U,  and  the  frame  FF.  Most  of  these" 
lines  now  pass  through  the  narrow  part  of  the  plunger,  but  therel 
are  still  a  few  in  the  air  gaps,  DD.  The  downward  pull,  due 
the  lines  passing  through  the  gap,  DD,  is  now  small  and  the  pi 
in  the  gap,  U,  is  sufficient  to  raise  the  plunger. 

The  operation  of  the  switch  is  shown  in  Fig,  305  (c) .  When  th( 
line  switch  is  closed,  the  current  flows  from  the  positive  mai 
through  the  coil  Ci  of  contact  1,  the  resistances  lii.  Pa,  and  Rg 
in  series  and  the  motor  armature  to  the  negative  main.  A  shunt 
coil.  She,  on  contactor  CC3  is  also  put  across  the  line  but  it  is  not 
strong  enough  tio  raise  the  plunger  of  3. 

When  the  current  falls  to  a  sufficiently  low  value,  the  plunger 
CPl  rises,  as  already  described,  closing  the  contact  pomts  SI, 
which  short-circuits  Rj.  This  causes  an  increase  of  current 
which  now  passes  through  the  coil  Cs.  When  the  current  drops 
again,  due  to  the  motor  coming  up  to  speed,  contactor  CP2 

erates,  short-circuiting  fij  and  causing   the  current  to   feed 


operates,  shor 

IL 
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[  through  Ci.  When  thecurrentdrops  again,  Cjoperatesaiid  short- 
circuits  all  the  resistancOH  an'l  coils  bo  that  the  plungers  of  1 

f  and  2  fall  back.     3  is  held  up  by  the  shunt-  coil  Hhc, 

220.  Magnetic  Blow-outs. — Controllers  and  circuit  breakers 

I  are  often  equipped  with  magnetic  blow-outs.  Their  function 
is  to  extinguish  the  arc,  resulting  from  opening  a  circuit,  so  that 
the  arc  does  not  persist  and  so-  burn  the  contacts.     The  principle 

'  of  btow-outs  is  as  follows:  The  contacts  between  which  the  arc 
s  to  be  broken  are  placed  between  the  poles  of  a  magnet,  as  shown 
in  Fig.  306.     When  the  contacts  open,  the  current  tends  to  per- 
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'  siat  in  the  form  of  an  arc.  This  arc  finds  itself  in  a  magnetic 
field  so  that  motor  action  immediately  follows.  The  arc  starts 
to  move  across  the  field  according  to  Fleming's  left-hand  rule. 
In  doing  so  it  draws  it«elf  out  to  such  an  extent  that  it  is  brokeJi. 
221.  Resistance  Units. — Starting  boxes  are  usually  designed 
for  starting  duty  only.  They  can  cftrry  the  starting  current 
of  the  motor  safely  for  the  short  period  of  starting,  but  they  can- 
not carry  such  a  current  continuously.  The  box  resistance  units 
are  usually  of  the  type  shown  in  Fig.  307.  In  the  smaller  types 
the  wire  is  wound  in  the  form  of  a  helix.  It  may  be  self  sup- 
porting or  it  may  be  wound  on  asbestos  or  porcelain  forms,  aa 
ehowa  in  Fig.  307.     In  the  larger  types,  cast-iron  grids  are  used. 
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These  grids  are  bolted  together.  Current  lugs  are  clamped  on  at 
suitable  points  so  that  the  desired  ranges  of  resistance  are  readily 
obtainable. 

Some  types  of  starter  are  built  in  the  form  of  controllers.  The 
resistance,  usually  of  the  grid  type,  is  designed  to  carry  the  rated 
current  of  the  motor  continuously  so  that  it  may  be  used  to 
secure  speed  control. 


I 
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Fiu.  307.— Starting  boi 


222.  Speed  Control. — In  the  equation  for  motor  speed,  S  = 
KE/^i  there  are  but  two  factors  that  can  be  changed  to  secure 
speed  control  without  making  changes  in  the  motor  construction. 
These  factors  are  the  back  electromotive  force  B  and  the  flux  iji. 

Armature  Resistance  Control. — In  this  method  the  speed  control 
is  obtained  by  connecting  a.  resistance  directly  in  series  with  the 
motor  armature,  keeping  the  field  across  the  full  Une  potential, 
as  shown  in  Fig.  308  (a),  A  wide  range  of  speed  can  be  obtained 
by  this  method  and  at  the  same  time  the  motor  will  develop 
any  desired  torque  over  its  working  range,  for  the  torque  depends 
rally  upon  the  flux  and  armature  current, 


J. 
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The  principal  objections  to  this  method  of  speed  control 
are  that  an  excessive  amount  of  power  is  lost  in  the  armature 
series  resistance  and  the  speed  regulation  is  very  poor.  In 
Fig.  308  (6)  there  is  shown  for  comparison  the  speed-load  curves 
of  a  shunt  motor  with  and  without  resistance  in  series  with  the 
armature.  The  speed-load  curve  with  series  armature  resistance 
shows  that  half  speed  is  obtained  at  rated  load.     It  will  be 


Control 
Resistance 


Eield 


Speed,  No  IResistam 


Amuttnre  Onrrent 


(a)  (6) 

Fig.  308. — Speed  control  and  regulation — armature  resistance  method. 

observed  that  the  speed  at  no  load  rises  to  a  value  which  is 
practically  equal  to  the  speed  of  the  motor  when  there  is  no 
series  armature  resistance.  The  speed  regulation  with  resistance 
is  about  50  per  cent,  and  about  50  per  cent,  of  the  power  sup- 
plied to  the  armature  is  lost  in  the  series  resistance.  Without 
series  resistance  the  speed  regulation  is  the  usual  3  or  4  per  cent. 

Example. — A  220-volt,  7-hp.  motor  has  an  armature  resistance  of  0.25 
ohm.  When  running  without  load  at  1,200  r.p.m.  the  armature  takes  6  amp. 
(a)  What  resistance  should  be  connected  in  series  with  the  armature  to 
reduce  the  speed  of  the  motor  to  600  r.p.m.  at  its  rated  load  of  30  amp.? 
(6)  How  much  power  is  lost  in  the  resistance?  (c)  What  percentage  of 
the  power  delivered  to  the  armature  circuit  is  delivered  at  the  armature 
terminals?  {d)  What  is  the  speed  regulation  of  the  armature?  Neglect 
armature  reaction. 

(o)  El  (at  no  load)  =  220  -  (6  X  0.25)  =  218.5  volts. 

Ei  (at  600  r.p.m.)  =  ^^^  218.5  =  109.3  volts. 

rv  ,  \(T?  JL.T?\      220  -  109.3      110.7      o  ««    , 
Total  {R  +  Ra)  =     — OQ  =  ~S0~  *  ohms. 

Subtracting  the  armature  resistance? 

R  =  3.69  -  0.25  =  3.44  ohms.     Ans, 
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(6)  Power  loHt  in  the  series  resistance 

Pi  =  (30)=  X  3.44  =  3,096  watts. 

(c)  Power  delivered  to  armature  circuit 
^■L  P,  -  220  X  30  -  6,600  watts. 
^^^K  Power  delivered  to  armature 
^^P  P,  =  6,600  -  3,096  -  3,504  watts. 

Percentage  power  delivered  to  armature 

^.3.504 

6,600 

(d)  Speed  regulation 

1.200  -  600 
1^200 

MuUi-voUage  System.—In  this  system  several  different  volt- 
ages aro  available  at  the  armature  terminals  of  the  motor. 
These  voltages  are  often  supplied  hy  a  balancer  set,  Fig.  309. 
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Fid.  309. — Multi- voltage  speed  contio!. 


The  shunt  field  of  the  motor  ia  connected  permanently  across 
a  fixed  voltage  and,  with  the  4-wire  system  shown,  six  voltages 
are  available  for  the  armature.  Intermediate  speed  adjustments 
can  be  made  with  a  limited  field  control.  Owing  to  the  necessity 
of  having  a  balancer  set,  or  its  equivalent,  and  due  to  the  large 
number  of  wires  necessary,  this  system  is  little  used  in  this 
country. 

Ward  Leonard  System. — In  this  system,  shown  in  Fig.  310, 
variable  motor  voltage  is  obtained  by  meane  of  a  separate 
generator,  G,  driven  by  a  motor,  Mi.  By  varying  the  field  of  the 
generator,  the  desired  voltage  a(rros.s  the  motor  terminals,  Mt, 
is  obtained.  The  motor  field  ia  connected  across  the  supply 
mains  in  parallel  with  the  fields   of  the  other  two  machines. 
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In  Fig.  310,  Af  1  is  a  motor  driving  generator  G.  G  in  turn  sup- 
plies variable  voltage  to  the  armature  of  motor  iWj  whose  speed 
is  to  be  varied.  This  system  is  very  flexible  and  gives  close 
adjuBtment  of  speed.  The  chief  disadvantages  are  the  necesaity 
of  having  the  two  extra  machines  and  the  low  over-all  effieienfly 
of  the  system,  especially  at  hght  loads.     This  system  has  been 


used  extensively  for  turning  the  turrets  of  battleships,  but  is 
now  superseded  for  this  purpose. 

Field  Control. — In  the  foregoing  methods  of  speed  control, 
the  armature  volts  have  been  varied,  A  change  of  speed  may  also 
be  obtained  by  varying  the  flux,  0,  by  means  of  a  field  rheostat' 
This  method  is  very  efficient  so  far  as  power  is  concerned  and  for 
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any  particular  speed  adjustment  the  speed  regulation  from  r 
load  to  full  load  is  excellent.     The  range  of  speed  obtainable  b 
this  method  with  the  ordinary  motor  is  limited  by  commutatic* 
difficulties.     Referring  to  Fig.   311,  F  is  the  field  flux  at  lo   ■ 
speed  and  F^  is  the  corresponding  armature  flux.     The  resultai"^ 
flux  is  F„.     If  it  be  attempted  to  double  the  speed  of  the  motc^^^^**^ 
by  weakening  its  field,  the  new  field  flux  will  be  F'.     The  brush^^ 
will  ROW  have  to  be  moved  farther  backward  so  that  the  anuatut^ 


The  resultant  field 
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flux  win  be  at  the  position  shown  at  F'^. 
is  F'„. 

It  13  evident  that  the  neutral  plane  has  been  moved  backwai 
to  a  considerable  extent  and  that  the  armature  fiux  is  aboutC 
equal  to  the  field  fiux.  In  addition  to  severe  sparking  at  the>J 
commutator,  tho  strong  armature  field  may  so  weaken  the  main 
field  that  the  motor  tends  to  run  away.  In  order  to  eliminate 
the  demagnetizing  action  due  to  the  moving  of  the  brushes, 
commutating  pole  motors 
only  should  be  used  where 
the  speed  range  is  large.  A 
range  of  5  to  1  in  speed  varia- 
tion is  obtainable  with  prop- 
erly designed  machines  having 
commutating  poles. 

The  Stow  Motor.~ln  this 
type  of  motor,  shown  in  Fig. 
312,  the  field  cores  slide  in 
and  out  of  the  yoke  and  are 
actuated  by  a  hand  wheel 
through  a  rod  and  bevel  gear 
mechanism.  By  varying  the 
length  of  the  air  gap,  the  flux, 

and  therefore  the  speed  of  the  motor,  may  be  varied.  As  the 
armature  reaction  is  reduced  at  the  higher  speeds  with  the 
increased  air  gaps,  there  is  little  difficulty  with  commutation. 
In  other  words,  the  ratio  of  field  ampere-turns  to  armature 
ampere-tums  does  not  change.. 

The  Lincoln  Motor.- — ^In  the  Lincoln  motor,  made  by  the  Re- 
liance Electric  and  Engineering  Company,  the  flux  entering 
the  armature  is  varied  by  moving  the  rotating  armature  in  and 
out  of  the  field  structure,  as  shown  in  Fig.  313.  As  the  armature 
is  moved  out  of  the  field  the  length  of  armature  conductor 
cutting  flux  ia  reduced.  Therefore  the  arjnature  must  rotate 
faster  in  order  to  develop  the  requisite  electromotive  force. 
This  gives  a  finely  graduated  speed  control  over  wide  ranges, 
ratios  as  high  as  10  to  1  being  obtained.  These  motors  are 
provided  with  commutating  poles. 
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223.  Railway  Motor  Control. — In  a  2-motor  trolley  car,  two 
different  speeds  can  be  efficiently  obtained.  The  motors  are 
first  connected  in  aeries  through  a  starting  resistance  R  as  shown 
in  Fig.  314  (a).  This  resistance  is  gradually  cut  out  by  the  con- 
troller as  the  car  comes  up  to  speed  and  then  each  motor  receives 
one-haK  the  line  voltage.  This  is  the  first  running  position.  For 
any  given  value  of  armature  current  each  motor  will  run  at  half 
its  rated  speed.  Aa  there  is  no  external  resistance  in  the  circuit, 
the  motors  are  operating  at  an  efficiency  very  nearly  equal  to 
that  obtainable  with  full-line  voltage  across  the  terminals  of  each. 


Fra.  314. — Series-pa  ratle!  cnntrol  of  hi 


When  it  is  desired  to  increase  the  speed  of  the  car,  the  two 
motors  are  thrown  in  parallel  with  each  other  and  in  series  with 
a  portion  of  the  resistance  R.  This  resistance  is  gradually  cut 
out  and  when  the  running  position  is  reached,  each  motor 
receives  full-line  voltage,  as  shown  in  Fig.  314  (6). 

In  a4-motor  car,  the  motors  are  usuallydividedintotwo  groups, 
each  group  consisting  of  two  motors  which  are  always  in  parallel 
with  each  other.  In  starting,  these  two  groups  are  connected 
in  series,  each  group  taking  the  place  of  the  single  motor  of  a 
2-motor  car.  Thi,s  starting  condition  is  shown  in  Fig.  314  (c). 
When  the  full-speed  running  position  is  reached,  both  groups  are 
connected  in  parallel  across  the  line.  Each  motor  then  receives 
full-line  voltage. 

Multi-pie  Unit  Control. — In  the  heavier  electric  cars  and  locomo- 
tives, the  currents  become  so  large  that  dfrect  platform  control  is 
out  of  the  question  from  the  standpoint  of  the  size  of  controller, 
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I  safety,   and   expense.     Moreover,    when   cars   are  operated  in 

?  trains,  itisDccesgary  that  the  motors  on  all  the  cars  shall  be  irnder 

[  a  single  control  and  that  they  shall  operate  Biiiiultaneoiisly. 

In  the  multiple-unit  system,  all  thp  heavy  current  switching 

is  done  by  aolenoid-operated  contactors  located  beneath  the  car, 

These  contactors  in  turn  are  operated  by  an  auxiliary  circuit 

called  the  train  Une,  which  runs  the  entire  length  of  the  train  (Fig, 

315).     The  train  line  is  made  continuous  through  plug  and  socket 


-Prinfiplp  of  rmillipU 


connectors  located  in  the  car  couplers.  The  wires  of  this  train 
line  receive  their  power  through  the  master  controller  operated 
by  the  motorman.  As  this  train  line  current  is  only  of  the  mag- 
nitude of  2.5  amp.,  a  small  platform  controller  can  be  used. 
Another  distinct  advantage  of  this  system  is  that  the  rate  of 
cutting  out  the  starting  resistance  during  the  acceleration  periods 
is  outside  the  control  of  the  motorman,  being  accomplished  by 
automatically  operated  contactors  which  close  in  sequence  at  the 
proper, times.  This  insures  uniform  acceleration  and  eliminates  ■ 
the  opening  of  the  car  circuit  breakers  and  the  shocks  to  the  equip- 
ment  caused  by  too  rapid  acceleration  when  manual  operation  I 
ia  used. 
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Pig.  315  shows  the  imderlying  principle  of  the  system,  no 
attempt  being  made  to  give  the  inaiiy  details  which  must  neces- 
sarily accompany  such  a  system.  Each  car  has  its  own  trolley 
or  third  rail  shoe  for  collecting  the  current.  A  train  line  of  small 
wires  runs  the  entire  length  of  the  train,  by  connections  being 
made  by  the  use  of  couplers  between  cars.  This  line  usually 
consists  of  six  wires.  Solenoids,  operating  contactors,  are  con- 
nected across  the  train  Unea.  Some  of  the  contactors  are  oper- 
ated directly  by  the  controller  m  the  hands  of  the  motorman  and 
others  operate  automatically  after  the  controller  has  been  turned 
to  the  desired  position.  For  example,  in  Fig.  315  are  shown  two 
motors,  one  in  each  car.  One  Une  of  the  train' line  is  shown  run- 
ning betwen  cars  and  connected  by  the  coupler.  It  is  assumed 
that  the  train  is  to  be  operated  from  car  1.  If  the  switch  Si 
in  the  controller  of  car  1  be  closed,  train  line  l-I  becomes  alive. 
This  energizes  relay  (1)  (1)  in  each  car  and  both  relays  simultan- 
eously close  the  motor  circuits,  the  starting  resistances  Ri,  ffa 
being  in  series  with  each  motor  respectively.  As  the  motors 
"pickup,"  the  current  drops  and  relay  (2),  become  automatical- 
ly energized  and  some  of  the  starting  resistance  Ri,  Ri  is  cut  out 
in  each  cat  The  next  set  of  relays  become  energized  in  a  similar 
manner,  until  all  the  starting  resistance  is  cut  out  and  the  motors 
are  across  the  line. 

The  above  is  merely  an  abbreviated  description  of  the  sys- 
tem. In  the  complete  system  there  are  six  train  lines,  some  of 
.which  reverse,  change  from  series  to  parallel,  etc.  The  great 
advantage  of  this  sytem  is  that  every  motor  on  the  train  can  be 
operated  from  either  controller  on  any  one  ear,  that  all  the  motors 
act  simultaneously,  the  acceleration  cannot  exceed  a  certain  value 
irrespective  of  the  motonnan,  and  as  thert;  are  driving  wheels 
on  every  car,  high  accelerations  can  be  obtained.  This  system 
is  also  used  extensively  on  single  cars, 

224.  Dynamic  Braking. — It  is  often  desirable  to  brake  a  motor 
when'  it  is  being  driven  by  its  load,  as  in  the  ease  of  descending 
elevators,  cranes,  etc.  This  is  often  done  by  using  a  controller 
which  leaves  the  field  connected  across  the  line  and  at  the  same 
time  puts  a  resiatan'ce  load  across  the  armature  terminals.  This 
produces  generator  action  and  therefore  retards  the  armature. 
If  Bfiries  motors  are  used,  their  fields  must  be  connected  across 
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the  line  in  series  with  a  resistance.  Such  braking  is  not  effective 
for  completely  stopping  the  motor  armature,  as  the  braking  action 
ceases  when  the  armature  is  stationary. 

Dynamic  braking  for  a  series  motor  is  shown  in  Fig.  316.    In 
(o),   which  shows  the  holding  or  "off"  position,  the  motor  is 
totally  disconnected  from  the  line.     The  solenoid  of  the  mechan- 
ical brake  becomes  de-energized,  resulting  in  the  brake  being 
set.     (See  Fig.  33,  page  23.)     In  (6),  the  brake  solenoid  and  the 
series  field  are  connected  across  the  line  in  series  with  a  resistance. 


Brake  SolenoQ 

AAAA/V^ 

Starting 
Resistance 


I— AAAA 


Braking 

Resistance 


(a)  *'Ofir' or  Holdinar  Position 


-^    Brake  Solenoid 


Series 
Resistance 


-AAAA/' 

Braking 
Resistance 

(b)  Braking  or  Lowering 
Fio.  316. — Dynamic  braking. 


The  armature  has  a  resistance  connected  across  its  terminals 
through  the  brake  solenoid  and  series  field  on  one  side.     The 
brake  is  released,  the  armature  acts  as  a  generator  sending  cur- 
rent through  the  braking  resistance  and  so  is  retarded. 

Regenerative  braking  is  based  on  this  same  principle,  except 
that  the  power  is  returned  to  the  hne  rather  than  wasted  in  re- 
sistance. Such  a  system  is  used  on  the  electric  locomotives  of 
the  Chicago,  Milwaukee  and  St.  Paul  Railroad. 

225.  Motor  Testing — Prony  Brake. — It  is  often  necessary  to 
determine  the  efficiency  of  a  motor  at  certain  definite  loads  and 
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frequently  over  its  entire  range  of  operation.  A  knowledge  of 
the  efficiency  may  be  necessary,  as  in  the  case  of  an  acceptance 
test;  further,  the  motor  may  be  used  as  a  power-measuring  device 
for  determining  the  power  taken  by  some  machine,  such  as  a 
generator,  pump,  blower,  etc.  Knowing  the  motor  input,  which 
can  be   measured  with  an  ammeter  and  a  voltmeter,  and  also 


f  knowing  the  motor  efficiency,  the  output  for  any  given  input 
can  be  computed.  This  output  will  be  the  power  delivered  to 
the  generator,  the  pump,  etc. 

The  most  common  method  of  making  direct  measurements  of 
efEeiency  in  motors  up  to  about  50  hp.  is  to  use  a  prony  brake. 
Such  brakes  are  made  in  various  forms.  One  typical  form  is 
shown  in  Fig.  317.  It  consists  of  a  wooden  arm  of  the  proper 
length,  a  canvas  brake  band  and  a  hand  wheel  for  applying  ten- 
sion to  the  brake  band.     By  means  of  this  hand  wheel  the  motor 
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load  can  be  controlled.     An  oil  dash  pot  is  advisable,  to 
vibrations  of  th«  brake  arm. 

The  balance  measures  the  pull  on  the  arm  due  to  the  rotation 
of  the  drum,  plus  the  dead  weight  of  the  arm.  By  multiplying 
the  net  balance  reading  by  the  distanced,  the  torque  of  the  motor 
can  be  determined. 

There  are  two  simple  methods  for  determining  the  dead  weight 
of  the  brake  arm.  The  brake  band  is  loosened  and  some  sort 
of  knife  edge",  such  as  a  pencil,  is  placed  between  the  top  of  the 
dnim  and  the  brake  carriage.  This  acts  as  a  substantially  frii,'- 
tionleps  fulcrum,  so  that  the  balance  registers  the  dead  weight  of 
the  arm  alone.  Another  and 
easier  way  ia  to  turn  the  druni 
towai-d  the  balance  by  hand, 
stop  and  read  the  balance- 
In  this  ease  the  friction  of 
the  brake  causes  the  balance 
to  read  too  high.  If  this 
operation  be  repeated  by  ro- 
tating the  drum  in  the  opposite 
direction,  the  balance  reading 
will  be  too  low,  due  to  the 
same  friction.  The  average 
of  these  two  balance  readings 
will  give  very  nearly  the  cor- 
rect value  for  the  dead  weight 
of  the  arm. 
Brakes  of  this  type  are  cooled  ordinarily  by  pouring  water 
into  the  hollow  brake  drum.  This  water  prevents  the  drum  ironi 
becoming  excessively  hot.  As  the  maximum  temperature  which 
water  can  reach  in  the  open  air  is  100°  C ,  the  drum  temperature 
cannot  much  exceed  this.  The  heat  developed  in  the  drum  i* 
utibzed  in  converting  the  water  into  steam.  As  a  considerable 
number  of  heat  units  are  required  to  convert  a  small  amount  of 
water  into  steam,  a  moderate  amount  of  water  will  keep  the  drtini 
comparatively  cool. 

To  determine  the  equation  for  the  horse  power  developed  ^y 
such  a  brake,  consider  Fig.  3 18.  Let  F  be  the  net  force  in  pounds 
acting  at  a  perpendicular  distance  L  from  the  center  of  the  dru"'' 


Tilt:  MuroH 

First  assume  that  the  drum  is  stationary  and  that  the  arm  is 
pulled  around  the  drum  by  means  of  the  force  F.  The  distance 
per  revolution  through  which  the  force  F  acts  is  2irL. 
done  in  one  revolution  of  this  arm  around  the  drum  i: 
times  the  distance  =  F(2TrL). 

The  work  done  is  5  revohitions  =  F(2TrL)S. 
If  S  is  the  revolutions  per  minute,  the  horse  power 
2t{FL)S 
33,000 


Hp. 


but  FL  is  the  torque  T,  therefore 


Therefore  Hp.=  0.00019  TS  (115) 

Obviously,  the  same  amount  of  work  is  done  on  the  brake  s 
face  whether  the  drum  is  stationary  and  the  arm  rotates  or  the 
arm  ia  stationary  and  the  drum  rotates.  Therefore,  equation 
(115)  applies  to  brakes  of  the  type  shown  in  Pigs,  317  and  318. 
It  will  be  noted  that  the  horse  power  is  independent  of  the 
diameter  of  the  drum. 

Example. — ^In  a  brake  teat  of  a.  shunt  motor,  thn  animtter  and  voltmeter 
meaBuring  the  input  read  34  amp.,  220  volts.  The  speed  of  the  n 
IB  found  to  1)0  910  r,p,ni.  and  the  balance  on  a  2-ft.  brake  arm  reads 
26.2  lb.  The  dead  weight  of  the  arm  la  iound  to  he  +2.4  lb.  (a)  What 
is  the  output  of  the  motor?  (6)  What  is  its  efficiency  at  this  particular 
load? 

(oO  Net  reading  of  balance  =  26.2  -  2.4  =  23.8  lb. 
The  torque  T  =  23.8  X  2  =  47.6  lb, -ft. 
Hp.  output  -  0.00019  X  47.6  X  SIO  =  8.23  hp.     Am. 
(6)  Output  =  8.23  X  746  =  6,140  watts. 
Input  =  220  X  34  =  7,480  watts. 

Efficiency  i,  -  ^~  100  =  82.1  per  cent.     Aim. 

In  brakes  of  this  type,  the  brake  arm  should  be  kept  approxi- 
mately level. 

Another  simple  type  of  brake  ia  the  rope  brake  shown  in  Fig. 
319.  A  rope  is  given  a  turn  and  a  half  around  a  drum  and  the 
two  free  ends  are  each  held  by  a  spring  balance,     The  larger  bal- 
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aiice  is  ou  the  end  of  the  rope  which  is  being  pulled  downward  by 
the  rotation  of  the  drum.  Let  Fi  be  the  reading  of  the  larger 
balance  and  F^  that  of  the  smaller  balance.  As  Fi  and  F>  pull 
in  opposite  directions  with  respect  to  the  rotation  of  the  drum, 
the  net  pull  at  the  drum  periphery  is  Fi  —  F^. 
The  torque  in  Ib.-ft.  is 

T  =  (Fi-  Ft)  R 
where  R  is  the  radius  of  the  pulley  in  feet. 


Fio.  319.— Rope  brake. 


Example. — In  a  rope  brake  ot  the  type  shown  in  Fig.  319,  Ft  =  32.4  lb, 
and  Fi  =  8.2  lb.  The  drum  ig  10  in.  in  diameter.  If  the  motor  speed' 
is  1,400  r.p.ia.,  what  horse  power  does  tlie  motor  develop? 

The  torque 

T  =  (32.4  -  8,2)  j^   =  24.2  X  5/12  =  10.08  lb. 


The  liorse  power 

Hp.  =  0.00019  X  lO.OS  X  1,400  =  2.6S 
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226.  Measurement  of  Speed.^The  measiircmeut.  of  the  apcud 
of  machines  is  as  a  mle  much  simpler  than  the  measurement  of 
torque.  The  most  common  method  is  to  use  a  simple  revolution 
counter  having  a  conical  rubber  tip  which  fits  into  the  counter- 
sink of  the  shaft.  The  Veeder  type  is  a  convenient  form  of 
revolution  counter.  The  revolutions  are  recorded  directly  on  the 
counter.  As  this  counter  cannot  be  set  to  zero,  the  actual  speed 
must  be  found  by  subtracting  the  counter  reading  before  from 
that  after  the  measurement. 

The  Jagabi  tachoscope,  Fig.  320,  is  a  combination  of  speed 
counter  and  stop  watch.  The  spindle  may  be  inserted  in  the 
counter-sink  of  the  shaft  without  recording.     A  little  j 
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Fio,  321.— Speed  n 


t  wilh  maancto  and  voltmeter. 


however,  causes  the  counter  and  stop  watch  to  start  simultan- 
eously. They  also  stop  simultaneously  when  the  pressure  on  the 
tachoscope  is  removed.  Measurements  made  with  this  type  of 
instrument  are  free  from  personal  error. 

Tachometers  indicate  the  instantaneous  value  of  speed. 
There  are  mechanical  tachometers,  where  the  indicator  is 
actuated  by  centrifugal  action.  This  type  should  be  carefully 
checked  at  each  occasion  of  use,  as  it  is  especially  subject  to 
error  after  having  been  in  service  for  some  time. 

A  simple  and  convenient  type  of  tachometer  is  the  combination  of 
a  direct  current  magneto  and  a  voltmeter,  as  shown  in  Fig,  321  (a) . 
In  the  magneto  the  flux  is  produced  by  permanent  magnets  and 
so  is  constant.  Therefore,  the  voltage  induced  in  the  magneto 
armature  is  directly  proportional  to  the  speed.     If  this  voltage 
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be  measured  with  a  voltmeter,  the  voltmeter  reading  multipUed 
by  a  constant  gives  the  speed  directly.  The  relation  of  speed 
to  volts  may  be  plotted  as  shown  in  Fig.  321(6)  and  the  speed 
read  directly  from  the  plot.  This  plot  is  ordinarily  a  straight 
line  through  the  origin,  which  makes  one  point  accurately  de- 
termined. It  is  convenient  to  attach  the  magneto  to  the  shaft 
of  the  machine  whose  speed  is  being  measured,  by  a  piece  of 
rubber  tubing.  It  is  usually  necessary  to  thread  a  small  stud 
into  the  end  of  the  shaft  whose  speed  is  to  be  measured,  as 
shown  in  Fig.  321  (a). 


CHAPTER  XlII 
LOSSES;  EFFICIENCY;  OPERATION 

228.  Dynamo  Losses.— A  certain  portion  of  the  energy  de- 
livered to  any  motor  or  generator  is  lost  within  the  machine  itself, 
being  converted  into  heat,  and  therefore  wasted.  This  represents 
not  only  energy  lost,  but  has  the  further  objection  that  it  heats 
the  machine  and  so  limits  its  output.  If  the  energy  loss  in  the 
machine  becomes  excessive,  the  resulting  temperature  rise  may 
injure  the  insulation  by  carbonizing  it. 

As  a  motor  and  a  generator  are  simUar,  they  have  the  same 
types  of  losses  throughout.  Therefore,  the  following  applies  to 
oither  a  motor  or  a  gonerator. 

COPPER  LOSSES 

Armature. — The  armature  windings  have  a  certain  resistance 
and  when  current  flows  through   them   a   certain   amount   of 
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power  must  be  lost.  In  addition  to  the  loss  in  the  armature 
copper,  there  is  an  electrical  loss  in  the  brushes  and  iu  the  com- 
mutator.    Let  this  total  power  loss  be  P^.     Then, 

Pa  =  JJRa  (Hfi) 

where  /^  is  the  armature  current  and  R^  is  the  armature  resist- 
ance measured  between  the  terminals  of  the  machine  and  includ- 
ing, therefore,  the  brushes  and  their  contact  resistance.  This 
contact  resistance  is  not  exactly  constant,  but  little  error  is  made 
in  assuming  it  to  be  so.  (See  Par.  ID6.)  The  resistance  measure- 
ment is  often  made  by  the  connections  shown  in  Fig,  322.  The 
355 
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resistance  R  is  inserted  to  limit  the  current  flowing  through 
the  stationary  armature.  (See  Par.  118.)  The  measurement 
should  be  made  with  the  armature  in  three  or  four  different  posi- 
tions in  order  to  obtain  an  average  value  of  resistance.  As  the 
low  reading  scale  of  the  voltmeter  is  ordinarily  used  in  making 
this  measurement,  the  instrument  may  be  injured  on  opening  the 
circuit  by  the  rise  of  voltage  due  to  th'e  self-inductance  of  the 
armature.  Therefore,  the  voltmeter  should  be  disconnected 
when  the  circuit  is  being  opened  or  closed  and  when  the  armature 
is  being  turned. 

Shunt  Field. — The  field  takes  a  current  //  at  the  terminal  vol- 
tage V  of  the  generator  or  motor.  Therefore,  the  power  lost  in 
the  field  is 

Pf  =  VI  f  (117) 

This  includes  the  power  lost  in  the  field  rheostat  as  this  is 
chargeable  to  the  field  circuit. 

Series  Field, — The  series  field  loss  is 

Ps  =  Is^Rb  (118) 

where  /,  is  the  series  field  current,  which  may  or  njay  not  be  equal 
to  the  armature  current,  depending  on  whether  the  machine  is 
long  or  short  shunt. 

Ra  is  the  series  field  resistance.  If  a  series  field  shunt  or 
diverter  is  used,  Ra  is  the  equivalent  parallel  resistance  of  this 
diverter  and  the  series  field  and  /«  is  the  current  of  the  series 
field  plus  that  of  the  diverter:' 

The  losses  in  the  commutating  pole  circuit  are  determined  in 
the  same  way  as  are  those  of  the  series  field. 

The  foregoing  losses  are  all  copper  losses  and  can  be  either 
measured  directly  or  calculated  with  a  high  degree  of  precision 
from  instrument  readings. 

IRON  LOSSES 

Eddy  Currents. — As  the  armature  iron  rotates  in  the  same 
magnetic  field  as  the  copper  conductors,  voltages  are  also  induced 
in  this  iron.  As  the  iron  is  a  good  conductor  of  electricity  and 
the  current  paths  are  short  and  of  large  cross-section,  large  cur- 
rents would  be  set  up  in  the  armature  iron  were  it  a  solid  mass  as 
shown  in  Fig.  323  (a).     These  currents  represent  an  excessive 
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power  loss  which  could  not  be  tolerated  in  a  eomniorcial  maphine. 
By  laminating  the  armature  iron  in  the  manner  indicated  in  Fig. 
323(i),the  paths  of  these  currents  are  broken  up  and  their  magni- 
tude is  reduced  to  a  very  low  value.  Laminating  does  not  en- 
tirely eliminate  these  eddy  current  losses,  but  it  does  reduce  them 
to  a  small  value.     It  will  be  noted  that  although  the  laniinations 


break  up  the  eddy  current  paths,  they  do  not  interpose  reluctance 
in  the  magnetic  circuit,  since  they  are  parallel  to  the  direction  of 
the  magnetic  flux. 

These  eddy  currents  are  proportional  to  both  the  speed  and 
the  flux.  As  the  loss  varies  as  the  square  of  the  current  (/^ff), 
the  eddy  current  loss  varies  as  the  square  of  both  the  speed  and 
the  flux. 


Example. — The  eddy  current  loss  in  a  certain  machine  is  600  walls  when 
the  toUl  flux  is  2,000,000  lines  per  pole  and  the  speed  is  800  r.p.m.  What 
iathelosBwhen  the  flux  is  increased  to  2,500,000  lines  and  the  speed  increcised 
to  1,200  r.p.m.? 


P,  =  6 


O'-. 


100  watts. 


Hysteresis. — It  was  shown  in  Chapter  VIII  that  when  iron  is 
carried  through  a  cycle  of  magnetization  (Par.  143)  there  results  an 
energy  loss  proportional  to  the  area  of  the  hysteresis  loop.  The 
iron  in  an  armature  undergoes  a  similar  cyclic  change  of  magneti- 
zation when  the  armature  rotates.  Consider  the  small  section 
of  the  armature  iron  at  (a),  Fig.  324,  when  it  happens  to  be  under 
a  north  pole.  This  small  section  has  a  north  and  a  south  pole  at 
its  ends.  When  the  section  reaches  position  (b)  its  poles  have 
become  reversed,  as  shown.     Obviously,  nearly  all  the  armature 


368  DIRECT  CURRENTS 

iron  is  continually  going  through  similar  cycles  of  magnetic 
reversals.  Therefore,  there  results  a  hysteresis  loss  in  the  arma- 
ture iron  as  the  armature  rotates.  This  loss  is  directly  propor- 
tional to  the  speed  and  is  proportional  to  the  1.6  power  of  the 
maximum  flux  density,  by  the  Steinmetz  formula,  (equation  72, 
page  183).    Laminating  the  iron  does  not  affect  the  hysteresis  bss. 


Via.  324. — Reversal  of  magoelic 


Pole  Face  Loss. — The  flux  enters  and  leaves  the  armature  in 
tufts  through  the  teeth  as  has  already  been  shown  (Fig.  40,  Chap. 
II).  As  these  tufts  of  flux  pass  across  the  pole  face,  they  produce 
flux  pulsations  in  the  pole  face.  These  pulsations  set  up  eddy 
currents  in  the  pole  face,  as  shown  in  Fig.  325.  This  results  in  a 
power  loss.  A  hysteresis  loss  also  accompanies  these  flux  pulsa- 
tions. These  combined  losses  are  some  function  of  the  flux  and 
of  the  speed.  They  are  reduced,  being  in  part  due  to  eddy  cur- 
rents, by  laminating  the  pole  faces.     {See  Fig.  221.) 

FRICTION  LOSSES 

These  losses  consist  of  bearing  friction,  brush  friction  and 
windage,  and  all  are  functions  of  the  speed. 

SUMMARY 
The  foregoing  losses  may  be  summarized  as  follows: 
Copper  losses: 

Armature    I^'Ra 
Shunt  field  VI, 
Series  field  I,*R, 


stray 
power 
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Iron  losses  (armature  and  pole  face) : 

Eddy  current — function  of  flux  and  speed, 
Hystere8i& — function  of  flux  and  speed. 
Friction  losses  (bearings,  bruBhea,  windage) — 
function  of  speed. 
The  copper  losses  can  be  accurately  measured  or  can  be  calcu- 
lated.    The  iron  and  friction  losses  can  neither  be  so  accurately 
calculated  nor  so  readily  measured  as  separate  losses.     Moreover, 
since  they  are  all  some  function  of  the  flux,  or  speed,  or  both, 
these  losses  are  combined  and  are  called  stray  losses;  the  power 
that  they  represent  being  called  stray  power. 

As  stray  power  is  a  function  of  the  speed  and  the  flux  only,  it 
will  be  constant  in  a  given  machine  provided  the  flux  and  the 
speed  be  kept  constant.  Therefore,  do  matter  what  the  load  is, 
the  stray  power  does  not  change  unless  either  the  flux  or  the 
speed  changes. 

In  distinction  to  the  copper  losses  the  stray  power  is  all  supphed 
?neckanically.  For  instance,  in  a  motor,  a  mechanical  torque  ia 
required  to  supply  these  losses,  making  the  torque  available  at 
the  pulley  less  than  that  developed  by  the  armature.  In  a 
penerator  these  losses  are  supplied  by  the  prime  mover  and  not 
by  the  generator  itself.  On  the  other  hand,  the  electrical  losses 
are  supphed  by  the  generator  itself. 

229.  Efficiency. — -The  efficiency  of  a  machine  is  the  ratio  of 
output  to  input.     Thus: 

Eff   -  ""tput 
input 
This  may  also  be  written  in  either  of  the  following  ways: 

output  -|-  losses  ' 

Eff.  -  ii!PS*L^°!!<?  (120) 

input 

Therefore,  if  the  losses  in  a  machine  be  known,  the  efficiency 
may  be  found  for  any  given  input  or  output. 

Example. — A  shunt  motor  takes  40  amp.  at  220  volts.  The  total  motor 
losses  are  l,800watta.     What  is  the  motor  efficiency? 

TTsing  equation  (120) 

„„        (220  X  40)  - 1.800      _„  „  .       . 

Eff.  =^ 2-2(j-^-^ ^  79.fi  per  cent.    Am. 
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As  electrical  units  rather  than  mechanical  quantities  are 
ordinarily  used  in  efficiency  determinations,  equation  (119)  is 
used  for  generators  {output  is  electrical)  and  equation  (120)  for 
motors  (input  is  electrical). 

230.  Efficiencies  of  Motors  and  Generators. — The  efficieuc; 
of  electrical  apparatus  is  high  as  a  rule.  For  iustance,  a  1-hp, 
motor  has  an  efficiency  of  about  65  per  cent.;  a  5-hp,  TSpercent.; 
a  10-hp.  82  per  cent.,  and  a  20-hp.  88  or  89  per  cent.  A  500-kw. 
machine  may  have  an  efficiency  of  M 
per  cent. 

The  efficiency  of  a  motor  may  be 
determined  from  simultaneous  meiis- 
urements  of  its  input  and  its  output 
as  was  shown  in  Par.  226,  where  a 
prony  brake  was  used. 

Theoretically,  the  efficiency  of  a 
generator  may  be  determined  in  » 
similar  manner  by  measurements  ol 
its  input  and  output.  The  output 
is  readily  measured  with  an  ammeter 
and  a  voltmeter.  The  input,  how- 
.  ever,  is  very  difficult  to  measure. 
The  difficulty  lies  in  the  measure- 
ment of  the  torque  transmitted  to  the  generator.  Toraion 
dynamometers  have  been  devised  but  they  are  unaatis- , 
factory  as  a  rule.  The  generator  may  be  suspended  in  a 
"cradle,"  as  shown  in  Fig,  326.  The  ends  of  the  generator 
shaft  are  supported  in  bearings,  so  that  the  frame  is  free  W 
turn-  The  torque  is  determined  by  measuring  the  torqufi 
necessary  to  prevent  the  frame's  turning.  Such  a  cradle  i* 
expensive,  is  not  readily  adaptable  to  all  generators  and  neees- 
sitate.'i  the  generator  shafts'  protruding  beyond  both  generator 
bearings. 

In  any  direct  measurement  of  efficiency  any  percentage  error 
in  the  measurement  of  either  output  or  input  introduces  the 
same  percentage  error  into  the  efficiency. 

■  In  the  direct  measurement  of  efficiency  the  power  neceBSUT 
for  the  test  must  be  equal  to  the  rating  of  the  machine.  1" 
addition  to  supplying  this  power  there  must  be  means  for  o''" 


Cradle  dyiianio 


sorbing  it 
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sorbing  it.  This  is  not  a  serious  matter  with  small  machines, 
but  when  large  machines  are  tested,  supplying  and  absorbing 
the  necessary  power  may  be  difficult,  if  not  quite  impossible. 

Because  of  the  foregoing  reasons,  it  is  often  desirable  and  even 
necessary  to  obtain  the  efficiency  by  determining  the  losses. 

Example. — A  250-kw.  230-volt  d,c.  generator  is  delivering  800  amp. 
at  230  volts.  The  field  current  is  20  antip.  The  armature  resistani:e  is 
0.005  ohm  and  the  series  field  resistance  ia  0.Q02  ohm.  The  stray  power  at 
this  load  ia  2,500  watts.  The  generator  ia  connected  long  shunt.  What  is 
the  generator  etficiency  at  this  load? 

Output  =  230  X  800  =  184,000  watfa. 

8h.  field  loss  =  230  X  20         =      4,fiO0  watts 

Arioatureloas  =  820=  X  0.005  =       3,3tt0  watts 

Ser.  field  loaa  =  820'  X  0.002  =       1,340  watts 

Stray  power  =      2,500  watts 

Total  loss  =    U,8<t0  watts 
184,000  184,000      „,  ,      , 

^'^■=  l*i4"6O0"+ 117800  =  195,800  ^  ''^  P"  '^™*'     '^"^- 

231.  Measurement  of  Stray  Power. — It  is  necessary  merely  to 
duplicate  the  flux  and  the  speed  in  a  motor  or  a  generator  in 

order    to    duplicate    the    stray  j  , 

power  loss.  As  the  speed  from  " 
equation  (111)  is  S  =  KE/<i>, 
it  is  only  necessary  to  duplicate 
the  speed  S  and  the  electro- 
motive force  E  in  order  to 
obtain  the  proper  value  of  i^. 

To  measure  stray  power,  the  - 
machine,  whether  it  be  a  motor    ""■   '''~'^^^ZTdm»"'   ^'""^ 
or    a    generator,    is   run    light 

(without  load)  as  a  motor,  as  shown  in  Fig.  327.  The  field  is 
connected  across  the  line  in  series  with  a  rheostat. 

The  total  power  input  to  the  machine  is: 

VI  =  y(/„  +  //)  =  Yl.  +  Ylf 

This  power  is  distributed  as  follows :    Some  goes  to  supply 
the  field  loss,  some  supplies  the  armature  I^Ra  loss  and  the  re- 
mainder is  tlic8traypower,S.P.jtheoutputl>einK7.t>n).    Therefore 
F/«  +  VI !  =  VI,  -h  I.'Iia  +  S.P. 

S.P.  =  VIn  -  WHa  (121) 
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The  stray  power  is  equal  to  the  total  input  to  the  armature 
minus  the  armature  resistance  loss. 

Example. — A  shunt  generator  when  running  light  as  a  motor  takes  12 
amp.  from  llS^volt  mains.  The  field  current  is  7  amp.  and  the  arma- 
ture resistance  is  0.03  ohm.  What  is  the  stray  power  loss  of  the  machine  at 
this  particular  value  of  flux  and  speed? 

The  armature  current  /o  =  12  —  7  =  5  amp. 

ITie  stray  power,  S.P.  =  115  X  5  -  (5)«  0.05  = 

575  -  1.25  =  574  watts.     Ans. 

It  will  be  observed  that  the  armature  la^Ra  is  negligible  in  this 
instance. 

Assume  that  the  above  generator  is  delivering  100  amp.  at 
110  volts  at  1,000  r.p.m.  The  field  current  is  7  amp.  It 
is  desired  to  determine  the  value  of  its  stray  power  under  these 
conditions. 

If  the  full-load  electromotive  force  E  and  speed  S  be  dupli- 
cated when  the  generator  is  running  light,  the  stray  power  will 
be  the  same  in  both  cases.  When  the  machine  is  running 
light  as  a  motor  the  stray  power  is  readily  measured  as  follows: 

When  carrying  the  above  load,  the  induced  emf. 

E  =  110+  (107  X  0.03)  =  113.2  volts 
S  =  1,000  r.p.m. 

To    make   these    adjustments    of    E   and    ^S,    the  generator 

is  run  as  a  motor,  con- 
nected as  shown  in  Fig. 
328.  A  rheostat  R  and 
an  ammeter  are  con- 
nected directly  in  the 
armature  circuit  and  a 
voltmeter  is  connected 
directly  across  the  arma- 
ture terminals.  The 
rheostat  R  is  first  ad- 
justed so    that    Vi   = 

113.2  volts,  the  small  armature  drop  at  this  load  being  negligible. 

The  field  rheostat  is  then  adjusted  to  give  a  speed  of  1,000  r.p.m. 

The  machine  is  now  operating  at  the  same  value  of  speed  and  flux 

as  it  did  under  load.     Therefore,  the  stray  power  is  the  same  in 

the  two  cases  and  is  equal  to  VJa  —  IJRa- 
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328. — Connections    for    stray 
measurement. 
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8  per  cent.     Ans. 


As  an  example,  assume  that  the  current  /a  is  4.8  amp.  audi 
Vi  =  113.2volts.  (This  neglects  the  small  drop  in  the  armature,  I 
4.8  X  0.03.)     The  stray  power 

S.P.  =  113.2  X  4.8  -  (4.8)''  0.03  =  543  watts.     Ans. 

The  efficiency  of  the  generator  can  now  be  determined. 

I  Output  under  load  =  110  X  100  =  11,000  watts 
/„=H„  =  (100  +  7}'  0.03  =  344  watts 
VI J  =  110  X  7  =  770  watts 
S.P.  =  543  watts 

Total  loss  =  1,657  watts 
^„  ^  _  11,000  ^  11,000 
■  11,000  +  1,657  12,660  " 
232.  Stray  Power  Curves. — It  is  soniefcimea  desired  to  deter-  \ 
mine  the  stray  power  of  a  machine  over  a  considerable  range, 
in  order  to  have  sufficient  data  for  obtaining  the  stray  power 
under  various  operating  conditions.  Stray  power  is  a  function 
of  two  variables,  flux  and  speed,  and  a  single  curve  cannot 
express  the  relationship  under  all  conditions.  To  plot  the  rela- 
tion, one  quantity,  either  flux  or  speed,  is  held  constant  and  the 
other  is  varied.  Because  it  is  more  convenient,  the  flux  . 
usually  held  constant  and  the  speed  is  varied,  the  connection*^ 
being  shown  in  Fig.  328.  The  flux  is  held  constant  by  n 
of  the  field  rheostat  and  the  speed  is  varied  by  means  of  the  rheo- 
stat R  in  the  armature  circuit. 

Since  the  induced  voltage  in  a  machine  is  E  =  A'lJi.S,  the  flux 


1    E 


(122) 


•^-  K  S 

That  is,  the  flux  is  equal  to  a  constant  multiplied  by  the  ratio 
of  voltage  to  speed.  The  field  current  can  be  used  without  great 
error  in  determining  the  flux.  If  this  is  done,  the  errors  intro- 
duced are  that  the  flux  under  light  and  under  full  load  may  be 
different  for  the  same  value  of  field  current,  owing  to  armature 
reaction ;  and  the  flux  for  a  given  value  of  field  current  may  vary 
due  to  hysteresis.  Therefore,  if  the  field  current  instead  of  the 
flux  is  used  to  determine  stray  power,  the  stray  power  may  be 
too  large  with  the  machine  running  light  owing  to  armature 
Teaction.    This  ia  in  part  compenaated  by  the  fact  that  the  flux 
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"peaks"  under  load  so  that  the  loss  for  any  value  of  total  flux 
is  increased,  even  though  the  average  flux  be  the  same.  (See 
Fig.  244.) 

In  a  stray  power  run,  the  field  current  may  be  held  at  a 
definite  value  and  the  speed  varied  over  the  probable  working 
range  of  the  machine.  The  field  current  may  then  be  adjusted 
to  another  value  and  the  run  repeated.     At  least  three  values 
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Fig.  329. — Typical  Btray  power  ci 
of  field  current  should  be  used,  the  maximum  and  the  i 
value  under  which  the  machine  is  likely  to  operate  and  an  inter- 
mediate value.  Curves  similar  to  those  shown  in  Fig.  329  are 
obtained  in  this  manner. 

ExampU.—Ihe  curves  of  Fig.  329  were  obtained  from  a  10-kw.  230-v(Jt 
generator  by  the  method  just  described,  the  generator  being  run  as  a  motor 
when  these  curves  were  obtained.  The  rated  current  of  this  machine  i> 
43.5  amp.  and  its  armature  resistance  is  0,14  ohm. 

Determine  its  efficiency  as  a  generator  at  half  load  and  at  rated  load,  the 
voltage  being  the  same  in  each  case,  the  respective  values  of  field  current 
being  1.5  and  1.8  amp.     The  speed  is  constant  at  1,000  r.p.m. 
At  half  load, 

/  =43.5/2  =  2L8amp. 
h  -  21.8  +  1.5  =  23.3  amp. 
I.^R,  =  (23.3)'  0.14  =  76  watta 
VI J  =  230  X  1.6  =  346  watts 
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From  Fig.  329.  on  the  1,000  r.p.m.  ordin&to,  one-third  the  distance  frum 
3urve  I  to  curve  II  (=  1.5  amp.),  theatraypower  is  found  to  be  230  watta. 
The  efficiency  &t  this  bad  m: 


230  X  21.8  +  76  +  345  +  23(1       5,6S0 

ted  load, 

/  -  43.5 

/,  =  43.5  +  1.8  =  45.3  amp. 

la^R^  =  (45.3)*  0,14  =  287  watta 

VI [  =  230  X  1.8  =  414  watta. 


In  Fig.  329,  on  the  1,000  r.p.m.  ordiaate,  one-third  the  distance  from 
curve  II  to  eurvc  III,  corresponding  to  1.8  amp.,  the  stray  power  is  found 
to  be  330  watts. 

p„ 230  X  43.5 _ 

"  230  X  43.5  +  287  +  414  +  330 


* 


-90,7  per  ci 


Assume  that  it  is  desired  to  determine  the  efHdency  of  thia  machine  when 
running  as  a  motor  at  900  r.p.m.  and  talcing  45  amp.  at  230  volts  from  the 
line.     Under  thesR  conditions  the  field  current  is  found  to  be  1.(1  amp. 

^_  /„  =  45  -  l.()  =  43.4arap. 

^K  I„^R„  =  (43.4)>0.14  =284watl:s 

^H  VI J  =  230  X  l.a  =  368  watta 

^^T^n  the  900  r.p.m.  ordinate,  Rg.  329,  two-thirds  tlie  distance  from  curve  I 
to  curve  11  (=  l.fi  amp.),  the  stray  power  is  found  to  be  225  watts. 
230  X  45  -  264  -  368  -  225  ^  9,490  _ 
10,350' 


Eff.  = -^aii  V  j.r-. Tn-3firi=  ^•■7P"™t-    '*'"■ 


It  is  also  possible  to  determine  the  stray  power  of  a  machine 
by  driving  it  without  load  by  means  of  a  smaller  machine  whose 
efficiency  is  known.  In  iising  this  method  it  is  possible  to  sepa- 
rate the  friction  and  windage  losses  from  the  core  loss  by  measur- 
ing the  power  delivered  to  the  machine  when  the  field  circuit  is 
closed  and  again  when  it  is  opened. 

233.  Opposition  Test — Kapp  Method.— The  objection  to  the 
foregoing  stray  power  method  of  measuring  losses  is  that  the 
machine  is  not  under  load  when  the  losses  are  being  measured,  so 
their  values  may  be  in  error.  If  two  simitar  machines  are  avail- 
able, their  losses  may  be  determined  when  both  machines  are 
loaded,  and  yet  the  line  supplies  only  the  Josses  of  the  two  ma- 
chines.    The  connections  for  making  such  a  test  are  shown  in 


I'      Fig.  330. 
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The  two  Hunilar  machines  are  coupled  together  mechanically 

and  are  then  connected  to  the  line,  as  shown.     The  motor  should 

have  a  starting  box.     Five  ammeters  are  used,  one  in  each  field, 

I   one  in  each  armature  circuit  and  one  in  the  Une  supplying  the 

I   two  armatures.     The  fields  are  connected  directly  to  the  line 

[so  that  their  currents  are  not  indicated  by  the  ammeter  Ai. 


It 
in 

I 


— Kapp  opppsitifl 


The  operation  of  the  set  is  as  follows:  The  motor  supplies 
mechanical  power  to  the  generator.  Thia  in  turn  supplies  elec- 
trical power  to  the  motor.  The  power  delivered  by  the  generator 
is  less  than  that  required  by  the  motor,  owing  to  the  losses  in  the 
two  machines.  Therefore,  this  deficit  must  be  made  up  by  the 
line  which  supplies  the  current  7. 

The  total  input  to  the  two  armatures  is  VI. 
This  power  is  distributed  as  follows: 

Motor  armature  loss  =  /i*fli 
Generator  armature  loss  =  It^Rt 
Motor  stray  power 
Generator  stray  power 
where  Ri  and  H^  are  the  motor  and  generator  armature  resist- 
ances. 

As  the  generator  field  is  necessarily  stronger  than  that  of  the 
motor,  because  it  requires  the  higher  internal  voltage,  its  stray 
power  will  be  greater  than  that  of  the  motor,  as  stray  power 
ncreases  with  increase  of  flux.  As  a  close  approximation,  the 
total  stray  power  loss  may  be  divided  between  the  two  machines 
,n  proportion  to  their  induced  voltages. 

Let  Et  equal  the  motor  induced  volts  and  E^  the  generator 
induced  volts. 

El  =  V  -  Zii?, 
Es  =  V  -V  U^i 
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Let  Pi  and  Pa  be  the  values  of  stray  power  in  the  two  machines. 
Then: 

ft  =  k  ^^''^ 

The  total  input  to  the  two  machines  goes  to  supply  their 
armature  and  stray  power  losses,  because  the  output  of  the  system 
is  zero  and  the  field  power  is  supplied  separately.  By  subtracting 
the  armature  losses  from  the  input,  the  total  stray  power  (Pi  + 
Pa)  remains. 
That  is : 

p,  -I-  p„  =  17  -  Ii"-lit  -  h^Hi 

The  field  losses  are  measured  diiectly  by  the  ammeter  in  each 
field  circuit. 

The  advantages  of  this  method  are  that  each  machine  is 
operating  imder  load  conditions;  the  regulation  of  each  machine 
may  be  determined;  the  line  need  supply  only  the  losses. 

The  principal  disadvantage  is  that  it  requires  two  similar 
machines.  The  assumptions  made  in  regard  to  the  stray  power 
distribution  may  be  slightly  in  error. 

The  machines  are  brought  into  operation  by  first  starting  the 
motor  with  the  starting  box.  The  generator  voltage  is  then 
made  equal  to  the  motor  terminal  voltage  and  the  generator 
terminals  are  then  connected  directly  across  the  motor  terminals, 
just  as  generators  are  connected  in  parallel.  Care  should  be 
taken  that  the  correct  polarity  is  observed.  The  generator  field 
is  then  strengthened  and  the  motor  field  weakened  until  the 
desired  conditions  of  load  and  speed  are  obtained. 

Example. — -Two  Hiiiiilar  120-volt,  7.5-lip.  motors  (ire  connected  in  thts 
luauner  ahown  in  Mg.  330.  The  armature  resistance  of  each  ia  0.12  ohm. 
The  fields  are  ho  adjusted  that  the  motor  current  /i  is  S7  amp.,  an(]  the 
generator  current  I,  m  45  amp.  Under  these  conditions  the  line  is 
supplying  a  current  /  o£  12  amp.  at  120  volts.  Find  the  stray  power  of 
each  machine  under  these  conditions  of  load. 

The  power  supphed  by  the  Une 


k 


120  X  12  =  1,440  watta 
/,=R.  =57=X  0.12  = 
I,'R,  -  45^  X  0.12  - 
Total 
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--  1,440  -  633  =  807  watts. 

=  120  -  (57  X  0.12)  =  113.2  volts 

=  120  +  (45  X  0.12)  =  125,4  volts. 


Pv 

II3.2 
113.2  +  125.4 

807 

-383  watts. 

Tho  generator  stray  power 

P, 

125.4 
113.2  +  125.4 

807 

=  424  watts 

KnowiiiK  Uie  stray 
readily  caleulated. 

power,  and  tlie  ar 

mam 

e  and  field  lo 

234.  Ratings  and  Heating.— Practically  all  power  apparatus, 

whether  it  be  steam  engines,  gas  engines  or  liynamos,  has 
definite  power  rating!^.  These  ratings  are  determined  by  the 
manufacturer  and  are  supposed  to  give  the  power  which  the  appa- 
ratus can  safely  or  efficiently  deliver.  It  is  interesting  to  con- 
sider what,  in  general,  determines  the  rating  of  various  power 
devices. 

Both  a  steam  engine  and  a  steam  turbine  are  usually  rated  at 
the  load  for  which  their  eficiency  is  a  maximum.  These  two 
types  of  prime  iqover  can  carry  a  high  overload  without 
difficulty.  Ordinarily,  they  can  carry  at  leant  100  per  cent,  over- 
load easily,  but  at  reduced  efficiency. 

Owing  to  their  excessive  weights  and  costs,  large  gas  engines 
are  usually  rated  as  high  aa  possible,  which  is  near  the  point 
at  which  they  cease  to  operate.  Their  thermal  efficiency  is 
ordinarily  so  much  greater  than  that  of  the  steam  engine  or  turbine 
that  the  question  of  weight  is  more  import.ant  than  the  question 
of  efficiency. 

Electrical  apparatus  is  usually  rated  at  the  load  which  it  can 
safely  carry  without  overheating.  (Commutation  may  at  timoa 
limit  the  output  of  direct  current  machines.) 

If  the  temperature  of  electrical  apparatus  becomes  too  high, 
the  cotton  insulation  upon  the  armature  and  the  field  conductors,  . 
and  the  insulating  varnishes,  become  carbonized  and  brittle. 
This  may  result  ultimately  in  grounds  and  short  circuits  within 
the  machine.  The  A.  I.  E.  E.  Standardization  Rules  specify 
safe  temperature  limits  as  follows : 
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(A)  Cotton,  silk,  paper,  all  impregnated ;  enameled  wire 105°  C. 

Above   untreated 95°  C 

(fi)   Mica,   aabestoa 125°  C. 

(C)  Pure    mica,    quartz,    etc No    limits  specified. 

It  ia  very  important,  therefore,  to  be  able  to  test  a  maehinoj 
in  order  to  determine  whether  it  is  operating  within  safe  tempera-1 
ture  limits.  The  difficulty  in  making  such  teste  lies  in  the  fact, 
that  the  highest  temperatures  arc  within  the  coils,  at  points  J 
which  are  not  easily  accessible.  The  highest  temperature  within  I 
the  machine  ia  called  the  "hot  spot"  temperature. 

The  temperature  at  the  surface  of  the  wintling  may  lie  mca-  I 
Bured  by  placing  a  thermometer  bulb  against  the  surface  and'J 
covering  it  with  a  small  pad  of  cotton.     It  has  been  found  that 
15°  C  added  to  this  reading  will  give  an  approximate  value  of 
the  hot  spot  temperature. 

It  has  already  been  shown  that  the  resistance  of  copper  con- 
ductors changes  with  the  temperatiire.  By  utilizing  this  prin- 
ciple, an  idea  of  the  average  temperature  within  a  winding  may 
be  obtained.  The  increase  of  resistance  per  degree  rise  of  tem- 
perature may  be  obtained  from  the  formula  1/(234.5  +  f)i' where 
t  is  the  surrounding  or  ambient  temperature.  For  example, 
at  an  ambient  or  room  temperature  of  30°  C,  the  increase  of 
resistance  per  degree  rise  is  1/264.5  =  0.00378. 

Example. — With  an  ambient  temperature  of  30°  C,  the  resistance  of  the 
field  of  a  ehunt  generator  increases  from  104  to  112  ohms.  What  is  its 
temperature  rise? 

The  fractional  change  in  reaiatance  is .-=^ —  =  0,077 

Temperature  rise  =  0.077/0.00378  =  20°.4  C.     Ane. 

Owing  to  tlie  long  time  required  to  reach  a  constant  tempera- 
ture, motors  and  generators  should  be  run  from  6  to  18  hours, 
in  order  that  an  accurate  test  of  their  temperature  may  be  made. 
As  such  a  long  time  is  usually  prohibitive,  the  heating  is  often 
accelerated  by  running  overload  for  an  hour  or  so  and  then  drop- 
ping back  to  rated  load.  By  this  procedure  a  very  good  idea  of  the 
ultimate  temperature  may  often  be  obtained  in  a  run  of  2  or  3  hours. 

To  get  an  idea  as  to  how  close  a  machine  is  to  its  ultimate  tem- 
perature, it  is  often  desirable  to  plot  a  curve  of  temperature 

■See  Par.  48,  page  43. 
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lise  during  the  test.  A  typical  curve  of  this  type  for  a  shunt 
field  ia  shown  Id  Fig.  331.  At  the  beginning  of  the  test,  there,  is 
but  a  slight  difference  of  tetnperature  between  the  field  coiIb 
and  the  room.  Therefore,  but  a  small  amount  of  heat  is  given 
out  by  the  coils  and  as  a  result  the  temperature  rises  rapidly. 
As  the  difference  between  the  coil  temperature  and  the  room 
temperature  increases,  more  and 
more  heat  is  given  out  by  Ihe 
coils,  and  the  temperature  rises 
less  rapidly.  Therefore,  the  rate 
of  temperature  increase  becomes 
leas  as  the  time  increases.  This 
_  is  illustrated  by  the  curve  of  Fig. 
"<""•  331.     When  the  curve  becomes 

^"''  ^withHm7^foi  aX^^mo"'^  """^^  practically  horizontal,  the  total 
heat  developed  in  the  coils  is 
equal  to  the  heat  dissipated  by  the  coils  and  the  coils  have 
reached  a  constant  temperature.  Similar,  curves  would  hold 
for  other  parts  of  the  machine. 

Care  must  be  taken  in  measuring  the  armature  resistance  wheti 
determining  temperature  rise.  The  object  of  this  measurement 
is  not  to  determine  the  resistance  with  the  idea  of  calculating 
the  loss,  but  to  determine  tke  change  of  resistance  in  the  ormolurf 
cop-per,  due  to  change  of  temperature.  Therefore,  it  is  essential 
that  the  resistance  of  the  copper  alone  be  measured  and  that 
the  current  path  through  the  copper  be  the  same  in  every  mea- 
surement. To  exclude  all  resistance  except  that  of  the  copper, 
the  brush  and  contact  resistances  must  not  be  included  in  the 
measurement.  Therefore,  the  voltmeter  leads  must  be  held  on 
the  commutator  segments  inside  the  brushes,  as  shown  in  Fig- 
332  (a).  Moreover,  these  segments  should  be  marked  and  in 
every  subsequent  measurement  they  should  be  directly  under  the 
same  brushes.  This  insures  the  same  conducting  path  for  each 
measurement. 

When  a  multi-polar  armature  is  so  measured,  the  divimn  of 
current  in  the  various  paths  is  determined  in  part  by  the  brush 
contact  resistance.  Thus  in  Fig.  332  (6),  the  current  from  brush 
a  to  brush  b  is  /i  and  that  from  brush  a  to  brush  c  is  U- 
The  total  current  entering  the  brush  a  is  their  sum,  /  amP' 
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The  division  of  the  current  /  between  brushes  6  and  c  is  in 
part  determined  by  the  contact  Tesistance  at  these  two  brushes. 
As  contact  resistance  is  a  variable  quantity,  the  current  division 
in  the  armature  may  change  considerably  with  different  measurc- 
menta.  To  keep  the  current  in  definite  paths,  two  brushes  may 
be  insulated  as  shown  in  Fig.  332  (c).  In  this  case  the  current 
paths  are  not  symmetrical,  but  the  division  of  current  is  deter- 


FiG.  332. — MeasuramoQt  n(  armature  resistance  tor  tompei 


anined  not  by  brush  contact  resistance  hut  by  the  copper 
*csistance  itself. 

In  measuring  the  shunt  field  resistance,  the  voltmeter  should 
lie  connected  directly  across  the  winding  so  as  to  exclude  the 
<lrop  in  the  rheostat. 

This  resistance  method  gives  an  average  value  of  the  tempera- 
lure  of  the  windings.  To  find  the  hot  spot  temperature,  10"  C. 
should  be  added  according  to  the  A.  I.  E.  E.  rules. 

In  addition  to  measuring  the  temperature  of  the  windings, 
"the  rise  of  temperature  of  bearings  and  of  commutator  should  be 
lueasui'ed  with  a  thermometer. 

In  modern  machines  of  large  size,  thermo-couples  are  inserted 
in  the  windings  and  are  cormected  to  mi  Hi -voltmeters  on  the 
switchboard,  go  that  the  operator  can  determine  X,"™*  "  \«j\,  'k^'C 
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temperatures  at  any  time.  If  the  thermo-couples  are  located 
between  coil  sides  or  between  coil  sides  and  core  in  a  2-la3'er 
winding  5°  C.  are  added;  if  the  thermo-couples  are  placed  be- 
tween coil  sides  and  core  or  between  coil  sides  and  wedge  in  a 
single-layer  winding  10°  C.  are  added,  and  1°  C.  for  every  lOOl) 
volts  above  5000  volts  terminal  pressure.  The  hottest  spot  is 
the  highest  value  by  either  method  after  corrections  have  been 
applied. 

235.  Parallel  Running  of  Shunt  Generators. — In  most  power 
plants  it  is  necessary  and  desirable  that  the  power  be  supplied  by 
several  small  units  rather  than  by  a  single  large  unit. 

(o)  Several  small  units  are  more  reliable  than  a  single  lu^e 
unit,  for  if  a  unit  is  disabled  the  entire  power  supply  is  not  cut 
off.  (6)  The  units  may  be  con- 
nected in  service  and  taken  out 
of  service  to  correspond  with  the 
load  on  the  station.  This  keeps 
the  units  loaded  up  to  their  rated 
capacity  which  increases  the  effi- 
ciency of  operation,  (c)  Units 
may  be  repaired  more  readily  it 
there  are  several  in  the  station. 
[d)  Additional  units  may  be  in- 
stalled to  correspond  with  the 
growth  of  station  load.  («) 
The  station  load  may  exceed 
the  capacity  of  any  single  available  unit. 

Shunt  generators,  because  of  their  drooping  characteristic,  are 
particularly  well  suited  for  parallel  operation.  In  Fig.  333  are 
shown  the  characteristics  of  two  shunt  generators  which  will  -be 
designated  as  No.  1  and  No.  2  respectively.  It  will  be  noted 
that  generator  No.  1  has  the  more  drooping  characteriatic. 
If  the  two  generator.^  are  connected  in  parallel,  Fi*  334,  their 
terminal  voltages  must  be  the  same,  neglecting  any  very  small 
voltage  drop  in  the  connecting  leads.  Therefore,  for  a  conimon 
terminal  voltage,  Vj,  Fig.  333,  generator  No.  1  delivers  /i  amp. 
and  generator  No.  2  delivers  Ii  amp.  That  is,  the  machine 
with  the  more  drooping  characteristic  carries  the  smaller  load. 
Assume  that  some  condition  arises  which  temporarily  causes 
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jPnierator  No.  1  to  take  more  than  its  share  of  the  load.  This 
condition  might  arise  from  a  temporary  increase  in  the  speed  of 
its  prime  mover,  or  it  might  be  occasiooed  by  change  of  load  on 
the  system.  Generator  No.  1  would  immediately  tend  to  oper- 
ate at  some  point  a  on  its  characteristic.  This  results  in  a 
drop  in  its  terminal  voltage,  which  tends  to  make  it  take  less 
load.  Therefore,  any  tendency  of  one  machine  to  take  more 
^lian  its  share  of  the  load  results  in  a  change  of  voltage  which 
opposes  this  tendency.     Therefore,  shunt  generators  in  parallel 


Fig.  334. — L'onnectiona  for  the  parallel  operatiun  o/  ahunt-  goi 

iiay  be  said  to  be  in  stoftfe  equilibrium.  The  reactions  of  the 
system  are  such  as  to  hold  the  generators  in  parallel.  Moreover, 
if  any  change  of  load  on  the  system  occurs,  each  machine  must 
carry  some  of  the  increase  or  decrease  of  load. 

The  connections  for  operating  shunt  generators  in  parallel  are 
shown  in  Fig.  334.  Each  generator  should  have  its  own  ammeter. 
A  common  voltmeter  is  sufficient  for  all  the  machines.  The 
individual  machines  can  be  connected  to  the  voltmeter  or  poten- 
tial bus  through  suitable  plug  connectors  or  selective  switches. 
Assume  that  No.  2  is  out  of  service  and  that  No.  1  is  supplying 
all  the  load.  It  is  desired  to  put  No.  2  in  service.  The  prime 
mover  of  No.  2  is  started  and  No.  2  \b  hiou^\,  w^  \^  % 
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Its  field  is  then  adjusted  so  that  its  voltage  is  just  equal  to 
that  of  the  bus-bars,  which  condition  may  be  determined  bj 
the  voltmeter.  The  breaker  and  switch  are  now  closed  aud 
No.  2  is  connected  to  the  system.  Under  these  conditions. 
however,  it  is  not  taking,  any  load,  as  its  induced  voltage  is  just 
equal  to  the  bus-bar  voltage  and  no  current  will  flow  between 
points  at  the  same  potential.  Its  induced  voltage  miiat  be 
greater  than  that  of  the  bus-bars  in  order  that  it  may  deliver 
current.  Therefore,  the  field  of  No,  2  is  strengthened  until  the 
generator  taken  its  share  of  the  load.  It  may  he  necessary  to 
weaken  the  field  of  No.  1  simultaneously  in  order  to  keep  the 
bus-bar  voltage  constant. 

To  take  a  machine  out  of  sfirvicc,  its  field  is  weakened  and  tliat 
of  the  other  machine  is  strengt.hencd  until  the  load  of  the  first 


Fig.  335, — Compound  genei 


machine  is  zero.  The  breaker  and  then  the  switch  are  openeil, 
clearing  the  machine.  Connecting  in  and  removing  a  machine 
from  service  in  this  manner  prevent  any  shocks  or  disturbance 
to  the  prime  mover  or  to  the  system. 

If  the  field  of  one  generator  be  weakened  too  much,  current 
will  be  delivered  to  this  generator,  which  will  run  as  a  motor 
and  tend  to  drive  its  prime  mover. 

It  is  evident  that  if  shunt  generators  are  to  divide  the  loai! 
properly  at  all  points,  their  characteristics  should  be  similar,  that 
is,  each  should  have  the  same  voltage  drop  from  no  load  to  full  load. 

236.  Parallel  Running  of   Compound  Generators.- — Fig.  335 

shows  two  over-compounded  generators  connected  to  the  bus- 

bars,  positive  and  negative  terminals  being  properly  connected 

as  regards  polarity.    Each  generator  is  taking  its  proper  share 

.oftbeloa-d. 
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Assume 
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jsume  that  for  some  reason  generator  No.  1  takes  a  slightly 
increased  load.  The  current  in  its  series  winding  must  in- 
crease, which  strengthens  its  field  and  raises  its  electromotive 
force  [thus  causing  it  to  take  still 
more  load.j  On  the  other  hand, 
as  the  system  load  is  assumed  to 
be  fixed,  generator  No.  2  will  at 
the  same  time  drop  some  of  its 
load,  resulting  in  a  weakening  -, 
of  its  series  field  and  a  conae-  ' 
queut  further  dropping  of  its 
load.  In  a  very  short  time 
No.  I  will  be  driving  No.  2  as 
a    motor,    and    ultimately    the  ' 

breaker  of   at  least  one  of   the  P'"-33e.-ch., 

,  ,  ,„  generators  m  paraliel, 

machines  wiU  open. 

This  condition  is  again  illustrated  by  Fig.  336,  which  shows  the 
individual  characteristics  of  the  two  machines.  Assume  that 
the  machines  are  operating  at  a  voltage  F.,  which  corresponds 


Fig.  a37.— TypieaJ 


to  the  respective  currents  /i  and  /b.  Assume  that  No.  1  takes 
a  slightly  increased  load.  Its  voltage  will  then  tend  to  rise  to 
some  point  a.    This  increased  voltage  means  that  the  machine 
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nakes  .^till  more  r*iirrexit  :uiii  die  dSEeet  will  contmoe  antil  niti- 
maoidj  the  breaker  (ipena. 

These  coinpoiimi  gensatois  mav  be  considered  to  be  in  vb- 
:ftahie  eqiiilihriiini.  That  is,  aay  attetjan  tending  to  thiow  tte 
machines^  out  of  equilibrinBL  is  afceentmUed  by  the  iesakio| 
reaetiotus. 

The  mof^hinea  may  be  maiie  istahle  by  eonnectins  the  two  aenn 
fielda  in  paraUeL  F%.  ^7.  This  connectioiu  which  in  Fig.  337 
ties!  the  two  ne^^acLve  brushes  to^Bthier,  »  a  Gondoctor  of  knr 
resistance  and  is  called  the  equaUar.  Its  operatkni  is  as  foDom: 
Assume  that  i^enerator  No.  I  starts  to  taice  nuMre  than  its  proper 
:)hare  of  the  load.  This  increased  current  will  pass  not  only 
through  the  fieid  of  ^raerator  No.  I  but  also,  by  means  of  the 
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ocnpa^iijiil  tiefiier:ft]:iM»  re«iTiiruic  two  e«inaliJMijjw 


^qiiaiiier.  5ome  of  it  will  pa^  throu|^  the  field  (rf  generator  No.2.  ' 
Therefore,  both  machine*  are  affected  in  a  similar  manner  and 
No.  1  L«  unable  to  take  the  entire  load. 

To  maintain  the  proportionate  dirision  ot  load  from  no  load 
to  full  load,  the  following  conditions  must  be  satisfied: 

>  a    The  percentage  regulation  of  each  armature  must  be  the 
same. 

ibt  The  series  field  resistances  must  be  inTersely  proportional 
to  the  machine  rating?. 

It  is  not  alwa>'s  possible  to  adjust  compound  generator  charac- 
teristics by  means  of  series  field  diverters  so  that  they  divide  the 
toad  properly.     Sup\K>se  ,¥\%.  ^"*  A\^v\Xsft  ^f«&^M?A^l  ^\^e.tato^ 


LOSSES;  EFFICIENCY;  OPERATION  377 

No.  1  is  shunted  by  a  diverter.  If  the  equalizer  an<t  bus-bar  have 
negligible  resistance,  this  diverter  shunts  the  series  field  of  gene- 
rator No.  2  as  well  as  that  of  No.  1.  Therefore,  the  diverter 
merely  drops  the  characteristic  of  the  entire  system  but  does 
not  affect  the  division  of  load.  The  proper  load  adjustments 
may  be  made  by  means  of  a  very  low  resistance  in  series  with 
one  of  the  series  fields. 

It  should  be  noted  that  the  desired  division  of  load  among 
either  shunt  or  compound  generators  at  any  one  load  may  be 
obtained  by  adjusting  their  field  rheostats.  However,  it  is 
usually  desirable  that  this  division  remain  constant  at  all  loads, 
especially  if  an  operator  is  not  in  continuous  attendance.  There- 
fore, it  is  desirable  that  generators  operating  in  parallel  have 
similar  characteristics. 

A  compound  generator  with  a  single  series  field  usually  has  a 
3-pole  switch,  one  blade  of  which  C3rmects  the  equalizer,  as  shown 
in  Fig.  337.  If  a-3-wire  generator  (see  page  394)  having  two 
series  fields  is  to  be  connected,  a  4-poIe  switch  is  necessary  as 
there  are  two  equalizers.  {See  Fig.  338.)  The  load  ammeter 
in  a  compound  generator  should  always  be  connected  between 
the  armature  terminal  and  the  bus-bars.  H  it  is  connected  in 
the  series  field  circuit,  the  ammeter  may  not  indicate  the  gen- 
erator current,  due  to  the  fact  that  some  of  the  generator  current 
may  be  passing  through  the  equalizer. 

Compound  generators  are  put  in  service  and  taken  out  of 
Herviee  iu  the  same  manner  as  shunt  generators,  that  is,  the  load 
is  adjusted  and  shifted  by  means  of  the  shunt  field  rheostat. 

237.  Circuit  Breakers.— Generators,  motors  and  electric  cir- 
cuits in  general  require  protection  from  short  circuits  and  over- 
loads. The  sudden  load  imposed  by  a  short  circuit  may  injure 
the  generator  or  its  prime  mover.  Wires  may  overheat  under 
the  short-circuit  current,  resulting  in  fire  hazard.  Two  common 
devices  are  used  for  opening  short  circuits  and  overloads,  the 
fuse  and  the  circuit  breaker.  "The  fuse  has  a  much  lower  first 
cost  and  occupies  less  space.  On  the  other  hand,  it  is  worthless 
after  being  blown  (unless  it  is  of  the  refiUable  type)  and  con- 
siderable inconvenience  often  results  from  not  having  spare  fuses 
at  hand.  The  circuit  breaker  has  a  higher  first  cost  and  requires 
more  space.     On  the  other  hand,  it  operates  an  indefinitely  great 
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number  of  times  without  injury  and  is  readily  re-set.  The  action 
of  a  breaker  is  faster  than  that  of  a  fuse.  That  is,  it  opens  the 
circuit  more  quickly. 

Practically  all  breakers  operate  on  the  same  principle.  The 
inechaniBin  which  presses  the  breaker  contacts  together  is  held 
by  a  trigger.  This  trigger  is  actuated  by  a  solenoid  plunger,  the 
turns  of  the  solenoid  itself  being  in  series  with  the  circuit.  When 
the  current  becomes  excessive,  the  plunger  is  raised  and  so 
trips  the  trigger,  allowing  the  breaker  to  spring  open.  Many 
breakers  also  have  shunt  solenoids,  which  allow  them  to  be  tripped 
from  remote  points. 

The  current  in  the  breaker  is  usually  carried  by  copper  lamina- 
tions which  bridge  the  copper  blocks,  as  shown  in  Fig.  339.  On 
closing  the  switch,  these  laminations  press  on  the  blocks  making 
a  wiping  contact.  The  carbon  blocks  parallel  these  copper  con- 
tacts. They  ordinarily  carry  a  negUgible  portion  of  the  current, 
but  when  the  breaker  opens  they  break  contact  later  than  the 
copper,  and  so  interrupt  the  arc,  wMch  would  otherwise  burn  the 
copper.  The  carbon  contacts  are  cheap  and  easily  renewed. 
Circuit  breakers  of  large  capacities  are  more  or  less  complicated 
mechanisms, '  as  is  illustrated  by  the  6,000-amp.  breaker  shown 
in  Fig.  340. 

Circuit  breakers  should  always  be  mounted  at  the  top  of  the 
switchboard.  If  they  are  placed  at  the  bottom,  the  arc  which 
riaes  may  cause  personal  injury  or  may  damage  the  switchboard 
equipment. 


CHAPTER  XIV 

TRANSMISSION  AND  DISTRIBUTION  OF  POWER 

238.  Power  Distribution  Systems. — Under  modern  conditions, 
most  central  stations  generate  power  on  a  large  scale  as  alternat- 
ing current  and  transmit  this  power  as  alternating  current.  The 
reason  for  using  alternating  current  in  transmitting  the  power  is 
that  the  voltage  may  be  efficiently  raised  and  lowered  by  means 
of  transformers.  Mu(;h  less  copper  is  required  to  transmit  power 
at  high  voltages.  The  Thury  system  does  transmit  power  as 
direct  current  at  high  voltage  {see  Par.  204),  but  is  not  used  in 
this  country. 


Power  is  ordinarily  utilized  at  comparatively  low  voltages  i 
(110,  220,  600  volts),  but  it  cannot  be  economically  transmitted 
to  any  considerable  distance  at  these  voltages.  In  fact,  direct 
current  for  commercial  use  can  be  economically  transmitted  and 
distributed  only  in  the  most  congested  districts  of  large  citie.s. 
Its  advantages  under  these  conditions  are  the  absence  of  induct- 
ance and  capacity  effects,  which  are  present  with  alternating 
current,  and  also  the  absence  of  eddy  current  losses  in  the  cables. 
Another  advantage  of  direct  current  is  that  a  storage  battery 
reserve  can  be  readily  utilized.  Fig.  341  shows  the  general 
method  of  power  distribution.     Power  is  generated  at  the  power 
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station,  is  iranamitted  aB  alternating  cuirent  at  high  voltage  to 
the  substation  (66,000 volts  is  shown;  the  transmission  voltage 
is  seldom  leas  than  6,600  volts).  At  the  substation  it  ia  either 
transformed  to  2,300  volta  alternating  current  by  transformers 
or  to  600  volts  or  230  volts  direct  current  by  mot  or -generator 
sets  or  rotary  converters.  (Fig.  341  shows  the  aubatation  supply- 
ing a  trolley  with  600  volts  direct  current;  a  2,300-volt  alternat- 
ing current  circuit  supplies  power  for  lighting,  the  voltage  being 
transformed  near  the  eonaumer'a  premises  to  a  230-115-volt  3- 
wire  system ;  'a  S-phase  2,300-volt  alternating  current  power  line 
supplies  a  factory,  the  voltage  being  transformed  to  550  volts, 
^phase,  by  transformers.  These  systems  are  discusaed  more 
fully  in  Chap.  XII,  Vol.  II.)  The  substation  receives  the 
power  in  large  amounts  and  distributes  it  to  the  various  con- 
sumers in  smaller  quantities.  It  bears  the  same  relation  to  the 
power  system  as  the  middleman  or  retailer  does  to  an  industrial 
system. 

239.  Voltage  and  Weight  of  Conductor.— TAe  weight  of  con- 
ductor varies  inversely  at  the  square  of  ike  voltage,  when  the  power 
transmitted,  the  distance  and  the  loss  are  fixed. 

Let  it  lie  required  to  transmit  the  power  P  at  the  voltage  Vi 
Hnd  current  /i  over  wires  having  a  resistance  Hi. 

The  current 

le  power  lows 

Pi  =  Ii^Ri 

Assume  that  the  voltage  is  raised  to  I'a,  the  power,  the  loss 
and  the  distance  remaining  Exed. 
H  The  current 


^'The  power  h 


Therefore, 

Ik 


& 
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That  is,  the  conductor  resistance  varies  directly  as  the  square 
of  the  voltage.  But  the  volume  or  the  weight  of  a  conductor 
of  given  length  varies  inversely  as  the  resistance. 

Let  the  weight  of  copper  in  the  two  cases  be  Wi  and  W2,  re- 
spectively. 

Therefore^  the  conductor  weight  varies  inversely  as  the  square  of 
the  voltage,  when  the  power,  th6  loss  and  the  distance  are  fixed. 

If  the  voltage  of  a  system  is  doubled,  the  weight  of  the  copper 
is  quartered,  other  conditions  being  the  same. 

Example. — 50  kw.  are  delivered  at  a  distance  of  500  ft.  at  110  volts 
over  a  400,000  CM.  feeder,  (a)  What  is  the  power  loss?  (6)  Repeat  for 
220  volts. 

(a)  The  current 

,        50,000 

/i  =     j^.Q     =  454  amp. 

If  the  cable  had  454,000  CM.  (see  Par.  69)  the  loss  would  be  454,000 

X  1,000  X  10-5  watts  =  4,540  watts.     Actually  the  loss  is  (—j      X  1,000 
X  10-5  X  400,000  =  5,150  watts.     Ans. 


The  loss  is 


...  ,        50,000       ^^- 

(6)  I2  =   -220-  ^         ^^^' 

(227\ 2 
400/    ^'^^^  "  ^'^^^  waits.     Ans. 


The  loss  in  (6)  is  one-fourth  that  in  (a).  Therefore,  a  100,000  CM.  feeder, 
having  just  one-fourth  the  weight  of  the  feeder  in  (a),  would  transmit  the 
same  power,  the  same  distance,  with  the  same  loss. 

240.  Size  of  Conductors. — In  transmitting  or  distributing 
power  by  direct  current,  four  factors  must  be  considered  in  de- 
termining the  size  of  conductor. 

(a)  The  wii^es  must  be  able  to  carry  the  required  current 
without  overheating. 

This  is  particularly  important  with  inside  wiring  where  fire 
risk  exists.  Tables  of  the  permissible  current-carrying  capacity 
of  wires  are  given  in  the  Appendix,  page  410. 

(b)  The  voltage  drop  to  the  load  must  be  kept  within  reason- 
able limits.  This  is  particularly  important  when  incandescent 
lamps  constitute  the  load. 
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(c)  The  wires  must  be  of  sufEcient  mechanical  strength.  Thm 
is  important  when  the  wires  are  strung  on  pules.  It  is  not  advis- 
able to  use  wires  smaller  than  No.  8  A.W.G.  for  pole  lines. 

(rf)  The  economies  of  the  problem  must  be  connideretl.  In- 
creasing the  size  of  conductor  means  higher  investment  costs 
but  less  energy  loss  in  transmission.  That  size  of  conductor 
should  be  chosen  which  makes  the  cost  of  the  energy  loss  plus  the 
interest  on  the  investment  a  minimum.  This  may  be  modified 
in  view  of  the  considerations  stated  in  (a),  {b)  and  (c). 

CONSTANT  POTENTIAL  DISTRIBUTION 

241.  Distributioti  Voltage. — About  110  volts  has  been  found 
to  be  the  most  convenient  voltage  for  incandescent  lighting. 
It  is  not  so  high  as  to  be  dangerous  to  persons.  Incandescent 
lamp  filaments  for  voltages  in  excess  of  UO  volts  become  so 
long  and  of  so  small  a  cross-section  that  they  are  fragile.  An 
even  lower  voltage  than  this  would  be  desirable  from  the  stand- 
point of  the  filament,  but  a  lower  voltage  would  be  accom- 
panied by  an  increase  in  the  required  weight  of  copper.  There- 
fore, 110-115  volts  has  been  standardized  for  Ughting  and  for 
domestic  ose  as  being  the  most  desirable  when  all  factors  are 
taken  into  consideration.  Six  hundred  volts  is  commonly  used 
for  trolley  distribution,  because  it  is  not  so  high  as  to  give  operat- 
ing difficulties  and  it  saves  considerable  copper  as  compared  with 
systems  of  lower  voltage.  At  the  present  time,  1,200,  2,400,  and 
even  3,000  volts  are  used  at  the  trolley  in  railway  electrification, 
these  higher  voltages  being  for  trunk  Une  electrification,  not  for 
municipal  traction. 

242.  Distributed  Loads. — The  load  on  a  feeder  or  main  may 
be  concentrated  at  one  or  two  points,  as  is  generally  the  case  witli 
feeders,  or  may  be  distributed  uniformly  or  non-uniforraly 
along  the  conductors,  as  when  lamp  loads  are  located  at  various 
points  along  mains.     (See  Fig.  342.) 

The  conductors  may  be  of  uniform  cross-section  throughout 
their  entire  length,  Fig.  342(a).  This  Occurs  where  the  mains 
are  short  and  the  voltage  drop  is  small. 

Whpre  the  mains  are  of  considerable  length,  the  minimum 
amount  of  copper  for  a  giver  voltage  drop  is  obtained  when  the 
uniformly  tapered,  Fig.  342(6). 
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As  it  is  impracticable  to  have  a  uniformly  tapering  conductor, 
a  conductor  of  constant  croas-aection  is  run  for  a  part  of  the 
distance,  followed  by  another  uniform  conduftor  of  lesser  croBS- 
aection,  and  so  on,  as  shown  in  Fig.  342(c).  A  good  rule  to  re- 
member is  that  the  current  density  in  each  section  should  be  the 
same.  For  example,  the  first  section  may  consist  of  a  250,000 
CM.  conductor,  carrying  200  amp.;  assume  the  second  sec- 
tion  carries  150  amp;  it    should   be   a  Sf)>i-250,000  =  190,000 


CM.  conductor.     Ordin 
second  section. 


200 

.rily  4/0  wire  would  he  used  for  this 
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(c)  VBcrlns  Copper  Crass  9ec' 
n  of  distributing  Byati 


243.  Systems  of  Feeding. — In  order  to  keep  a   number  of 

lamps  at  the  same  voltage  without  excessive  copper,  the  returji 
loop  or  anti-parallel  system  shown  in  Fig.  343{o)  is  often  used. 
The  two  feeding  wires  are  connected  to  opposite  ends  of  the 
load.  This  system  allows  all  the  lamps  to  operate  at  nearly 
the  same  voltage  and  yet  the  voltage  drop  in  the  feeding  wires 
may  Ije  large. 

The  objection  to  the  return  loop  system  is  the  extra  length  of 
wire  required.  This  objection  is  often  overcome  by  arranging 
the  loads  in  the  manner  shown  in  Fig.  343(6),  called  the  ojwn 
spiral  system.  Where  large  groups  of  lamps  are  switched  off 
and  on  at  the  same  time,  as  in  theaters  and  auditoriums,  it 
often  possible  to  arrange  the  lamps  in  this  way. 


J 
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I  The  open  spiral  may  be  closed  at  its  ends,  resulting  in  the 
p  aystem  of  Fig.  343(c). 


I.  343.— Sys 


244.  Series-Parallel  System.^ — Doubling  the  voltage  of  a 
ayatem  results  in  the  weight  of  required  copper  being  reduced  to 
one-fourth  its  initial  value.  If  110-volt  lamps  be  arranged  so 
that  two  are  always  in  series,  as  shown  in  Fig-  344,  the  system 
may  be  operated  at  220  volts.  The  copper  section  will  then  be 
one-fourth  that  required  for  straight  110-volt  distribution.  The 
obvious  disadvantages  of  the   series  parallel  system  are  that 


I 


lamps  can  only  be  switched  in  groups  of  two  and  if  one  lamp 
burns  out,  the  lamp  to  which  it  is  connected  ceases  to  operate. 
Also,  both  of  the  lamps  in  series  must  be  of  the  same  rating, 

tTHE  EDISON  3-WIRE  SYSTEM 
246.  Advantages. — The  objections  to  the  series-parallel  system 
may  be  eliminated  by  running  a  third  wire,  called   a  neulrai, 
between  the  two  outer  wires.     This  neutral  maintains  all  the 
lamps  at  approximately  110  volts.     The  advantage  of  a  hi| 
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voltage  in  reducing  tlic  weifiht  of  copper  ie  obtained  by  the  use 
of  this  syatem.  If  there  were  no  neutral  wire,  the  220-volt 
system  would  require  one-fourth  the  copper  of  an  equivalent 
1 10-volt  syatem.  If  it  be  assumed  that  the  neutral  of  the  Edison 
system  is  of  the  same  cross-section  as  the  two  outer  wires,  the 
total  copper  for  the  Edison  system  is  %  or  37,^  percent. that 
for  a  110-volt  system  of  the  same  kilowatt  capacity.  Therefore 
the  saving  in  copper  is  62J^  per  cent.  In  practice,  the  neutral 
can  be  made  smaller  than  the 
two  outer  wires  so  that  the 
saving  in  copper  is  even 
greater  than  62)-2  per  cent. 

The  general  plan  of  the 
system  is  shown  in  Fig.  345. 
Two  wires  A  and  B  have  220 
volts  maintained  between 
them,  A  being  the  positive 
and  B  the  negative.  A  thirti  wire  N  is  maintained  at  a 
difference  of  potential  of  110  volts  from  each  of  the  other  two 
wires.  Therefore  JV  must  be  negative  with  respect  to  A  and 
positive  with  respect  to  B.  That  is,  current  tends  to  flow  from 
A  to  N,  and  from  N  to  B. 

Fig.  345  shows  the  conditions  which  exist  when  the  load  on 
each  side  of  the  system  is  the  same.     Each  of  the  loads  a  and  6 
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Fig.  346.— Unbuliincud  3-wire  ayatenifl. 

tiikes  10  amp.  The  10  amp.  taken  by  load  a  passes  througli 
to  load  h  and  then  back  through  wire  B  to  the  source.  This 
is  equivalent  to  a  series-parallel  system  as  both  loads  are 
equal  and  are  in  series.  Under  these  conditions  the  current  in 
the  neutral  wire  is  zero  and  the  loads  are  said  to  be  balanced. 

Fig.  346(<i}  shows  the  conditions  existing  when  the  load  a  on 
the  positive  side  of  the  system  is  10  amp.,  and  the  load  b  on 
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negative  side  is  5  amp.  Under  these  conditions  the  extra 
5  amp.  taken  by  load  a  must  JUtw  back  through  the  neutral 
to  the  generator  or  source.  Therefore  there  are  5  amp.  in  the 
neutral  returning  to  the  generator.  In  Fig.  346{6)  the  load  b  is 
Tiow  10  amp.  and  load  a  is  5  amp.  Under  these  conditions  the 
extra  5  amp.  must  Jlow  out  to  the  load  through  the  neutral. 
It  will  be  observed  that  the  current  in  the  neutral  may  flow  in 
either  direction,  depending  upon  which  load  is  the  greater. 
Therefore,  if  an  ammeter  is  used  in  a  neutral  it  should  be  of  the 
zero-center  type.  Moreover,  it  will  be  observed  that  the  neutral 
carries  the  difference  of  the  currents  taken  by  the  two  loads.  In 
practice  the  loads  are  usually  so  disposed  that  they  are  nearly 
balanced.  Twenty-five  per  cent,  unbalancing  (that  is,  a  neutral 
current  which  is  25  per  rent,  that  in  the  outer  wires)  is  usually 
allowed.  Therefore,  the  current  in  the  neutral  is  ordinarily 
much  smaller  than  that  in  the  outers  and  a  much  smaller  con- 
ductor can  be  safely  used. 
In  practice  the  neutral  is 
usually  grounded.  ^  ■         ., 

Effed,  of  Opening  the  Neu-  ~~^-    *    '*~>'^ 
tral.— In    practice,  it  is  very 
desirable  to  keep  the  neutral  "" 
of  the  3.wire  system  dosed    'rj-^J.Ty^roKp^^S r.;S°' 
under    all   conditions.      The 
reason  for  this  is  illustrated  by  the  following  example. 

Fig.  347  shows  two  lamp  loads  on  a  3-wire  system.  The 
load  on  the  positive  side  consists  of  6  lamps  each  taking  2  amp., 
making  a  total  of  12  amp.  The  load  on  the  negative  side 
consists  of  4  lamps  each  taking  2  amp.,  making  this  load  8  amp. 
The  voltage  across  each  load  is  110  volts  so  the  resistance  fij 
.of  the  positive  load  is  ^^ 

The  resistance  of  the  negative  load  is  ^^H 


If  the  neutral  \iow  be  opened  at  the  point  S,  the  two  toads  Rt 
aid  Ri  are  in  series  and  therefore  each  must  take  the  same  cur- 
The  total  resistance  R  is  R,  +  Ri  =  22.92  ohms. 
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There  is  now  220  volts  across  these  two  loads  in  series,  so  that 
the  current 

22  92"  °^P* 

The  voltage  Vi  across  load  Ri 

Vi  =  9.60  X  9.17  =  88.0  volts. 
The  voltage  V2  across  load  R2 

V2  =  9.60  X  13.75  =  132  volts. 

This  assumes  that  the  resistance  of  the  lamp  filaments  does 
not  change.  It  will  be  observed,  however,  that  the  larger  bank 
of  lamps  is  operating  at  a  much  reduced  voltage,  resulting  in  a 
material  decrease  of  candle-power,  and  that  the  smaller  bank  is 
operating  considerably  above  rated  voltage,  which  would  result 
in  the  lamps  burning  out  in  a  short  time. 

For  the  above  reason  the  neutral  of  the  3-wire  system  is 
usually  grounded  and  one  rarely  sees  circuit  breakers  in  the 
neutral  wire  of  power  plants. 

246.  Voltage  Unbalancing. — The  voltage  on  the  two  sides  of  a 
3-wire  system  may  become  considerably  unbalanced  if  the 
loads  on  the  two  sides  of  the  system  become  unequal,  as  shown 
in  Fig.  349. 


0.2  Q  1=0 


lOtT. 


+ 


0.1  Q 


80  amp.       lib  V.  •     l*t"V. 

I  ^ 

eo  amp.  f«  y 

(a)  (6)  T 

Fig.  348. — Voltage  drop  in  a  3-wire  system  having  balanced  loads. 

In  Fig.  348(a)  a  load  of  60  amp.  exists  on  each  side  of  the 
system.  Each  outer  wire  has  a  resistance  of  0.1  ohm  and  the 
neutral  has  a  resistance  of  0.2  ohm.  The  generator  voltage  is 
220  volts  across  the  two  outer  wires. 

As  the  two  loads  are  equal,  there  is  no  cursent  in  thie  neutral 
wire.     Therefore,  the  voltage  drop  per  wire  for  the  outers  is 

e  =  60  X  0.1  =6.0  volts. 
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The  voltage  across  each  load  is  104  volts.  There  is  no  voltage 
drop  along  the  neutral,  as  it  carries  no  current.  Fig.  348(6) 
shows  a  plot  of  the  voltage  distribution. 
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Fio.  349. — ^Voltage  unbalancing  in  a  3-wire  ayatem  having  uiibalauced  loada 

Assume  that  the  loada  are  as  shown  in  Fig.  349,  100  amp. 
on  one  side  of  the  system  and  20  amp.  on  the  other  side.  This 
represents  the  same  total  amperes  as  in  Fig.  348. 

The  drop  in  the  positive  wire 

ei  -  100  X  0.1  =  10  volts. 

The  drop  in  the  neutral 

ca  =  80  X  0.2  =  IB  volts. 

Voltage  across  positive  load 

T'l  =  110  -  26  =  84  volts.     Ans. 

The  drop  in  the  negative  wire 

es  =  20  X  0.1  =  2  volts. 

Voltage  across  negative  load 

V,  =  110  -  2  +  16  =  124  volts.     Ans. 
There  is  now  40  volts  difference   between  the  voltages  on  the 
two  aides  of  the  system. 

Under  these  conditions,  the  voltage  across  the  load  on  the 
negative  aide  is  greater  than  the  voltage  on  the  negative  side  of 
the  system  at  the  power  station.  This  rise  in  voltage  from  power 
station  to  load  is  obtained  at  the  expense  of  the  drop  in  the  neu- 
tral.    Fig.  349(fc)  shows  these  conditions  graphically. 

When  motor  loads  are  to  be  connected  to  a  3-wire  system 
they  are  usually  connected  between  the  two  outer  wires  rather 
than  betweei5  an  outer  wire  and  neutral  so  that  they  will  not 
produce  any  voltage  unbalancing.  In  fact  some  power  com- 
panies will  not  permit  motor  loads  exceeding  1  hp.  to  be 
connected  to  neutral. 
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METHODS  OF  OBTAINING  A  3-WIRE  SYSTEM 

There  are  various  methods  of  obtaining  a  3-wire  system  which 
are  as  follows: 

247.  Two-generator  Method. — Two  shunt  generators  maj-  be 
connected  in  series  as  shown  in  Fig.  350.  The  positive  terminal 
of  one  should  be  connected  to  the  negative  terminal  of  the  other 


llOi 


110 


—  V 


^^^^ 


^^^^ 


Fio.  350. — Two  generators  supplying  a  3-wire  system. 

that  is,  the  generators  are  in  series  between  the  outers.  Both 
generators  may  be  driven  by  the  same  prime  mover.  When 
connected  in  this  manner,  each  machine  supplies  only  the  load 
on  its  own  side  of  the  line.  The  obvious  objection  to  this  method 
is  that'  two  separate  machines  are  required. 
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Fig.  351. — Storage  battery  giving  neutral  in  a  3-wire  system. 

248.  Storage  Battery. — A  storage  baUery  may  be  floated  across 
the  line  as  shown  in  Fig.  351.  The  neutral  wire  is  connected  to 
the  middle  point  of  the  battery.  When  the  load  is  unbalanced, 
that  half  of  the  battery  on  the  more  heavily  loaded  side  will 
discharge  and  the  other  half  will  be  charged.     Fig.  351  shows  an 
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unbalancing  of  10  amp.  In  this  particular  case  the  upper  half 
of  the  battery  supplies  5  amp.,  and  the  other  5  amp.  in  the  neutral 
go  to  charge  the  lower  half  of  the  battery.  The  objections  to 
this  method  of  obtaining  a  neutral  are  the  high  maintenance 
cost  of  a  storage  battery  and  the  difficulty  of  maintaining  both 
halves  of  the  battery  at  the  sam^  condition  of  charge. 

249.  Balancer  Set, — A  balancer  set  is  a  very  common  method 
of  obtaining  the  neutral.  This  set  consists  of  a  motor  and  a 
generator  mechanically  coupled  together.  They  are  connected 
in  series  across  the  outer  wires  and  the  neutral  is  brought  to  their 
common  terminal,  as  shown  in  Fig,  352. 


Fio.  352.— Balam 


The  action  of  this  set  may  best  be  ilhistrated  by  the  hydraulic 
analogy  shown  in  Fig.  363.  Water  is  supplied  by  the  canal  A. 
This  water  falls  over  a  weir  into  canal  B  and  may  be  made  to  do 
useful  work  in  so  doing.  All  this  water  is  not  needed  between 
the  canal  B  and  the  tail  race  C  at  the  point  of  utilization  D, 
Some. of  the  water  which  is  not  needed  at  D  passes  to  C  through 
the  water  wheel  shown  in  the  figure.  This  water  wheel  is  belted 
to  a  centrifugal  pump  operating  between  B  and  A.  In  virtue 
of  the  water  passing  through  the  water  wheel  some  of  the  water 
in  the  canal  B  is  pumped  back  to  A  by  the  pump,  where  it  may 
be  utilized  again.  The  water  wheel  corresponds  to  the  motor 
or  machine  B,  Fig.  352,  and  the  centrifugal  pump  to  the  generator 
or  machined. 

If  in  Fig.  353  more  water  is  required  between  canals  B  and  C 
than  can  be  supplied  by  the  weir  at  ^,  the  centrifugal  pump  may 
_act  as  a  watx^r  wheel  and  the  water  wheel  as  a  pump,     Some  of 


^ 
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the  extra  water  required  in  B  will  be  supplied  through  the  upper 
machine  operating  as  a  water  wheel  and  discharging  into  B.  Id  | 
so  doing  the  upper  machine  drives  the  lower  machine  as  a  pump. 
The  lower  machine  then  pumpa  water  from  C  back  to  B.  This 
condition  corresponds  to  an  excess  of  load  on  the  negative  ude 
of  the  system  of  Fig.  352. 

If  in  Fig.  352  there  is  an  excess  of  load  on  the  positive  «de 
of  the  system,  as  represented  by  20  amp.  in  the  neutral,  12.2 
amp.  of  this  20  amp.  flows  through  the  motor  and  in  dropping 


Fid.  363,— Water-wheel  aaaloity  o(  balancer  set. 

through  110  volts  gives  up  its  energy.  The  motor  then  causes 
the  generator  to  pump  7.8  amp.  back  to  the  positive  side  of  the 
line.     This  current  distribution  is  determined  in  the  following 


Each  of  the  machines  A  and  B  is  assumed  to  have  80  percent, 
efficiency.     Let  /i  be  the  generator  current  in  machine  A  and  /i 
be  the  motor  current  in  machine  B.     The  generator  output  will 
be  0.8  X  0.8  =  0.64  times  the  motor  input.    AsBuming  that  the 
volt^es  are  equal,  actually  they  will  be  slightly  unbalanced,....^ 
1107=  X  0.64  =  llO/i 
/,  +  /,  =  20 
Solving  /i  =  7.8  amp. 

/j  =  12.2  amp. 
The  machines  will  respond  more  readily  to  unbalanced  loads 
if  their  fields  are  crossed,  that  is,  if  the  motor  field  is  across  the 
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f^nerator  side  of  the  line  and  the  generator  field  is  across  the 
motor  aide  of  the  line.  In  order  that  a  generator  may  supplycur- 
rent,  its  terminal  voltage  must  drop  or  its  induced  voltage  must 
rise.  In  order  that  a  motor  may  take  load,  either  its  terminal 
voltage  must  rise  or  its  induced  voltage  must  drop.  The  excess 
load  on  the  positive  side  of  the  system  (Fig,  352)  tends  to  reduce 
the  field  of  machine  A  and  to  increase  that  of  machine  B.  These 
effects  are  the  reverse  of  what  is  desired.  If  the  generator  field 
is  across  the  motor  side  of  the  line,  the  increased  voltage  is  now 
across  the  generator  field  and  will  raise  the  generator  induced 
voltage.  Therefore,  its  terminal  voltage  need  not  drop  so  much 
to  take  care  of  unbalanced  currents.     The  same  result  may  be 


V\'i.  .354.— Ci 


3-wirc  syateiii  uning  it  balai: 


obtained  by  compounding  the  two  machines.  The  series  fields 
should  be  so  connected  that  the  machine  acting  as  a  generator 
is  cumulatively  compounded,  and  that  acting  as  a  motor  is  dif- 
ferentially compounded. 

Fig.  354  shows  standard  connections  for  a  balancer  set  with 
series  fields.  The  machines  are  started  inseries,  with  the  neutral 
switches  open  and  the  shunt  fields  in  series  across  the  line.  When 
the  machines  are  up  to  speed  the  neutral  switch  S  is  closed.  If 
the  voltages  on  the  two  sides  of  the  system  become  widely  differ- 
ent, the  currents  in  the  two  halves  of  the  differential  relay  become 
unbalanced.  This  relay  then  closes  the  tripping  coil  circuit 
of  the  main  generator  breaker,  resulting  in  the  main  generator 
l^cireuit  opening,  even  though  its  load  is  not  excessive. 


iLj 
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260.  Three-wire  Generator. — The  three-wire  generator  or 
Dobrowolsky  method  is  a  very  efficient  method  of  obtaining 
a  neutral.  The  details  of  th«  method  can  be  understood  better 
after  alternating  currents  and  the  rotary  converter  have  been 
studied.'  The  principle  of  the  method  is  as  follows:  Alter- 
nating current  is  generated  within  a  direct  current  armature  as 
has  already  been  shown.  If  sUp  rings  be  employed,  alternating 
current  can  be  obtained  from  the  machine.  A  coil  wound  on  an 
iron  core  has  high  inductance  and  offers  a  high  impedance  to 
this  alternating  current.     The  center  of  such  a  coil  is  at  the  cen- 


(b) 

(Dobrowolaky  method). 


ter  of  gravity  of  the  voltages  generated  within  the  armature. 
Further,  this  inductance  coil  offers  very  little  resistance  to 
the  flow  of  direct  current.  Therefore,  if  the  three-wire  neutral 
be  connected  to  the  center  of  this  coil,  the  voltage  to  either  briwh 
from  the  neutral  will  be  the  same.  Moreover,  any  current  flow- 
ing back  through  the  neutral  can  readily  flow -back  into  the 
armature  through  this  reactance.  The  connections  of  such  a 
generator  are  shown  in  Fig.  355(a).  Sometimes,  to  obtain  better 
balancing,  two  and  even  three  reactances  are  employed.  All 
have  their  neutrals  tied  together,  as  shown  in  Fig.  355  (b).  Oc- 
casionally the  reactances  are  placed  within  the  armature.  This 
arrangement  requires  but  one  slip  ring,  but  increases  the  weigbt 
of  the  armature. 

The  Edison  3-wire  system  may  be  extended  to  4,  5,  6,  and  7- 
wire  systems.  (See  Fig.  309,  page  341.)  The  complications  and 
number  of  wires  prevent  these  multi-wire  systems  Leing  exten- 
sively used. 


•  See  Vol.  II,    Clmp.  XI. 
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261.  Feeders  and  Mains. — Tq  congested  districts  the  mainB 
form  an  underground  network.  This  network  is  supplied  at 
various  points,  called  centers,  by  feeders  connected  to  the  direct 
current  bus-bars  at  the  power  station.  It  requires  a  careful 
study  of  the  various  loads,  amount  of  copper,  etc.,  in  order  to 
determine  the  most  advantageous  feeding  points  or  centers. 
Two  or  more  substations  may  simultaneously  feed  the  same 
centers.  In  order  that  the  voltages  at  these  centers  may  be 
determined  and  so  maintained  at  the  desired  values,  pilot  or 
pressure  wires  run  back  to  the  station  voltmeter.  By  means  of 
a  dial  switch  the  operator  is  able  to  read  the  voltages  at  the  va- 
rious centers.     Fig.  356  shows  the  croas-aection  of  a  concentric 


P 


of  D  220-volt,  1.000,000  CM 


1,000,000  CM.  cable.  The  outer  and  inner  conductors  a 
outer  wires  of  the  Edison  3-wire  system.  The  neutral  is  usually 
a  separate  wire  of  much  smaller  cross-section,  or  there  may  be  ' 
one  large  neutral  common  to  several  feeders  and  mains.  The 
three  pilot  or  pres.sure  wires  are  connected,  one  to  each  outer 
wire  and  one  to  the  neutral  at  the  feeding  point.  If  the  operator 
finds  that  the  voltage  is  too  low  at  the  feeding  point,  he  throws  a 
feeder  to  a  bus-bar  of  higher  voltage.  A  large  voltage  drop  can 
exist  in  such  feeders,  as  no  loads  are  taken  off  at  intermediate 
points. 

In  practice  the  following  are  the  percentage  drops  usually 
allowed:  In  feeders,  5  to  10  per  cent.;  in  the  distribution  mains, 
3  per  cent. 

The  services  are  usually  taken  directly  from  the  distribution 
mains  and  occasionally,  extra  large  loads  may  be  taken  directly 
froro  junction  boxes.     Junction  boxes  are  circular  iron  castings 
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containing  a  set  of  insulated  bus-bara,  to  which  either  the  dis- 
tribution mains  or  the  feeders  are  connected.  Distribution 
mains  are  connected,  through  fuses,  to  suitable  terminals  al- 
ready installed  in  the  junction  boxes.  A  junction  box  thus 
provides  a  convenient  method  of  connecting  the  single  feeding 
wires  to  the  several  distribution  wires.  The  mains  are  always 
fused,  but  only  disconnecting  links  are  used  for  the  feeders,  it 
being  deemed  advisable  to  allow  the  feeders  to  burn  themselves 
clear  of  any  short-circuits. 

262.  Electric  Railway  Distribution. — -Electric  railway  genera- 
tors are  generally  compounded,  the  series  field  being  on  the  nega- 
tive side.  The  negative  terniinal  is  usually  connected  directly 
to  ground  or  to  the  rail  through  a  switch.  The  positive  terminal 
feeds  the  trolley  through  an  ammeter,  a  switch,  and  a  circuit 
breaker. 

On  short  lines,  with  light  trafiic,  the  trolley  alone  may  suffice 
to  carry  the  current  to  the  car,  as  shown  in  Fig.  357  (a) ,  Except 
in  small  installations,  the  trolley  is  of  insufficient  cross-section  to 
supply  the  required  power  and  at  the  same  time  to  keep  the  vol- 
tage drop  within  the  necessary  limits.  As  the  size  of  the  trolley 
wire  is  limited  by  the  trolley  wheel,  it  cannot  be  conveniently 
increased.  The  same  effect  as  increasing  the  size  of  the  trolley 
may  be  obtained  by  running  a  feeder  in  parallel  with  the  trolley 
and  connecting  the  feeder  to  the  trolley  at  short  intervals,  as 
shown  in  Fig.  357  {b).  This  is  called  the  ladder,  system  of  feeding. 
The  trolley  and  feeder  together  may  be  considered  as  forming  a 
single  conductor. 

Where  the  density  of  traffic  requires  several  feeders,  the  beet 
results  are  obtained  by  connecting  the  feeders  in  the  manner 
shown  in  Fig,  357  (c).  Each  feeder  is  protected  by  a  circuit 
breaker. 

The  objections  to  the  preceding  methods  of  feeding  are  that 
trouble,  due  to  a  ground,  for  example,  at  any  point  on  the  trolley, 
^^^  involves  the  entire  system.  In  cities  where  traffic  is  particu- 
^^V  larly  dense,  it  is  not  permissible  to  take  chances  of  having  the 
^^H  entire  system  shut  down  due  to  a  ground  at  one  point  only. 
^^M  Therefore,  the  trolley  is  sectionalized  as  shown  in  Fig.  357  {d).  In 
^^1  this  method-the  trolley  is  divided  into  insulated  sections,  each  of 
^^K     which  is  supphed  by  a  separate  feeder.     Trouble  in  one  section 
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is  not  readily  eomraunicated  to  the  other  sections.  This  io- 
creased  reliability  is  obtained  at  the  expense  of  a  less  efficient 
use  of  the  copper,  as  the  feeders  are  unable  to  assist  one  another. 
In  the  preceding  systems  this  mutual  help  is  obtained. 
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{d)  Multiple  Peedeia- 
Fiti.  357.— Methods  of  fc 

253.  Electrolysis.— Most  trolley  systems  use  the  track  as  the 
return  conductor  for  the  current  taken  by  the  car.  The  return 
currents  not  only  pass  through  the  tracks  themselves,  but  seek 
the  paths  of  least  resistance  by  which  they  may  return  to  the  nega- 
tive terminal  of  the  station  generator.     Such  currents  in  spread- 
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I  ing  through  the  earth  follow  such  low  resistance  conductora  as 
water  pipes,  gas  pipes,  cable  sheaths,  etc.;  as  shown  in  Fig.  358. 
The  fact  that  the  current  enters  and  flows  along  these  conductors 
in  itself  does  no  harm.     However,  it  is  obvious  that  such  currents 

'  must  ultimately  leave  these  pipes  as  at  (a) ,  Fig,  358.  In  so  doing 
they  tend  to  carry  the  metal  of  the  pipe  into  electrolytic  solution, 
which  ultimately  results  in  the  pipe  being  eaten  away.  To  de- 
crease the  effects  of  electrolysis  several  expedients  have  been 
devised.  The  two  most  successful  methods  are  the  following: 
(a)  Provide  as  good  a  return  path  thi'ough  the  track  as  is  practi- 

'  cable.     This  is  done  by  good  bonding  and  by  using  insulated 


Fia.  358. — Elecsttolysifl  by  earth  ci 

negative  feeders,  that  is,  heavy  copper  feeders  that  are  run  back- 
to  the  negative  bus  from  various  points  along  the  track.  Fig, 
358  shows  how  poor  rail  bonds  may  cause  the  current  to  leave  the 
track  and  enter  the  pipe.  In  some  cities  the  total  permissible 
drop  in  the  ground  return  circuit  must  not  exceed  from  10  to 
15  volts.  (6)  Discourage  the  current's  entering  the  pipes  by 
inserting  occasional  insulating  joints  in  the  pipes. 

In  testing  for  electrolysis  the  usual  method  is  to  measure  the 
voltage  existing' between  the  track  and  the  water  pipes  (as  at  a 
hydrant).  The  magnitude  of  this  voltage  indicates  roughly  the 
magnitude  of  the  current  which  must  be  flowing  from  one  to  the 
other.  The  polarity  shows  which  way  the  current  is  flowing. 
For  instance,  if  the  track  is  positive  to  the  pipe,  current  must  be 
flowing  from  the  track  to  the  pipe. 

The  electrolysis  situation  is  still  in  an  unsettled  state  both,  ae 
regards  its  mitigation  and  as  to  the  ultimate  responsibility  for 
I*"!  damage  resulting. 


TRANSMISSION  AND  DISTRIIWTION  OF  I'OWEIi       399 


STORAGE  BATTERY  SYSTEMS 

264.  Central  Station  Batteries. — Fig.  359  shows  a  typical 
load  curve  of  a  central  station.  Between  11.00  p.m.  and  5.00 
A.M.  the  load  is  comparatively  small,  consisting  of  street  lights 
and  a  few  all-night  commercial  loads. 

This  portion  of  the  load  curve  is  called  a  "  valley. "  The  load 
increases  rapidly  from  5.00  to  7.00  a.m.  due  to  commercial  power 
loads,  lights  and  perhaps  to  the  beginning  of  street  car  service. 
The  morning  peak  occurs  about  8.00  a.m.  The  load  drops  off 
gradually  until  noon. 
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Fio.  359.— Buttery  smoolhing  m 


The  valley  between  12.00  and  1.00  is  due  to  the  shutting  down 
of  the  commercial  loads  because  of  the  luncheon  hour.  The 
evening  peak,  which  is  usually  the  largest,  occurs  between  5.00 
and  6.00  p.m.  This  peak  may  hold  up  for  an  hour,  after  which 
it  drops  tq  the  evening  load,  which  consists  mostly  of  lighting. 
This  load  gradually  diminishes  to  the  all-night  value. 

Of  eour.se  the  power  company  must  have  sufficient  station  and 
distributing  capacity  to  carry  the  peak.  Even  although  this 
apparatus  is  in  use  only  one  hour  a  day,  the  investment  charges 
are  in  effect  24  hours  a  day. 

The  ratio  of  the  average  load  to  the  maximum  load  of  a  station 
B  called  the  InaA  factor. 


i. 
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deUvera  192,000  kw.-hr.  i 
20,000  kw.     What  is  the  daily  load  factor? 
192,000 


3.  day  and  its  jvcnk  IobiI 


The  average  load  ■ 
The  load  factor  = 


=  8,000  kw. 
=  40  per  ceot. 


Obviously  a  high  load  factor  is  very  desirable.  In  fact 
power  companies  welcome  any  loads  that  will  fill  in  the 
valleys  of  the  curve  and  are  usually  prepared  to  offer  attrac- 
tive rates  for  such  loads  in  order  to  improve  their  load  factors 
and  thus  to  utilize  apparatus  at  times  when  it  would  othw- 
wisB  be  idle. 

The  load  curve  of  a  station  may  be  smoothed  out  by  the  u.se- 
of  a  storage  battery.  The  battery  may  be  charged  at  night  and 
early  morning  and  so  fill  in  the  valley  of  the  load  curve  and  then 
be  discharged  on  the  peak  of  the  load  curve,  as  shown  in  Fin. 
359.  This  equalizes  the  load  on  the  station  and  increases  its 
load  factor. 

As  a  rule,  batteries  are  not  installed  for, the  purpose  of  smooth- 
ing out  the  load  curve.  A  storage  battery  operating  under  the 
best  conditions  is  good  for  only  a  limited  number  of  complet* 
charges  and  discharges.  Therefore,  the  battery  maintenance 
is  usually  found  to  more  than  offset  the  economies  effected  by 
taking  some  of  the  load  off  the  peak.  Such  batteries  may  be 
very  useful  in  office  buildings  and  other  isolated  plants,  because 
it  is  often  possible  to  shut  down  the  entire  lighting  plant  and  run 
on  the  batteries  at  night,  thus  eliminating  considerable  labor 


Batteries  are  commonly  installed  as  reserve  in  large  central 
station  systems.  They  are  placed,  therefore,  near  the  center  of 
the  load.  In  case  of  a  shut-down  in  the  generating  system  or  in 
the  transmission  system,  the  battery  can  help  maintain  service. 
For  this  reason  pasted  plate  batteries  are  more  often  used, 
.  because  of  their  high  overload  capacity.     (See  Par.  94.) 

Storage  batteries  are  also  useful  in  taking  care  of  unexpected 
loads.  For  example,  a  thunder  storm  may  result  in  a  sudden 
demand  which  could  not  be  foreseen  and  so  cannot  be  met  im- 
mediately by  the  generating  station,  as  it  takes  time  to  get  up 
ete^n  and  put  a  generator  on  the  line.     A  battery  may  be  put 


T 


TRANSMISSION  AND  DISTRIBUTION  OF  POWER       401 

on  the  line  immediately  and  so  carry  the  sudden  load  increase 
until  boilers  and  turbines  can  be  brought  into  service.  If  the 
battery  is  already  floating  across  the  line  it  takes  the  load  in- 
crease automatically. 

2S6.  Resistance  ControL^In  order  to  control  the  load  taken 
by  a  generator  connected  to  the  bus-bars,  it  ie  necessary  to  change 
its  induced  voltage  by  adjusting  the  field  current.  It  is  not 
possible  to  adjust  the  voltage  of  a  storage  battery  in  this  manner. 
One  method  of  controlling  the  batter\  — 
load  is  to  have  the  battery  voltage  sev- 
eral volts  higher  than  the  bus-bar  voltage 
and  to  insert  resistance  in  series  with 
the  battery,  as  shown  in  Fig.  360.  By 
adjusting  this  resiatancc,  the  load  de-  -=- 

livered    by   the   battery  may   be    con-  -~- 

t  rolled.      The     disadvantage     of     this  -r 

method  is  the  loss  of  power  in  the  re-     ^      _       ' 
sistance    and   the  voltage  drop  in  the     iroi  of  buite^iTuchon^ 
resistance,  which  depends  upon  the  load. 

Even  with  constant  load  the  resistance  must  be  adjusted 
occasionally  to  compensate  for  the  drop  of  battery  voltage 
during  discharge. 

Exam-ple.^li  is  desired  to  dici^harge  a  storage  battery,  conHiating  of  115 
ceils  each  having  an  electromotive  force  of  2.1  volts  and  an  internal  resist- 
ance  of  0.001  ohm,  into  220  volt  bus-bars  bo  that  the  battery  delivers  100 
ampeiea.     To  what  value  tnuat  the  series  reeistance  bo  adjusted? 

The  total  battery  electromotive  force 

E  =  115  X3.1  =  242  volts. 

The  bua-bar  voltage 

V  =  220  volts. 

The  battery  resistance 

T  =  115  X  0.001  =  0.115  ohi 

Let  R  ^  the  added  external  resistance 

_  242  -  220 

™  '0.115  +R 

lOOfi  =  22  -  11.5  -  10.5 

R  =0.105  ohm.     Ana. 

266.  Counter  Electromotive  Force  Cells. — If  an  electric  cur- 
rent be  sent  through  two  plain  lead  plates  immersed  in  dilute 
sulphuric  acid, a  simple  storage  battery  is  formed  which  immedi- 
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ately  develops  a  counter  electromotive  force  of  about  2.0  volts, 
(See  Par.  92.)  Neglecting  the  small  IR  drop  in  such  a  cell,  the 
counter  electromotive  force  is  practically  independent  of  the 
current.  This  principle  is  utilized  in  controlling  the  current 
delivered  by  a  battery. 

Plain  lead  plates  are  immersed  in  dilute  acid  and  are  connected 
in  series  with  the  battery.  If  it  is  desired  to  decrease  the  dis- 
charge rate  of  the  battery  more  of  these  cells  are  cut  in.  To 
do  this  an  end  cell  switch,  similar  to  that  shown  in  Fig,  361,  is 
used.  The  advantage  of  this  method  over  the  resistance  contTol 
ifi  that  the  opposing  or  control  electromotive  force  is  independent 
of  the  load. 

257.  End  Cell  Control.— A  battery  usually  consists  of  a  suffi- 
cient number  of  cells  to  give  anelectromotive  force  exceeding  that 
of    the    bus-bars  by   an    ample 
+  H"     margin.     To  charge  such  a  bat- 
tery  a  booster  may   be 


FiQ.  361.— End  cell  c 


(See  Par.  102.)  The  electro- 
motive force  of  the  battery, 
and  hence  its  load,  may  be  con- 
trolled by  cutting  in  or  out  the 
cells  at  the  end  of  the  battery. 

It  is  essential  to  do  this  with- 
out opening  the  circuit.  For 
this  purpose  a  switch  similar  to 
The  main  contact  is  connected 
When  sliding  from 


that  shown  in  Fig.  361  is  used, 
to  the  auxiliary  contact  by  a  resistance  R. 
one  battery  contact  to  the  next  the  auxiliary  contact  maiotainB 
the  circuit  connections  through  the  resistance  R.  Were  there 
zero  resistance  between  the  main  contact  and  its  auxiliarj' 
contact  the  individual  cells  would  be  dead  short-circuilcd 
during  the  transition  period.  The  resistance  R  is  usually 
so  chosen  as  to  allow  the  normal  battery  current  to  flow 
during  the  transition  period.  The  end  cell  switches  become 
rather  massive  in  large  battery  installations  and  are  often  op- 
erated by  a  motor-driven  worm.  This  also  permits  remote 
control. 

The  end  cells,  not  being  in  continuous  service,  are  discharged 
to  a  lesser  degree  than  the  others.  Therefore  they  requiro  in- 
dividual attention  on  charging. 


TRANSMISSION  AND  DISTRIBUTION  OF  POWER       403 

268.  Floating  Battery.— A  battery  is  occasionally  used  to 
equalize  sudden  fluctuations  of  load  such  as  commonly  occur  in 
railway  systems.  The  battery  voltage  should  be  such  that  with 
an  average  load  on  the  station  it  is  just  equal  to  the  bus-bar 
voltage.  The  battery  is  then  delivering  no  current  and  is  merely 
"floating," 

When  a  sudden  load  comes  on  the  station,  the  bus-bar  voltage 
drops.  The  battery  then  discharges  and  assists  the  generators. 
On  the  other  hand,  if  the  load  drops  to  a  low  value,  the  bus-bar 
voltage  rises  and  the  battery  charges. 

As  a  rule  the  bus-bar  voltage  does  not  change  enough  to  cause 
the  battery  to  respond  sufficiently  to  the  load  changes.  In 
fact    with    over-compounded   railway   generators   the 


action  might  well  occur.     There  are  several  methods  of  causing  ' 
the  battery  to  charge  and  discharge  at  the  proper  time.     One 
typical  method  is  shown  in  Fig.  362.     The  battery  is  connected 
to  the  bus  in  series  with  a  motor-driven  booster.     Two  carbon 
rheostats  i£i  and  Ri  are  connected  in  series  across  the  battery.   The 
booster  field  is  connected  from  their  common  point  to  the  middle 
of  the  battery.     If  Ri  =  Ri,  the  booster  field  is  connected  across 
two  points  of  equal  potential,  the  field  current  is  zero  and  no 
voltage  is  induced  in  the  armature.     An  increase  of  load,  how- 
ever, causes  solenoid  P  to  pull  down  on  the  lever.     This  com- 
presses Ri  and  releases  the  pressure  on  R^.     The  resistances  Ri 
I     and  R2  now  differ  considerably  so  that  the  booster  field  is  no 
I     longer  across  points  of  equal  potential.     A  current  now  flows 
I     through  the  booster  field  causing  the  booster  to  generate  aa  eleo- 
I     tromotive  force  of  such  polarity  as  to  assist  the  battery  to  dia- 
I   charge.    S  is  a  spring. 
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In  order  to  reduce  the  curient  flowing  through  Ri  and  fij  ami 
the  battery,  the  change  of  booster  excitation  is  often  accoraplie 
through  an  intermediary  exciter,  whose  field  is  connected  in  the 
same  manner  as  the  booster  of  Fig.  362. 

Battery  al  End  of  Line. — -Very  poor  voltage  regulation  may 
occur  at  the  end  of  a  trolley  line,  due  to  insufficient  copper, 
Rather  than  to  install  more  copper,  it  may  be  more  economical 
to  install  a  storage  battery  at  the  end  of  the  line.  This  batter)' 
not  only  steadies  the  trolley  voltage  but  tends  to  reduce  violent 
fluctuation  of  the  power  station  load  as  well. 

As  the  voltage  at  the  end  of  the  line  requiring  a  battery  under- 
goes fluctuations  of  considerable  magnitude,  the  battery  is 
usually  self  regulating  both  as  regards  (charge  and  dischai^. 
With  little  load  on  the  line,  the  voltage  at  the  battery  should  Iw 
high  enough  to  charge  it.  On  the  other  hand,  when  a  car  is  near 
the  battery,  the  line  voltage  should  drop  to  such  a  value  as  t- 
allow  the  battery  to  discharge  and  assist  the  power  station. 


Fig.  363. —  Battery  floatinB  at  end  of  Irolley  line. 

Example. — The  hus-bar  voltage  (Fig.  363)  at  the  station  is  mainti 
constant  at  600  volta.  A  4/0  trolley  having  a  resistance  of  0.26  ofm 
mile  extends  out  4  raileH  from  the  elation.  The  resistance  of  ground  and  ttwiii 
is  0.05  ohm  per  mile.  At  the  end  of  the  line  a  storage  battery  consiflting  of 
240  cells  is  "floated."  Each  cell  has  an  averse  electromotive  fort 
2,0  volts  and  a  resistance  of  0.002  ohm.  At  what  rate  will  the  battery  cbars° 
when  there  is  no  load  on  the  line?  When  the  load  at  the  battery  is  160 
amp.,  how  much  current  does  the  battery  supply  and  how  much  do««th« 
station  supply? 

The  total  resiataiioo  of  the  trolley  and  track 

fi  =  4(0.26  -I-  0.05)  =  1,24  ohms. 

The  battery  resistance 

Ri  =  240  X  0.002  =  0,4S  ohm. 

The  total  battery  electromotive  force 

^  =  240  X  2.0  =  480  volts. 
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When  there  is  nu  load  between  the  station  and  the  battery  the  current 
to  the  battery 

,         600  -  480         120        „  . 

^'  =  1.24  +  0.48  ^  1:72  =  ^"   "^"'P-     '^"^- 
To  find  the  division  of  the  150-anip.  load  at  the  bat1«ry,  first  find  the 
current  at  which  the  battery  will  just  "  float. " 
„      600  —  480       120       _„- 

'  — ur-  "  r24  =  ^-s-o^p. 

That  is,  with  a  load  of  96.8  amp.  at  the  battery  the  line  drop  from  the 
power  station  to  the  battery  will  be  120  volta,  making  480  volts  at  the  battery. 
Under  theae  conditiona  the  battery  will  neither  charge  nor  discharge  but 
will  "float." 

The  remaining  63.2  amp.  will  he  divided  inversely  aa  the  trolley  and 
battery  resistance . 

Let  It,  be  the  line  current  and  In  the  buttery  current. 
Ik  ^  1.24 
II       0.4S 
h  +  //.  -  53.2 
Solving  In  ■=  a8.4ai]ip.  ^ 

//.  =  14.8  amp. 

The  station  in  already  supplying  96.S  amp. 

The  total  station  current  is  then  96.8  +  14,8  =  111,6  amp.  and  the  bat- 
tery current  ia  38.4  amp.     Am. 

This  may  be  checked  by  calculatiiig  the  voltage  at  the  battery. 
600  -  (111.6  X  1.24)  =  461.6  volta 
480  -  (38.4  X  0.48)    =  461.6  volts.     (Check) 

269.  Series  Distributloii. — In  the  parallel  system  of  diatri- 
butioD  the  loads  are  all  independent  of  one  another.  That  is,  a 
load  applied  at  any  one  point  does  not  affect  any  of  the  other 
loads,  provided  the  voltage  does  not  change.  In  the  series 
system  the  loads  are  all  in  series  with  one  another  so  that  the 
•samecmrent  passes  through  each.  Thereforeif  the  circuit  of  any 
one  load  be  opened  the  current  to  all  the  other  loads  will  be  inter- 
rupted. As  this  is  not  permissible  in  practice,  a  load  must  be 
shoH-circuited  when  it  is  desired  to  remove  it  from  service. 

Power  is  usually  supplied  to  a  constant  current  system  by  one 
of  two  methods;  the  series  generator,  of  which  the  Brush  arc 
and  Thorns  on- Houston  machines  are  examples,  and  the  constant 
current  transformer  operating  in  conjunction  with  the  mercury 
arc  rectifier.  (See  Chap.  VII,  Vol.  II.)  Both  of  these  methods 
tend  to  maintain  constant  current  under  all  conditionaof  load. 
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Therefore,  if  the  circuit  be  opened  and  a  very  high  resistance 
thus  introduced,  a  constant  current  is  maintained  across  a  high  re- 
sistance and  a  very  high  voltage  results.  For  this  reason  the  lamps 
used  on  a  constant  current  system  are  protected  by  having  a  thin 
disc  of  paper  between  the  lamp  terminals  (film  cut-out) .  If  the 
lamp  burns  out  the  high  voltage  across  this  paper  punctures  it  and 
so  prevents  the  circuit  being  opened. 

The  advantage  of  the  series  system  is  the  small  amount  of 
copper  required.  This  is  due  to  the  fact  that  the  copper  carries 
only  the  current  of  any  single  load.     As  the  loads  are  in  series  the 
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Fig.    364. — Open   loop   series   circuit.       Fio.  365. — Parallel  loop  series  circuit. 

resulting  voltage  is  high.  Therefore,  this  system  is  applicable 
only  to  outside  work,  such  as  street  lighting,  because  it  would  ordi- 
narily be  dangerous  to  have  such  high  voltages  in  buildings. 

There  are,  two  general  methods  of  connecting  such  series 
loads.  In  the  open  loop  system,  shown  in  Fig.  364,  the  circuit 
is  connected  to  the  loads  without  reference  to  the  separation  of 
the  two  conductors.     This  system  is  economical  of  copper. 

In  the  parallel  loop  system  the  outgoing  and  i^eturn  con- 
ductors are  always  kept  near  each  other,  as  shown  in  Fig.  365. 
This  system  requires  more  copper  than  the  other  but  facilitates 
testing  for  faults  and  reduces  inductive  disturbances. 
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Relations  of  Units 
Length 

1  inch  =  2.54  cm. 
1  foot  =  30.48  cm. 
1  mile  =  1.609  kilometers 

Area 

1  circular  mil  =    0.7854  sq.  mil. 
1  circular  mil  =    0.000507  sq.  mm. 
1  sq.  inch         =    6.452  sq.  cm. 
1  sq.  meter      =  10.76  sq.  ft. 

Volume 

1  cubic  inch     =  16.39  cu.  cm. 
1  liter  =  1,000  cu.  cm. 

=  0.2642  gallon 
1  gallon  =231  cu.  in. 

Weight 

1  gram  =  981  dynes 

1  ounce  (av.)  =  28.35  grams 

1  kilogram  =  2.205  lb. 

1  ton  =  2,000  lb.     ' 

1  long  ton  =  2,240  lb. 

1  metric  ton  =  1000  kg. 

=  2205  lb: 

Work 

I  joule  (watt-second)  =  10,000,000  ergs 

1  gram  deg.  Cent,  (gram  calorie)  =  4.183  joules 

1  pound  deg.  Fahr.  (B.t.u.)  =  252.1  gram  deg.  Cent,  (gram  calorie) 

=  777.5  ft.-lb. 
1  kilogram-meter  =  9.81  joules 

=  7.233  ft.-lb. 
I  foot-pound  =  1.356  joules 

1  horse-power-second  =  178.3  gram  deg.  Cent,  (gram  calorie) 

=  0.7074  lb.  deg.  F.  (B.t.u.) 

=  550  ft.-lb. 

Pressure 

1  atmosphere     ==    14.70  lb.  on  sq.  in. 

=    29.92  in.  of  mercury  at  32**  F. 
=  760.0  mm.  of  mercury  at  32**  F. 
=    33.94  ft.  of  water  at  60°  F. 
1  lb.  on  sq.  in.  =  702.9  kg.  on  sq.  meter 
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APPENDIX  B 

Specific 

Gravities 

AJuminum 
Copper 

2.67 

Mercury    13.60 

8.95 

Nickel         7.83 

Gold 

19.26 

Platinum  20.30 

Iron,  b^r 

7.48 

SUver        10.55 

Iron,  wrought 

7*79 

Tin             7.29 

Steel 

7.85 

Zinc            6.86 

Lead 

11.45 

1  ai»  fU  of  water  weighs  62.5  Ih, 


APPENDIX 

APPENDIX  C 
Table  of  Turns  per  Sq.  In.;  Solid  Layer  Winding* 

(TiiP  Acme  WireCo.) 


1,155  1,075 

1,410  1,303 

1,720  1,575 


2,310 
2,770 
3,300 

3,910 


4,270 
5,100 


10,850 
12,360 


4,630 
5,330 
fi,300 
7,300 
8,410 


10,000 

12,080 
14,500 


907 
1,150 
1,425 
1,780 
2,220 

2,800 


8,900  13,500 
10,650  '  10.900 
12,600      :     21,000 


17,300  14,900  I  26,000 

20,400  17,300  I  31,900 

23,700  20,400  ,  40,000 

27,800  23,700  i  49,300 


■Standard  Handbook,  Sec.  5,  Par.  ) 


410 


DIRECT  CURRENTS 


APPBNDIX  D 

Table  of  Current-carrying  Capacitj  in  Amperes  oi  Wires  and  Cables 

Under  various  Conditions 


Siie, 

A.W.G.  or 

cir.  mils 


14 

12 

10 

8 

6 

4 
3 
2 
.  1 
0 

00 

000 

0000 

250,000 

300,000 

400,000 

500,000 

750,000 

1,000,000 

1,500,000 

2,000,000 


National  Electrical  Code 


Rubber 
ins. 


15 
20 
26 
35 
50 

70 

80 

90 

100 

125 

150 
175 
225 
235 
275 

325 
400 
525 
650 
850 

1,050 


Lead-covered  cables 


Single  conductor 


Slow  burning 
ins. 


20 
25 
30 
50 
70 


500 

600 

800 

1,000 

1,360 

1,670 


Rubber.  30 

deg.  Cent. 

rise 


Paper or cam- 
bric, 40  deg. 
Cent,  rise 


20 
30 
50 


90 

78 

100 

98 

125 

121 

150 

145 

200 

169 

225 

192 

275 

245 

325 

285 

350 

320 

400 

370 

460 
550 
750 
900 
1,200 

1,400 


Three-c  onductor 
paper  ins., 
45  deac.  Cent, 
rise 


22 
34 
56 

87 
110 
134 
160 
187 

210 
270 
315 
360 
415 

515 

605 

830 

1,030 

1,450 

1,590 


2Q 

48 

68 

81 

93 

110 

132 

150 
190 
225 
255 
300 

370 


QUESTIONS  ON   CHAPTER  I 


Why?     What 


I  artificial  magnet, 
magnetic  purposea? 


1.  What  metal  is  the  most  useful  for  niaRnetii:  purpos 
other  aubatancea  show  magnetic  properties? 

2.  Distinguish  between  a  natural   magnet   and   i 
Under   what  conditiona  ahould  soft  iron  he  used  for  n 
Hardened  steel? 

3.  What  is  a  magnetic  field?  What  &re  linea  of  induction  and  do  such 
lines  actually  exist?  Distinguish  between  it  north-seeking  pole  and  a  north 
pole.  In  what  way  does  the  magnetin  circuit  differ  from  the  magnetie 
field? 

4.  What  is  the  effect  of  breaking  a  bar  magnet  near  the  neutral  zone? 
Explain  how  the  newly  created  polea  come  into  existence. 

6.  What  ia  Weber'a  molecular  theory  of  magnetiam?  How  does  it  ex- 
plain the  phenomenon  that  occurs  when  a  bar  mugnet  is  broken? 

6.  What  is  meant  by  consequent  poles?  Distinguish  between  consequent 
pules  and  poles  oljtaincd  by  breaking  a  bar  magnet. 

7.  When  a  freely  suspended  south  pole  ia  brought  into  the  presence  of  a 
norlhpole,  what  effect  is  noted?  What  effect  is  noted  if  the  freely  suspended 
south  pole  is  brought  into  the  presence  of  a  south  pole?  What  is  the  general 
law  governing  attraction  and  repulsion  between  like  poles,  and  between  un- 
like poles? 

8.  WTiat  ia  a  unit  pole?  How  is  pole  strength  determined?  What,  is 
the  law  governing  the  force  of  attraction  and  the  force  of  repulsion  between 
magnetic  polea? 

9.  Distinguish  between  linea  of  force  and  lines  of  induction.  Are  both 
closed  Unes?  In  what  way  are  lines  of  force  and  hnea  of  induction  similar? 
At  what  part  of  the  magnetic  circuit  ia  the  magnetic  force  quite  diatinct 
from  the  lines  of  induction? 

10.  What  is  unit  field  intensity?  How  are  the  fines  of  force  related 
to  field  intensity?  What  relation  exists  in  the  magnetic  field  between  field 
intensity  and  "lines  of  force  per  square  centimeter?" 

11.  How  many  linea  of  force  emanate  from  a  unit  pole?  From  a  pole 
of  strength  m  units?  If  B  is  the  flux  density  within  a  steel  rod  of  1  sq.  em. 
cross-section,  what  is  the  pole  strength  at  the  end  of  the  rod? 

IS.  Of  what  does  a  compaaa  needle  consist?  How  is  it  used  in  practice 
to  determine  the  correct  polarity  of  motors  and  of  generators?  How  is  it 
possible  to  obtain  accurate  indications  from  a  compass  when  it  is  used  upon 
ateel  ships?  How  may  a  compass  needle  be  Dsed  to  map  out  an  electrical 
field  in  the  vicinity  of  a  magnet? 

13.  How  may  the  flux  distribution  in  a  certain  region  be  determined  by 
Explain  the  relation  of  pole  attraction  and  repulsion  to  the 
distribution  of  the  magnetic  linea  existing  near  the  poles. 
4U 
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14.  Wbat  is  magnetic  induction?     Wbat   is  thn  relation  between  the 

[  inducing  and  the  induced  poleT    Huw  does  magnetic  induction  explain  tlie 

attraction  of  soft  iron  to  magnetic  poles?     How  may  a  compass  become  re- 

l  versed?     What  is   the  use  of  a  "keeper"  in  connection  with  a  horseshoe 

I  magnet? 

16.  What  general  law  governs  the  path  taken  by  the  lines  of  iuductiuD? 
[   How  does  this  law  explain  the  attraction  of  iron  to  the  poles  of  a  m^net! 

16.  What  is  the  objection  to  the  use  of  the  bar  magnet  in  practical  wi 
What   advantages  have  the  ring   and  the  horseshoe  magnet  over  the  bar 

17.  What  ie  the  principle  underlying  the  compound  or  laminated  magnet? 
Where  are  laminated  magnets  used  in  practical  worii? 

18.  How  may  sensitive  instruments  be  shielded  from  stray  tiiagnelir 
fielda  that  may  exist  in  their  vicinity? 

19.  How  may  a  bar  be  magnetized  by  means  of  a  bar  magnet?  By  meonit 
of  two  bar  magnets?  In  practice,  how  may  magnets  be  magnetized  by  the 
iiae  of  electromagnets  and  also  by  means  of  electric  current? 

SO.  State  why  the  compass  needle  does  not  point  to  the  true  north  and  the 
true  south  in  moat  places  on  the  earth's  surface.  What  information  is 
necessary  in  order  to  determine  the  true  north  from  the  indication  of  the 
compaafi  needle?     What  is  the  dip  of  the  needle? 

PROBLEMS  ON  CHAPTER  I 

I I  1.  Sketch  the  field  around  two  bar  mag- 

1^^ £i       nets  arranged  as  in  Fig.  la. 

2.  A  uniform  field  is  produced  between 
two  parallel  polar  surfaces  of  a  niagnel. 
A  har  magnet  is  inserted  in  thb  field  parallel 
to  the  lines  of  induction  and  with  its  nortbi 
polepointing  to  the  north  pole  of  the  inngnct. 
Sketch  the  resulting  field. 

3.  In  problem  2  show  the  ultimate  effect 
upon  the  magnetic  flux  distribution  of  in- 
creasing the  strength  of  the  field  due  to  the 

ri,i.  In.  lui^e    magnet.     What    occurs  to  the  bar 

ma.gnet? 
4.  In  problem  2  sketch  the  flux  distribution  when  the  bar  magnet  is 
perpendicular  to  the  lines  of  induction. 

B.  Two  poles  of  strength  m  -  800  and  m'  =  1,000  are  2  in,  apart  in  air, 
What  force  (in  lb.)  is  aeting  betweien  them? 

6.  The  two  poles  of  a  horseshoe  magnet  are  4  cm.  apart.  K  each  has  a 
strength  of  1,000  units,  what  force  (lb.)  is  tending  to  pull  them  together? 

7.  A  north  pole  of  a  bar  magn«t  has  a  strength  of  2,000  units.     When 
in.  from   one  end  of  a  long  soft-iron  bar,  it  induces  a  pole  of  300 

n  this  end  of  the  bar.     With,  what  force  is  the  magnet  acting  upon  the 
bar?     Neglect  the  effect  of  the  other  poles.     What  pule  is  induced  on 
har,  and  in  what  direction  does  the  force  act?     Make  a  sketch. 
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',  A  pole  strength  of  150  units  acte  with  a  force  of  1.2  grams  upon  another 
pole  4  cm.  away.     What  is  the  Btretigth  of  the  second  pole? 

fl.  A  uniform  magnetic  field  of  50,000  lines  per  aq.  in.  exista  between 
two  parallel  polar  surfaeea,  Wliat  force  (grams)  ie  acting  upon  an  N-pole 
«f  500  units  placed  in  this  field?  Toward  which  pole  will  the  N-pole  tend 
to  be  drawn? 

10.  A  magnetic  field  of  160,0<)0  lines  and  having  the  shape  of  a  truncated 
cone,  exists  between  two  parallel,  plane  surfaces  having  areas  of  25  bq.  cm. 
and  60  sq.  cm.  respectively.  What  force  is  exerted  upon  a  unit  N-pole  if 
placed  near  the  first  surface?     Near  the  second?     Explain. 

11.  A  N-pole  has  a  strength  of  100  tinits.  How  many  lines  of  force 
emanate  from  this  pole? 

12.  What  is  the  flux  density  at  a  distance  of  2  in.  from  this  pole? 
What  force  would  exist  upon  a  unit  S-pole  placed  at  this  distance  from  the 
pole? 

13.  A  pole  of  500  units  exists  at  the  end  of  a  steel  rod  of  circular  cross- 
section  and  having  a  dianieter  of  0.8  cm.  What  is  the  approximate  flux 
density  in  the  rod  7 

14.  A  long  steel  rod  has  a  square  cross-section  of  0,5  in.  per  side.  The 
flux  density  at  the  center  of  the  rod  is  15.000  lines  per  sq.  in.  What  is  the 
strength  of  the  poles  at  the  end  of  the  rod? 

QUESTIONS  OIT  CHAPTER  n 

1.  What  is  the  nature  and  general  shape  of  the  magnetic  field  about  a 
conductor  carrying  an  electric  current?  What  relation  exists  between  the 
direction  of  the  current  and  the  direction  of  the  field  produced  about  t^e 
Ronductor? 

3.  How  may  the  above  relations  he  shown  experimentally?  What  simple 
rules  citable  one  to  remember  the  relation  which  exists  between  the  cur- 
rent direction  and  the  direction  of  the  magnetic  field?  ' 

3.  The  current  in  a  conductor  flows  from  left  to  right.  In  what  direction 
will  the  north  end  of  a  compass  needle  point  it  held  over  the  wire?  If  held 
beneath  the  wire? 

i.  If  two  parallel  conductors  carry  current  in  the  same  direction,  do  these 
wires  tend  to  separate  or  come  together?  Give  two  reasons  for  the  answer. 
Repeat  for  two  conductors  carrying  current  in  opposite  directions. 

6.  A  single  loop  of  wire  lying  in  the  plane  of  the  paper  carries  a  current 
in  a  clockwise  direction.  What  effect  will  be  noticed  if  a  compass  is  placed 
vtthin  this  loop?  Has  this  loop  any  properties  in  common  with  those  of 
a  bar  m^net? 

6.  Show  how  several  loops  similar  to  the  one  mentioned  in  (5)  may  be 
combined  to  form  a  long  solenoid. 

7.  Qive  three  methods  whereby  the  poles  at  the  ends  of  a  solenoid  may 
be  determined,  provided  the  direction  of  the  current  through  the  solenoid 
turns  be  known. 

■B  of  the  solenoid?    Name  seven  such  uses. 
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9.  Explain  [iindam  en  tally  why  the  plunger  is  drawn  inlo  a  soli 
curront  flows  Jn  the  solenoid  winkling. 

10.  Sketch  the  relation  between  the  pull  on  the  plunger  and  the  po«tiun 
of  the  plunger  in  the  glenoid. 

11.  What  effect  does  "iron-cladding"  have  upon  the  pulling  characteristic- 
of  the  plunger?  State  one  practical  application  of  the  siniple  solenoid; 
of  the  iron-clod  solenoid.  What  effect  does  the  stop  have  upon  the  solenoiii 
characteristic?     State  a  practical  use  of  this  type  of  solenoid. 

12.  Show  the  principle  whereby  a  U-ehaped  solenoid  attracts  an  amiaUre. 
Explain  the  principle  of  operation  of  the  telegraph  relay;  the  ordinary  tXtt- 
tric  door-bell. 

13.  Sketch  aliftingmagnet,  showingitsgetieralconslruction.  Whcreare 
such  magnets  used  commercially,  and  in  what  way  are  they  more  ecnnomicnl 
than  the  older  methods  of  handling  material?  Does  the  magnet  itself  tId 
appreciable  work  when  it  is  being  used  to  handle  iron  and  steel? 

U.  What  is  the  disadvantage  of  the  early  types  of  magnetic  circuits  d 
dynamos,  as  represented  by  the  Ekliaon  bi-polar  type?  How  has  the  desiga 
of  the  magnetic  circuits  of  the  mure  modem  generators  overcome  some  ol 
the  disadvantages  of  the  earlier  ones.  What  should  be  the  approximttt 
ratio  of  the  croaa-section  of  the  Beld  cores  of  a  multi-polar  generator  to  the 
cross-section  of  the  yoke?  What  general  rule  should  be  followed 
placing  ot  the  exciting  ampere-turns  upon  a  magnetic  circuit?  Dow 
magnetic  leakage  between  the  poles  of  a  generator  represent  a  direct  loss  of 
power? 

PROBLEMS  ON  CHAPTER  n 


16.  A  portion  of  a  direct  i 
compass  is  held  above  the  feeder  the  ticedle  deflects  asshown.     In  whatdii 
tion  dops  the  current  in  the  feeder  flow,  in  or  out  of  the  duct? 


I 


16.  Fig.  16a  shows  two  positive  feeders  of  a  trolley  system  running  upon 
a  pole  line  and  carrying  current  in  the  same  direction.  If  the  trolley  wire 
drops  upon  the  track,  causing  an  enormous  current  to  flowin  thefeedertfar 

1  instant,  in  what  direction  will  theee  conductors  tend  to  move  and  ffb»l 

the  direction  of  the  force  acting  upon  the  insulators? 
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17.  In  Fig.  I7u  is  shown  the  principle  upon  which  one  type  of  electric 
"hammer  operates.  Two  coila  C  and  C  are  connected  in  aeries  and  in  the 
positions  shown.  P,  a.  Hott-iron  plunger  running  in  guides,  actuates  the 
Tiammering  device.  A  coil  D,  encircling  the  plunger  P,  is  excited  continu- 
ously with  direct  eurrcnt.     If  the  terminals  a  and  b  of  the  coil  D  are  of  the 


Fio.   I80. 


polarity  shown,  indicate  the  polarity  of  the  ends  of  thepliingerP.  If  terminal 
A  ia  +  and  terminal  B  is  — ,  ill  what  -direction  will  the  plunger  P  tend  to 
move?  It  the  polarity  of  terminals  A  and  B  is  reversed,  in  what  direction 
does  the  plunger  tend  to  move? 


18.  Fig.  18a  shows  two  coils  on  a  simple  horseshoe  magnet.  Connect 
these  coils  ho  that  they  aid  one  another  Sketch  the  m^netic  field  between 
the  poiea. 

19.  Assuming  that  one  of  the  field  coils  of  Fig.  38,  page  27  is  reversed, 
that  is,  the  two  coils  "buck"  one  another,  sketch  the  general  appearance  of 
the  magnetic  field.  Wiil  the  total  flux  be  increased  or  diminished  by  this 
method  of  connection? 

30.  Fig.  20(1  shows  in  cross-section  a  lifting  magnet  about  to  pick  up 
ft  heavy  iron  sphere  known  as  a  "skull  cracker  "  (used  in  breaking  up  scrap 
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iron).     Sketch  the  magnetic  lines  and  mark  the  poles  existing  under  these 
conditions.     The  horizontal  section  of  the  magnet  is  circular.     Assume  iJitt 
the  current  enters  the  paper  in  the  righUhand  aectioD  of  the  exciting  coil. 
31.  Connect  the  coils  ah,  ai,  ef,  gk,  in  the  m<ilti-polar  machine  shown 
Fig.  21o,  BO  that  the  proper  sequence  of  poles  ia  obtained.     Make  the  lell- 
haiid  pole  a  north  as  shown.     Sketch  the  paths  of  the  magnetic  lines. 


I'-ii; 


Fig.  22a. 


a  the  unit  il 


Whati 


]  ou 


22.  Fig.  Till  shows  the  pole  face  of  a  genenil.or  and  an  armature  twtli. 
Sketch  the  paths  of  the  magnetic  lines  in  passing  from  the  pole  face  into  111* 
tooth  and   from   the  tooth   to   the  rest  of   the  armature  iron.      Whftt 
"fringii^?  " 

QUESTIONS  ON  CHAPTER  m 

1.  What  is  the  mechanical  analogue  of  resistance?     What  1^ 
reaiatanoe?     How  ia  it  defJned? 

2.  Distinguish  between  insulating  materials  and  conductors, 
"megohm?"     A  "microhm?" 

3.  May  two  conductors,  each  of  the  same  material  and  of  equal  volume, 
have  different  resistances?    Explain. 

4.  How  does  the  resistance  of  a  homogeneous  material  vary  with 
length  and  with  its  cross-section?     What  is  specific  resistaiioti  or  resistiviir! 

6.  If  the  volume  of  a  substance  ia  fixed,  how  does  its  resistance  vary  ni 
its  length?  With  its  cross-section?  If  the  volume  ia  fixed  and  the  ten| 
doubled,  how  is  the  resistance  affected? 

6.  What  is  conductance  and  how  does  it  vary  with  the  length  and  era 
aection?  Distinguish  between  conductance  and  conductivity.  What  ii  t 
general  meaning  of  "per  cent,  conductivity?" 

7.  What  is  the  relation  of  the  total  resistance  of  a  circuit  to  the  w 
ances  of  its  individual  parts  when  these  latter  are  connected  in  series? 

8.  What  is  the  relation  of  the  total  conductance  of  a  circuit  to  the  i 
anoes  of  its  individual  parts  when  theae  latter  are  connected  in 
From  this  relation  show  how  resistanoea  connected  in  parallel  may  be  o« 

'  bined  into  an  equivalent  resistance. 

B,  What  is  the  meaning  of  the  term  "  mil  ?"  What  is  a  square  mil? 
circular  mil?  What  relation  does  one  bear  to  the  other?  Where  b  thei 
oular  mil  usually  chosen  as  the  unit  of  crose-section?     What  are  its 
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tagesover  Huchunitsasthe  square  mil  a. 
does  the  number  of  circular  mils  in 
diameter? 

10.  What  is  ft  oir.-mil-foot?  What  ia  ita  approximate  reaiatance  for 
copper?  How  may  the  resistanco  of  a  copper  wire  be  determined  if  its 
length  in  feet  and  ita  cross-section  in  cir.  mils  be  known? 

11.  How  is  the  resistance  of  moat  of  the  unalloyed  metals  afTected  by 
temperature?  What  is  the  "temperature  coefficient  of  reaistanoe?"  How 
ia  it  uaed? 

IS.  At  what  temperature  would  the  resistance  of  copper  be  zero  if  the 
resistance  decreased  at  the  same  rate  that  it  decreases  with  ordinary  drops 
of  temperature?  How  may  this  principle  be  used  to  solve  problems  in- 
volving reaistanoe  and  temperature? 

13.  Wliat  relation  do  the  cross-aectiona  of  the  wires  in  the  A.W.G.  bear 
to  one  another?  How  does  this  relation  enable  one  to  determine  readily 
tlic  resistance  and  weight  of  any  given  size  of  wire?  What  is  the  resistance 
of  1,000  ft.  of  No.  10  wire?     What  is  the  weight  of  1,000  ft.  of  No.  2  wire? 

14.  What  are  the  best  conductors  anaong  the  metala?  Which  ia  most 
commonly  used  and  why?  Compared  with  copperwhat  are  the  advantages 
and  the  disadvantages  of  aluminum  as  a  conductor?  When  are  iron  and 
steol  used  as  conductors?     Explain. 

PROBLEMS  ON  CHAPTER  HI 

23.  Two  conductors,  A  and  B,  of  the  same 
but  the  cross-section  of  A  is  twice  that  of  i 
ohms,  what  is  that  of  B? 

24.  Two  conductors,  C  and  D,  of  the  same  material,  have  the  same  length, 
hut  the  diameter  of  C  is  twice  that  of  D.  If  the  resistance  of  C  is  30  ohms, 
what  is  that  of  P? 

3S.  It  the  resistance  of  copper  ia  1.724  raierohms  per  cm.  cube  at  20°  C, 
what  ia  the  resistance  of  an  inch  cube  at  the  same  temperature? 

26.  A  rectangular  copper  plate  has  a  length  of  18  in.,  a  width  of  6  in.  and 
a,  thickness  of  0.5  in.  If  the  resistance  of  copper  is  1.724  microhms  per  cm. 
cube,  what  is  the  resistance  of  the  plate  between  the  6-in.  edges?  Between 
the  18-in.  edges? 

37.  A  phosphor-bronze  strip  ^  in.  X  1  in.  and  4  ft.  long  has  a  resistance 
of  0.000597  ohm.     What  is  its  resistivity  per  cm.  cube?     Per  in,  cube? 

.  38.  Nu.  10  copper  wire  has  a  diameter  of  51  mils  and  a  resistance  of  4.02 
ohms  per  1,000  ft.  at  20°  C.  What  ia  the  resistance  of  5  miles  of  00  copper 
wire  (diameter  is  410  mds)? 

S9.  A  cylindncal  conductor  A  has  twic-e  the  diameter  and  twice  the  length 
of  a  cylindrical  conductor  B  If  the  resistance  of  £  ia  5  ohma,  what  is  the 
resistance  of  A? 

30.  What  is  the  resistance  of  a.  cupper  bus-bar  40  ft.  long,  made  up  of  4 
bars  of  copper  cai  h  4  m  X  '■i  in. 7  The  resistance  of  copper  is  1.724 
microhms  per  cm.  cube. 
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81.  If  copper  weighs  0.3'2  lb.  per  cu.  in.  and  cnstB  SO.'iO  per  lb.,  wh&t  ia 
the  coHt  of  the  bua-bar  in  problem  30' 

S2.  (a)  If  alumiittim  bars  '^  m  thick  and  of  the  tame  (.onductance  were 
substituted  for  the  copper  in  problem  31  what  would  be  the  ratio  of  radi- 
ating Hurfaeea?  bpaeera  are  used  between  the  bars  Neglect  the  ends  is 
radiating      rf     es 

(6)   What     h     Id  h     th  t   of  aluminum   per  I!      la   order  that  tht 


popper  =  8  8S 

33.  A  000 
mila  ia  dra       < 
000,  800-ft 
length  when  its  diameter  li 


the  popper'  Specific  gravity  of 
=  2  70, 
t  800  ft.  long  and  having  a  diameter  of  410 
t  di  n  eter  is  258  mils.  If  the  resistance  of  the 
0  05  ohm,  what  is  the  resistance  of  the  entire 
IS  been  reduced  to  258  n 


34.  Determine  the  conductance  of  a  copper  rod,  1  in.  diameter  and  8  It. 
long.     Conductivity  of  copper  =  580,000  mhos  per  cm.  cube. 

S6,  The  resistance  of  a  4-ft.  length  of  No.  8  wire  ie  measured  and  found  tu 
be  0.00341  ohm  at  20°  C.     What  is  ita  per  cent,  conductivity? 

36.  A  copper  bar  ?^  in.  X  1  in.  and  3.5  ft.  long  rolled  from  electrulj-lic 
copper  is  found  to  have  a  reaistance  of  0.0000755  ohm  at  20°  C.  Wfant  ie 
its  per  cent,  conductivity? 

37,  The  resistance  of  500  ft.  of  No.  18  wire  is  measured  at  a  temperature 
of  25°  C.  and  found  to  be  3.35  ohms.     What  is  its  per  cent,  conductivity? 

88.  Three  resistances  of  4.2  ohms  each,  two  resistances  of  6.3  obma  each, 
and  a  resistance  of  8.6  ohms  are  all  connected  in  series.  What  is  the  total 
resistance  of  the  combination? 

30.  Two  resistances  of  8  and  4  ohms  are  connected  in  parallel.  What  ia 
the  total  resistance  of  the  com.biiiation? 

40.  Three  conductances  of  6,  8,  and  10  mhos  respectively  are  connected  in 
p&rallel.  What  is  the  resulting  total  conductance?  What  is  the  lota! 
resistance? 

41.  It  the  three  conductances  of  problem  40  are  Connected  in  series,  what 
ia  the  resulting  conductance?     Resistance? 

42.  If  all  the  individual  resistances  of  problem  38  were  connected  111 
■  parallel,  what  would  bo  the  resulting  n 
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43.  A  resistance  of  41  ohms  is  connected  in  series  witli  a,  group  of  two 
resistances  of  60  and  80  ohms  respectively,  connected  in  paralld  (Fig. 
43o).     What  ia  the  resulting  resistance? 

44.  A  group  of  two  reaistancea,  of  120  and  140  ohms  in  parallel,  is  con- 
nected in  series  with  another  group  of  32,  96  and  110  ohms  in'pan^til 
(Fig.  44a).     Whftt  is  the  total  resistance  resulting  from  this  cgmbinntion? 
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.  A  0000  trolley  wire  (liard  drawn)  having  a  resistance  oi  0.0514  ohm 
per  1,000  ft.  extends  5  miles  from  the  power  station.  It  is  paralleled  for  3 
miles  by  a  250,000  CM.  cable,  havingaresJHtanceof  0.O431  ohm  per  1.000ft., 
■the  feeder  and  the  trolley  being  connected  every  half  mile  by  taps 
(Fig.  45o).  What  is  the  total  resistance  of  the  overhead  circuit  from  the 
power  house  to  the  end  of  the  trolley  line? 


46.  The  resistance  of  each  rail  of  the  trolley  system  of  prolilem  45  is 
0.080  ohm  per  1,000  ft.  including  bonding.  An  insulated  negative  feeder 
consisting  of  a  0000  stranded  cable  of  reeistunce  0.0509  ohm  per  1,000  ft. 
runs  from  the  power  house  and  is  bonded  to  both  tracks  2J^  miles  out. 
What  is  the  total  resistance  of  the  return  circuit,  neglecting  any  con- 
ductance of  the  earth  itself? 

47.  How  many  oir.  mils  ina  rod  of  1  in.  diameter?  0.75  in.?  0.5  in.? 
0,2Sin.?     %m.l 

48.  What  is  the  diameter  of  a  wire  having  a  crosB-soction  of  168,000  CM.? 
66,400  CM.?     62,500  CM.?    8,100  CM.?    400  CM.? 

49.  Assuming  that  the  resistivity  (per  cir.-mil-ft.)  of  copper  is  10  ohms, 
determine  the  resistance  of  2  miles  of  wire  having  a  cross-aection  of  10,000 
CM.? 

60.  Determine  the  resistance  of  a  telegraph  loop  between  two  stations  30 
miles  apart,  if  the  wire  is  copper  of  %  in.  diameter. 

Bi.  Hard  drawn  copper  wire,  such  as  is  used  for  trolley  wire,  has  a  resis- 
tivity 2.7  per  cent,  greater  than  that  of  annealed  copper.  Determine  the 
resistance  of  5  miles  of  000  trolley  wire,  if  the  resistivity  (eir.-mit-ft.)  of 
annealed  copper  is  10.37  ohms. 

BS.  What  is  the  resistance  of  2  miles  of  700,000  CM.  stranded  copper 
cable? 

63.  What  is  the  resistance  at  0°  C  of  a  reel  of  OtHHI  annealed  copper  wire, 
the  wire  weighing  400  lb,,  if  the  resistance  per  1,000  ft.  of  0000  copper  is 
0.050  ohm  at  25°  C? 

64.  What  is  the  resistance  of  the  wire  of  problem  53  at  50°  C.7 

6G.  The  resistance  of  a  copper  telegraph  circuit  was  found  to  be  40  ohms 
when  the  external  temperature  was  0°  C  What  would  be  its  resistance  at  a 
maximum  summer  temperature  of  40°  C  ? 

06.  The  resistance  of  a  shunt  field  coil  of  a  generator  is  44  ohms  at  22°  C. 
What  is  its  resistance  at  0°  C.  ?     At  76°  C  ? 

67.  The  resistance  of  an  armature  winding  of  a  shunt  motor  is  found  to  be 
0.042  ohm  at  25°  C  What  is  its  hot  resistance  when  it  attains  a  tem- 
perature of  70°  C? 
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S8.  A  direct  current  feeder  has  a  resistance  of  0.OO7  ohm.  WLat  is  it 
change  in  conductance  between  the  lowest  winter  temperature  of  —20°  F.  snd 
the  maximum  summer  temperature  of  100°  F.?  What  is  the  percentage 
change? 

Without  consulting  the  Wure  Table  solve  the  following  problems; 
69.  Estimate  the  resistance  of  1,000  ft.  of  No.  13  bare  copper  n 
No.  16. 

60.  Estimate  the  resistance  and  weight  of  1,000  ft.  of  No.  18  bare  capper 

;;  of  No.  24. 
81.  Estimate  the  reaiatancG  and  weight  of  2,000  ft.  of  No.  8  bare  copper 

Of  800  ft.  of  No.  1.     Of  500  ft.  of  0000. 
63.  Estimate  the  weight,  resistance  and  cir.  mils  of  (iOO  ft,  of  0  bare  copper 
Of  600  ft.  of  00, 

QUESTIONS  ON  CHAPTER  IV 

1.  What  is  the  unit  of  electric  current  and  how  is  it  related  to  the  unit  uf 
electric  quantity?  What  is  the  tiaturo  of  potential  difference  and  of  ekctw- 
motive  force?  What  are  the  ntechanical  analogies  of  electromotive  forw 
and  why? 

2.  What  is  the  nature  of  voltage  dropinaline?  Can  it  l)e  compareilu' 
pressure  drop  in  a  pipe?  Is  it  poasible  to  supply  power  over  a  line  and  hsv« 
the  voltage  at  the  load  equal  to  the  voltage  at  the  acndiog  end  of  t.he  line' 
Explain.  Is  there  a  voltage  loss  in  the  return  wire  to  the  generator  aa 
as  in  the  outgoing  wire?  Can  potential  exist  without  a  current  SowingT 
Illustrate. 

8.  What  is  meant  by  "difference  of  potential"?  Is  it  possible  to  hir« 
two  or  more  emf.'s  and  yet  have  no  diSerence  of  potential  between  cerWia 
points? 

t.  How  should  a  voltmeter  ordinarily  be  connected  in  a  circuit? 
ammeter  connected  in  the  same  way  as  a  voltmeter?     Why  should  si 
meter  never  be  connected  across  a  line? 

B.  What  fundamental  relation  does  Ohm's  Law  express?  In  what  three 
forms  is  the  law  expressed?  Under  what  conditions  is  it  must  convenienl 
to  use  each  of  these? 

6.  How  are  series-connecteil  resistances  combined  to  equal  an  equivslenl 
resistance?  How  are  parallel  resistances  combined?  What  relation  diKS 
the  division  of  current  in  a  two-branch  parallel  circuit  bear  to  tie  tWsislaitfC 
of  each  branch  ?  What  relation  exists  among  the  currents  when  the  citeuit 
has  three  branches? 

7.  What  is  the  unit  of  electrical  power?  How  may  it  he  expressed  in 
terms  of  volts,  amperes  and  ohma,  taken  two  at  a  time?  DilTerentiale  e»»- 
fully  between  power  and  energy.  What  is  the  unit  of  electrical  eneiSJ  »nd 
what  relation  does  it  bear  to  the  luiit  of  power?  What  is  mechanical  h< 
power?     What  relation  does  it  bear  to  the  electrical  units  of  power? 

8.  Discuss  the  various  forms  in  which  energy  ia  stored  or  in  which  enenff 
may  appear.     Describe  the  energy  cycle  involved  in  a  steam-driven  el 
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power  plant.     In  what  form  does  the  energy  appearultiniately?     Approxi- 
mately what  i-i  the  o\er  all  efficiency  of  b.  modern  power  Bysteni? 

9.  How  18  a  B  t  u  defined?  A  gram-calorie?  What  is  the  relation  be- 
tween a  gram  calone  and  a  watt-aecond  ? 

10.  What  simple  relation  existfl  between  the  voltages  at  the  sending 
and  recemng  ends  of  a  power  feeder  and  the  efficiency  of  tranamisgion? 

11.  Under  what  conditions  is  the  voltage  drop  in  each  foot  of  wire  inde- 
pendent of  the  total  current?  How  is  this  principle  utilized  in  eolving 
electrical  problems?  Can  this  method  be  applied  to  obtaining  the  power 
losa?     Exphiin. 

PROBLEMS  ON  CHAPTER  IV 

63.  A  storage  cell  has  a  constant  potential  diiTerence  of  2. 1  volts  at  its  ter- 
minals.    What  current  flows  when  0  4  ohm  iscannoct«d  across  its  terminals? 

64.  Acarbon  filament  incandescent  lamp  haa  acold  resistance  of  330  ohms 
and  a  hot  resistance  of  240  ohms      What  cnrrent  does  it  take  when  it  Is 

•  first  connected  to  115-voll  marasf     At  what  current  does  it  operate? 

65.  A  IK^volt,  25-watt  tungsten  lamp  has  a  cold  resistance  of  40  ohmt^ 
'      and  a  hot  resistance  of  4S0  ohms     What  current  does  it  take  when  it  is 

first  switched   to   llO-volt  mainh   and   what  current  does  it  take   when 
it  has  attained  normal  operating  conditions? 

66.  A  220-volt  generator  has  a  field  resistance  of  160  ohms,  including  the 
rheostat.     What  current  flown  in  the  field? 

67.  A  550-volt  generator  has  a  field  resiataticc  of  350  ohms  and  the 
rheostat  has  a  resistance  of  45  ohms.  What  current  does  the  field  take? 
What  should  be  the  rosistance  of  the  rheostat  in  order  to  reduce  the  field 
current  to  1.2  amp.? 

68.  A  carbon  rheostat  has  a  resistance  of  0.24  ohm  and  carries  a  current 
of  40  amp.     What  is  the  voltage  across  the  rheostat? 

69.  What  voltage  must  a  generator  develop  to  supply  25  amp.  to  an 
electric  oven  in  which  the  heating  colls  have  a  resistance  of  S.3  ohms  and 
the  connecting  wires  a  total  resistance  of  0.25  ohm. 

70.  A  telegraph  relay  is  wound  for  ISO  ohms  and  operates  at  40  milli- 
amperes.  What  should  be  the  voltage  of  the  circuit  battery  if  it  is  to  operate 
the  relay  over  a  line  having  a  resistance  of  30  ohms? 

71.  A  aeries  lighting  syateni  consiattt  of  IIS  lamps,  each  having  a  resist- 
ance of  7.2  ohms  and  requiring  ti.6  amp.  If  the  line  resistance  is  100 
ohms,  what  is  the  voltage  of  the  generator  supplying  this  system? 

72.  An  incandescent  lamp  takes  0.25  amp.  at  110  volts.  What  is  its  hot 
resistance? 

73.  When  a  copper  bus-bar  carries  1,580  amp.,  the  voltage  drop  across  a 
6  ft.-length  is  found  to  be  1.2fl  millivijlts.  What  is  the  resistance  per  ft.  of 
the  bus-bar? 

74.  The  voltage  drop  across  the  series  field  of  a  compound  generator  de- 

£ig  250  amp.  is  0.7  volt.     What  is  the  resistance  of  the  series  field? 
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76.  A  direct-current  multiple  arc  lamp  takes  6.0ainp.  at  110  volte.    If 
the  drop  across  the  arc  is  70  volts,  what  is  the  resiatance  of  the  ■'ballast?" 

76.  Fig.  76q  shows  a  lamp  bank,  having  a  total  resiatance  ot  7.5  ohms, 
being  supplied  from  a  115-voIt  generator  over  connecting  wires  having  a 
if  0.15  ohm  per  wire.     What  current  does  the  lamp  bank  receii 
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Fig.  7Bo. 

77.  An  electromagnet  has  four  spools  of  1  ohm  each,  all  connected  in 
series.  Two  wires,  each  having  a  resistance  of  0.05  ohm,  connect  the  m»enrt 
to  115-voH  mains.  Wliat  current  does  the  magnet  take? 
becomes  "grounded"  so  that  half  of  its  roBistance  is  short-circuited,  what 
will  the  magnet  current  be? 

78.  Determine  the  equivalent  resistance  of  a  cirouit  having  four  reatal- 
ances  of  16,  20,  30  and  40  ohms  in  parallel.  If  the  current  in  the  16-obiii 
resistance  is  2  atnp.,  determine  the  current  in  each  of  the  other  resistances. 

79.  The  series  held  winding  of  a  generator  has  a  resistance  of  0,004  ohm 
and  is  shunted  by  a  diverter  having  a  resistance  of  0.012  ohm.  What  ia 
the  voltage  drop  across  the  series  field  when  the  generator  delivers  400  amp.? 

80.  In  problem  79  how  wdl  the  400  amp.  divide  between  the  diverlei 
and  the  series  field? 

81.  A  000  hard  drawn  trolle}  wire  is  5  miles  long  and  is  paralleled  hy  a 
0000  annealed  copper  feeder      What  is  their  combined  reaistanceT    What 

^^  la  the  voltage  drop  in  the  feeder  when  a  lafal 

current  of  100  amp.  is  flowing  in  the  two? 

82.  Four    selective     relays    connected    i 
parallel  are  suppUed  by  a  common  wire  shown   j 
in  Fig.  82a.     If  their  resistances   are   20,   25,   . 
31    and    37    ohms   respectively,    what  is   the  J 
voltage   across    their   terminals   when   2  amp.   I 

Fiu.  s2a.  '^^^-  supplied  hy  the  common  wire?  | 

83.  In  problem   82  how  will    the    2   amp. 
divide   among  the   four  relays? 

8i.  Two  ammeters,  one  having  a  50-ainp.  scale  and  the  other  a  100-amp. 
scale,  are  connected  in  parallel  so  as  to  measure  a  current  greater 
than  100  amp.  If  the  50-amp.  instrument  has  a  resistance  of  0.002  ohm 
and  the  100-amp.  instrument  a  reBiatancp  of  0.0012  ohm,  what  will  each  read  - 
when  130  amp.  flows  in  the  cirouit? 

86.  To  feod  a  trolley  wire  at  a  given  point,  two  feeders,  one  350,000  CM. 
and  the  other  250,000  CM,,  parallel  the  0000  hard-drawn  trolley  wire. 
When  the  current  dcTiiand  upon  the  system  is  600  amp.,  how  does  it  divide 
among  the  feeders  and  trolley? 
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86.  Fig.  86a  shows  a  120-valt  generator  supplying  lamp  loads  over 
mains,  the  mains  having  a  reaiatance  of  0.3  ohm  each.  The  loads  are  aa 
follows:  6  gem  lights,  305  ohms  each;  10  tungsten  tamps,  290  ohms  each; 
and  4  tungstens,  150  ohms  eaob.     What  current  does  the  generator  deliver? 


87.  Fig.  87a  showa  a  115-volt  generator  supplying  lamp  loads.  Indi- 
cate the  currents  at  each  part  of  the  system,  and  the  voltage  at  the  various 
lamp  terminals.     What  is  the  voltage  at  ab? 
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.  A  resistance  of  50  ohms  is  connected  in  series  with  two  parallel  re- 
m  of  75  and  100  ohms.  Tliese  are  in  turn  connected  in  series  with  a 
group  of  three  parallel  resistances  of  120,  160  and  180  ohms.  What  is  the 
total  current  of  the  system  when  it  is  connected  across  100-volt  mains? 
How  much  current  does  each  resistance  take  and  what  is  the  voltjige  across 
each  resistance  T 
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80.  Fig.  89o  shows  a  drop  wire,  used  for  regulating  the  field  current  of 
a,  generator  from  zero  to  its  maximum  value.  The  total  resistance  of  the 
drop  wire  ab  is  12  ohms  and  that  of  the  field  is  30  ohms.  If  the  line  voltage 
is  120  volts,  what  current  does  the  generator  field  take  when  the  contact  z 
s  H  the  distance  from  a  to  b?     >S  the  distance?    Ji  the  distance? 
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i  amp.  Itom  llO-vott  mains,     Whst  ii 


What  ii 


.  A  gas-filled  lamp  takes 
its  rating  in  watts? 

01.  A   generator  delivers    1,670   amp.   at  600 
watt  rating? 

92.   The  reaistance  of  the  series  field  of  a  compound  generator  is  O.003 
ohm,    What  power  is  lost  in  this  field  when  the  generator  delivers  1,200  amp,? 

»3.  A  2,000-ftrap,  shunt  has  a  resistance  of  0.000025  ohm.     What  power 
is  lost  in  this  shunt  when  carrying  its  rated  current? 

M.  A  tungsten  lamp  having  a  hot  resistance  of  202  ohms  is  connected 
across  110  volt  mains.     What  is  its  watt  rating? 

86,  Four  street  car  heating  units,  each  having  a  reaiatance  of  5S  ohms, 
cs.     U  the  trolley  voltage  is  600  volts,  what  power  di> 


'  takes  75   amp.  at  220  vaiHa  and  delivers  20  hp. 


arc  connected  in 
the  heaters  take! 

96.  A  shunt  i 
What  is  its  efficiency? 

97.  A  generator  delivers  250  amp.  at  230  volts.  If  it  has  an  efficienrf 
of  92  per  cent.,  what  horsepower  engine  is  required  to  drive  it? 

98.  An  electroplating  bath  takes  80  amp.  at  20  volts  for  2.4  hours,  snd 
then  50  amp.  at  60  volts  fur  1.5  hours.  How  much  energy  is  eonsumed? 
At  4  cents  perkw,-hr,,  what  is  the  coat  of  the  required  enei^- under  the  abrivc 
conditions? 

99.  How  many  joules  are  supplied  to  a  25-watt  lamp  burning  4  houreT 
If  the  supply  voltage  is  110,  how  many  ampere-hours  are  delivered  to  the 

100.  Energy  costs  8  cents  per  kw.-hr.  Determine  the  cost  of  heating 
2  quarts  of  water  at  a  room  temperature  of  25°  C.  to  the  boiling  pami 
(100°  C).  Assume  that  the  efficiency  of  the  heater  is  80  percent.  (Walft 
weighs  8.35  lb.  per  gal.) 

101.  A  water-barrel  rheostat  contains  30  gal.  of  water.  How  long  miiBt 
45  amp.  at  220  volts  flow  before  the  temperature  of  the  wat«r  is  nJafd 
to  200°  F.  from  a  room  tcitiperatiiro  of  70°  F.?  (I  gal.  water  weighs  8.35 
II).  J     Assume  no  losses. 

103.  A  factory,  I  mile  from  a  power  station,  takes  a  maximum  current 
of  120  amp.  over  a  250,000  CM.  feeder.  If  the  station  voltage  is  main- 
tained constant  at  600  volts,  what  is  the  greatest  change  of  voltage  that 
occurs  at  the  factory  from  no  load  to  the  maximum  load?  What  is  llie 
efficiency  of  transmission  at  the  maximum  load  and  at  half  this  load? 


103,  An  electric  railway  is  fed  by  a  5-mile  trolley  line  of  0000  hard-drawn 
copper.     A  250,000  C.  M .  feeder  parallels  this  trolley  for  3  miles,  being  tapped 
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^very  half  mile  (Fig.  103a).  The  resistance  o(  the  ground  return  may  be 
considered  as  0.02  ohm  per  mile.  If  the  station  voltage  is  600,  what  is  the 
-voltage  at  the  oar  when  it  is  3>a  miles  from  the  Htation  and  is  taking 
110  amp.  What  is  the  voltage  at  the  end  of  the  Hue  at  this  time?  What 
is  the  efficiency  of  transmission? 

IH.  Fig.  104a  shows  two  loads,  one  of  500  amp.  }i  mile  from  the 
power  station,  and  another  of  200  amp.  1,000  ft.  farther  along.  A  1,000,000 
and  a  300,000  CM.  cable  are  in  parallel  to  the  first  load;  a  750,000  CM. 
runs  from  the  first  to  the  second  load.  The  voltage  at  the  200-ftmpere  load 
is  220voUs.     What  la  the  station  voltage  and  the  efficiency  of  ti 


Solve  the  following  problems  by  the  methods  outlined  in  Pars.  68  and 
Do  not  consult  the  wire  tables. 

106.  A  l,00O-ft.  length  of  200,000  CM.  cablesnppliesacertain  power  load. 
What  is  the  total  drop  in  the  cable  it  the  load  is  such  that  the  cable  operates 
at  the  norma/  densityf     What  is  the  power  loss  under  these  conditions? 

106.  If,  in  problem  105,  the  cable  operates  at  a  density  corresponding  to 
1,500  cir.  mils  per  amp.,  what  is  the  total  voltage  drop?  What  is  the  power 
loss  under  these  conditions? 

107.  A  200-amp.  load  is  to  be  supplied  from  the  fiOO-volt  bus-bars  of  a 
power  station  at  a  distance  of  0.5  mile.  The  voltage  drop  cannot  exceed 
10  per  cent,  of  the  station  voltage.  What  size  feeder  is  nccesaary,  and  what 
is  the  efficiency  of  transmission? 

108.  A  40-hp,  motor  is  to  be  supplied  with  power  at  a  distance  of  5(W  ft. 
from  230-volt  bus-bars.  The  voltage  drop  cannot  exceed  15  volta.  The 
motor  has  an  efficiency  of  90  per  cent.  IMiat  siiie  wire  in  neci-ssary  and  what 
In  the  efRcienny  of  transmission? 

QXJESTIONS  OH  CHAPTER  V 

1.  What  is  the  effect  upon  the  terminal  voltage  of  a  battery  of  applying 
a  load  to  its  terminals?  Explain.  Why  does  the  electromotive  force  of  a 
ceil  differ  from  the  terminal  voltaj^e?  Under  what  conditions  are  they 
the  same? 

2.  Is  it  possible  to  make  a  direct  measurement  of  the  internal  volt^e  of 
a  cell  when  it  is  delivering  current?  How  may  this  internal  voltage  be 
calculated  if  the  battery  resistance  be  known? 

3.  To  what  is  the  internal  resistance  of  a  battery  due? 
1b  this  resistance  a  constant  quantity? 

4.  If  the  electromotive  force  and  the  resistance  of  a  battery  be  known, 
how  may  the  current  ddivercti  tii  an  external  resistance  lie  ealnulated' 
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the  battery  becomes  short-circuited  what  cuTrent  does  it  deliver?    What 
becomes  of  the  energy  that  the  cell  develops  under  theee  conditione? 

5.  Under  what  cundition»  may  a  batter}-  be  made  to  receive  el«:tnc>l 
energy?  What  relation  docs  the  direction  of  current  flow  bear  to  its  dirM- 
tion  when  the  battery  deUvers  energy?  If  a  generator  has  a  voltage  equil 
to  that  of  the  battery,  what  effects  are  noted  when  the  generator  is  conneclBl 
to  the  battery,  terminals  of  Uke  polarity  being  connected  together?  WbM 
effect  is  noted  when  the  generator  voltage  is  raised  nhove  this  value?  Whit 
is  meant  by  the  battery  "floating?" 

6.  Before  current  can  be  sent  into  a  battery,  what  voltage  must  firstlffi 
applied?  Explain  why  the  voltage  in  excess  of  that  of  the  battery  alone  la 
effective  in  causing  the  flow  of  current.  What  is  a  ver>' common  iUustritiau 
of  a  battery  receiving  energy? 

7.  If  several  cells  are  connected  in  scries,  what  is  the  resultant  electro 
motive  force  of  the  combination?  What  is  the  resultant  resiatance  of  tin 
combination?  How  may  the  current  be  found  if  the  external  re^stancebr 
known? 

8.  Under  what  conditions  do  batteries  operate  most  satisfactorily  Id 
parallel?  What  is  the  electromotive  force  of  the  combination  under  the* 
conditions?  What  is  the  relation  between  the  external  current  and 
current  in  the  indiv^iual  cells?  What  is  the  relation  between  the  Utal 
battery  resistance  ai\d  the  resistances  of  the  individual  cells?  If  the  re 
ances  of  the  individual  cells  are  not  equal,  how  may  the  resistance  oi 
entire  battery  be  found?  What  relation  does  the  current  delivered  by  ewb 
cell  bear  to  the  resistance  of  the  cell?  What  relation  exists  among  the  IM- 
minal  voltages  of  individual  cells  connected  in  parallel? 

9.  What  is  a  series-parallel  grouping  of  cells?  What  is  the  voltage  of  lb^ 
entire  battery?  How  may  the  resistance  of  the  battery  be  found  if  lli" 
resistance  of  the  individual  cells  be  known?  How  may  the  current  in 
external  circuit  be  found  if  the  external  resistance,  the  electromotive  loni» 
and  resistances  of  the  individual  cells  and  their  arrangement  be  known? 

10.  In  general,  how  should  celto  be  grouped  to  obtain  the  best  economj' 
How  should  cells  be  arranged  to  obtain  the  maximum  power  output? 

11.  What  two  fundamental  principles  are  stated  in  Kirchoff's  laws?  If 
several  currents  meet  at  a  junction,  how  should  their  direction  of  flow  bf 
taken  into  account? 

12.  How  should  a  rise  in  potential  be  represented?  A  drop  in  potential? 
When  passing  from  a  —  to  a  +  terminal  of  a  battery,  what  should  be  the  sign 
of  the  potential  change  and  why?  When  passing  from  +  to  — ?  When  , 
passing  through  a  resistance  in  the  direction  of  the  current  does  a  rise  or  • 
drop  in  potential  occur?  What  then  should  be  the  proper  sign  to  use? 
When  passing  along  the  resistance  in  opposition  to  the  current  what  sign 
should  be  used?     Why? 

IS.  If  the  assumed  direction  of  a  current  in  a  network  is  in  error,  how  is 
this  fact  indicated  in  the  result? 
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I  PROBLEKIS  ON  CHAPTER  V  ^^^H 

09.  A  Le  Clanfihd  cell  has  an  open  circuit  voltage  of  1.4  volts.     When  th^^^^^B 
cell  delivers  fl  amp,  its  terminal  voltage  drops  to  1.3  voits.     What  is  the 
internal  resistance  of  the  cell? 

110.  A  starting  battery,  consisting  of  three  storage  cells  connected  in 
series,  has  an  open  circuit  voltage  of  6.4  volts.  When  delivering  90  amp., 
it,s  potential  drops  to5.0voits.  What  is  the  internal  resistance  of  the  battery 
and  of  each  cell? 

111.  A  gravity  cell  has  an  open  circuit  voltage  of  0.9  volt  and  an  internal 
resistance  of  0.3  ohm.  When  its  terminal  voltage  is  0.83  volt,  what  current 
is  it  delivering? 

112.  When  the  storage  battery  of  problem  llOissupplyingonly  thelight- 
ing  load  of  14  amp.,  what  is  its  terminal  voltage? 

113.  An  automobile  starting  battery,  when  being  charged, haa  an  electro- 
motive force  of  S.6  volts  and  an  interiLal  resistance  of  0.03  ohm.  What 
voltage  must  the  charging  generator  supply  to  the  battery  in  order  to  charge 
it  at  the  30- amp.  rate? 

114.  A  storage  battery  consists  of  65  cells  each  having  an  electromotive 
force  of  2.1  volts  and  a  resistance  of  0.002  ohtu.     What  current  will  it  take 
if  connected  across  120-volt  bus-bars?     What  power 
is    being   delivered  to  the  battery?     How  much   is 
stored  and  huw  much  is  lost  as  heat? 

116.  In  Fig.  U5a  are  shown  two  cells  connected  in 
series  ad  '      w  th     3  7    h  lance.     De- 
termine th      urr  nt  /  th    p           p       dp  developed   I 
in  each      II    th    p  w      P        d  P   d  1  d  by  each    ' 
cell,  the  p          It        a  h      II  th        ItngeKiandui  Ji-3.7-n. 
across     ach      U       d  th        Hag     \    a  ross  the  re-           pjg    ii.'ia. 
sistance      (If  a     11       abso  b    g         gy    the  power 
develop  d  is      g  t       ) 

lie.  Tw     Le  CI       h&      11  h  ha    ng  an  electromotive  force  of  1.35 

volts  and  t      al  res  ta  f  0  15    hm,  are  connected  in  series  and 

supply  t  to  a  lO-ohm  t  wi  Wliat  current  flows  in  the  wire 

and  what  is  the  terminal  voltage  of  the  battery? 

117.  A  station  battery,  consisting  of  5S  storage  cells,  all  in  series,  each  of 
"which  has  an  electromotive  force  of  2.2  volts  and  a  resistance  of  0.0006 

ohm,  supplies  current  to  a  load  having  a.  reaistaiice  of  5  ohms.     What  cur- 
rent does  the  battery  deliver? 

118.  If  the  battery  of  problem  117  were  accidentally  short-circuited,  what 
current  would  flow? 

119.  Each  of  five  dry  cells  has  an  electromotive  force  of  1.4  volts;  three 
have  an  internal  resistance  of  0.1  ohm  and  two  have  an  internal  resistance  of 
0.12ohm.     If  these  cells  are  all  connected  in  series  and  to  a  circuit  having  a 
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reBistanoe  of  12  ohms,  what  current  flows?     What  is  the  v 
cell? 

120.  Each  ijf  IWLi  starting  batteries  has  an  elpctromotive  force  of  6.5  volts; 
one  has  an  internal  reeietance  of  0.008  f>hm  and  the  other  a  resistance  of 
0.0 10  ohm.  What  is  the  equivalent  resistance  of  the  battery  consisting  of  the 
two  connected  in  parallel?  What  ia  the  terminal  voltage  of  the  combinsd 
battery  when  it  delivers  150  amp.?  How  does  this  current  divide  be- 
tween the  two  individual  batteries? 

131.  What  is  the  resistance  of  a  battery  obtained  by  connecting  all  the 
cells  of  problem  1 19  in  parallel?  When  a  resistance  of  0.8  ohm  is  connected 
across  the  terminals  of  this  battery,  what  current  flows?  What  is  the  ter- 
minal voltage  of  the  battery  and  how  much  current  does  each  cell 
deliver? 

132.  A  battery  conaista  of  four  storage  cells  all  connected  in  parallel. 
The  internal  resistances  of  these  cells  are  O.OOQ,  0.004,  0.003  and  0.0025  ohm 
respectively.  If  the  electromotive  force  of  each  is  2.2  volts,  what  cuirect 
does  the  battery  deliver  when  its  terminal  voltage  is  1.9  volts? 

133.  Twenty-four  dry  celb  are  arratxged  in  rowsofsix  in  series  and  the  four 
rows  in  parallel.  The  electromotive  force  of  each  cell  ia  1.4  volts  and  the 
resistance  of  each  is  0.1  ohm.  What  is  the  total  battery  voltage  and  what  ia 
its  total  resistance?  If  an  external  resistance  of  2.5  ohms  is  connectni 
aoroBB  its  terminals,  wliat  current  flows? 

124.  Arrange  the  cells  of  problem  123  so  that  the  maximum  amount  ot 
power  may  be  supplied  to  a  load  resistance  of  0.6  ohm.  Under  these  condi- 
tions how  much  power  ia  absorbed  by  the  resistance  and  how  much  is  lost 
in  the  battery? 

120.  A  certain  load  is  such  that  the  potential  ditTerence  at  its  terminaia 
must  not  be  leas  than  6  volt^.  Twelve  storage  cells,  each  having  an  elcetro- 
inolive  force  of  2.1  volts  and  a  reaistance  of  0.02  ohm,  are  available.  How 
should  these  be  connected  so  that  the  maximum  efliciency  is  obtained? 
When  the  load  requires  10  amp.,  what  is  the  battery  terminal  voltage? 
What  is  the  load  resistance?     What  m  the  battery  efficiency? 

136.  Arrange  the  cells  in  problem  125  so  that  the  maxinnim  amount  of 
current  will  he  delivered  to  the  load  reaistance.  What  is  the  efficiency  of  thi' 
battery  under  these  conditions? 

127.  A  telegraph  battery  consists  of  12  gravity  cells,  each  having  ui 
electromotive  force  of  0.9  volt  and  a  resistance  of  0.2  ohm.  How  should 
these  cells  be  connected  so  as  to  operate  most  satisfactorily  a  20-ohnl 
relay  over  a  50-ohm  circuit?  What  is  the  battery  efficiency  under  thetw 
conditions? 

128.  Two  batteries  A  and  B  (Fig.  12Sa),  having  electromotive  forces  of 
4  and  3  volta  and  resistances  of  1.2  and  1.0  ohm  respectively,  are  connected 
in  parallel,  positive  terminal  to  positive  terminal.  What  current  flows  ' 
through  a  2-ohm  resistance  connected  across  the  battery  (emiinals?  What 
is  the  battery  terminal  voltage  and  how  iriuch  current  does  each  battery 
deliver? 
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129.  Two  batteries,  having  electromotive  forces  of  6  and  5  volta  and  re- 
sistances of  1.0  »nd0.5  olima  respectively,  are  connected  in  parallel,  positive 
tenninal  to  positive  terminal  (Fig.  129ii).  These  two  supply  current 
through  a  1.0-ohra  resistance  to  charge  a  2-volt  battery  of  a  resistance  of  0.3 


Fig.   I2a<i. 


Fio.  129a. 


I   130  if  the  6-volt  l>attery  ii 


ohm ;  the  2-volt  battery  ia  so  connected  that  the  current  flows  in  at  its  posi- 
tive terminal.  What  is  the  charging  current  of  the  2-volt  battery?  What 
ia  its  tenninal  voltage? 

130.  Across  the  tenninala  of  a  12-voIt,  0.2-ohm  battery,  a  resistance  wire 
of  10  ohms  is  connected.  The  negative  terminal  of  a  B-volt  battery,  whose 
resistance  is  0.15-ohm,  is  connected  to  the 
negative  terminal  ot  the  12-volt  battery. 
The  positive  terminal  of  the  6-volt  battery 
is  connected  to  the  resistance  wire  at  a 
point-  H  its  length  from  the  negative  ter- 
miaals  (see  Fig.  130aJ.  Determine  the 
currents  and  the  terminal  voltages  of  each 
battery, 

ISl.  (a)  Determine  the  currents  and  the 
terminal  voltages  of  each  battery  in  probjen 
re  versed. 

(bj    At  what  point  mupt  the  contact  u,   Fig.  13()a,  be  placed  ugion  the 
resistance  wire  so  that  no  current  flows  in  the  6~volt  battery  circuit? 

1S2-  Two  Hub-stat.ions  A  and  B  feed  into  the  same  distributing  center. 
^J^S  voltage  at  the  bus-bars  of  station  A  is  maintained  C' 

Fio.  132a. 

and  that  at  station  B  ia  maintained  at  ^SO  volta.  Station  A  feeds  a  distance 
of  2,000  ft.  through  400,000  CM.  cable  and  station  B  a  distance  of  1,000  ft. 
through  350,000  CM.  cable  (see  Fig.  133q).  When  the  load  at  the  distrib- 
uting  center   is  500   amp.,   how  much   does   each  station  supply?     How 
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much  power  does  each  station  supply,  and  bow  much   is  received  ■tit 

distributing  center? 

133.  Fig.  ISSashonsadiatribution  system,     The  voltage  at  the  sub-stitimi 

A  is  maintained  constant  at  240  volts.     A  radial  feeder  extends  from  i  U 

each  of  the  distributing  centers  B,  C  and  D,  The  feeder  to  S  is  2,300  it 
long  and  2,000,000  CM.  equivalent;  that  to 
l,800tt.  longand  2,500,000  CM.  equivalent: th 
D  is  2,000  ft.  long  and  2,000,000  C.  M.  equivaleal  (pn 
every  case).  A  tie  line  1,100  ft.  long  aoiii 
500,000  CM.  connects  fi  and  C  and  another  aimilii 
line  connects  C  and  D.  At  B  is  a  load  of  100) 
amperes;  at  C  a  load  of  500  amperes;  and  al  U 
a  load  of  800  amperes.  Find  the  voltage  nteid 
or  the  distributing  centers  B,  C,  and  D. 


QUESTIOHS  ON  CHAPTER  VI 

1.  What  occurs  tf  two  copper  strips  be  immersed  in  a  dilute  sul] 
acid  solution  and  a  voltmeter  connected  between  thein?      I!  the  twoconf 
Strips  be  replaced  by  two  zinc  strips?     By  two  lead  strips?      Under  w 
conditions  may  a  voltage  between  the  strips  be  obtained? 

Would  a  voltage  exist  if  the  sulphuric  acid  were  replaced  by  some  othn 
type  of  solution?     Name  three  other  such  solutions? 

3.  What  is  meant  by  one  metal  being  electroo  hemic  ally  positive  to  another! 
If  metal  A  is  electrocheniically  positive  to  metal  B,  what  will  be  thedirec' 
tion  of  the  current  flow  between  them  within  the  cell?  What  will  be  the 
direction  of  the  current  flow  between  them  tirough  the  external  circuilt 

What  is  an  electrode?     What  is  the  cathode?     The  anode? 

3.  In  what  Form  is  the  energy  stored  within  the  cell?  What  changes  t«kt 
place  in  the  electrodes  when  the  cell  delivers  current?  Distiiiguisii  between 
a  primary  cell  and  a  secondary  cell, 

4.  What  are  the  four  requirements  for  a  satisfactory  primary  cell? 
6.  What  is  thenatureof  the  internal  resistance  of  a  cell?     Inwhatmai 

may  this  resistance  be  reduced?  In  what  way  does  increasing  the  ail 
the  elements  of  a  cell  increase  its  current  capacity?  Its  electromotive  force! 
6.  What  voltage  does  a  voltmeter  indicate  when  it  is  connected  to  the 
terminals  of  a  cell  which  is  open-circuited?  If  the  circuit  is  sud 
closed,  to  what  is  the  initial  voltage  drop  due?  To  what  is  the  i 
drop  over  this  initial  drop  due?  Explain  the  part  that  hydrogen  plays  ii 
polarization.     Describe  two  general  methods  of  reducing  polarization. 

7>  Describe  the  construction  of  the  Daniell  cell.  What  electrodss  ai 
what  electrolytes  are  used?  For  what  type  of  work  is  it  designed?  ffidt 
is  the  electromotive  force  of  this  cell? 

.  In  what  way  does  the  gravity  ceU  differ  from  the  Daniell  cell?    Which 
trode    requires    replacing?     What   occurs    with    the    other   electnJiteT 
at  is  the  cell  electromotive  force  and  for  what  type  of  work  is  the  g»vit» 
t)  des^ned? 
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9>  Deecribe  the  Edison-Lai  and  e  cell  Wliat  electrolyte  and  what  elnc- 
trodes  are  used?  In.  what  waj  does  its  electrolyte  differ  from  the  cells 
already  described?  What  la  the  chief  advantage  of  thia  type  of  cell? 
What  is  its  electromotive  force  and  what  is  its  terminal  voltage  when  da- 
livering  a  current? 

10.  What  materials  are  used  for  the  positive  and  for  the  negative  elec- 
trodes in  the  Le  Clanche  cell?  What  is  the  electrolyt*?  What  is  its  elec- 
tromotive force?  When  planning  to  use  the  cell  commercially,  what  voltage 
per  cell  should  be  allowed?  What  materials  are  introduced  in  the  cell  to 
reduce  polarization?  How  is  the  cell  renewed?  For  what  type  of  woric  is 
this  cell  best  suited? 

11.  What  is  the  function  of  a  Weston  cell  in  distinction  to  the  uses  made 
of  other  types  o(  cells?  In  practice  what  two  common  electrical  quantities 
are  most  easily  reproduced  and  maintained?  What  must  be  the  character- 
istics of  a  standard  cell?  How  is  the  Weston  cell  constructed  and  how  is  its 
permanency  insured?  In  what  way  does  the  saturated  cell  differ  from  the 
normal  cell?  Why  cannot  the  voltage  of  the  Weston  cell  be  measured  with 
an  ordinary  voltmeter? 

12.  In  what  way  does  a  dry  cell  resemble  a  common  type  of  wet  cell? 
Is  a  dry  cell  really  "dry?"  Of  what  is  the  positive  electrode  composed? 
The  negative?  What  is  the  electrolyte  and  how  is  it  placed  in  the  cell? 
What  materials  are  placed  between  the  carbon  and  the  zinc  and  what  are 
their  functions? 

15.  What  is  the  electromotive  force  of  a  dry  cell  when  new?  After  it  has 
stood  idle  for  some  time?  What  is  the  magnitude  of  the  internal  resistance 
when  new  and  is  it  subject  to  change?  How  does  the  polarization  effect 
compare  with  the  internal  resistance  effect?  How  much  current  should  a 
good  cell  dehver  upon  short  circuit?  What  is  the  terminal  voltage  when  a 
cell  delivers  current? 

14.  To  what  cause  is  the  cell's  becoming  exhausted  principally  due?  Can 
this  cell  be  temporarily  revived  by  any  means?  Name  some  of  the  commer- 
cial appUcations  of  dry  cells. 

16.  In  what  way  is  a  storage  cell  renewed  when  it  becomes  discharged? 
What  condition  concerning  the  inaterialB  of  the  cell  is  necessary  tor  proper 
functioning  of  the  cell?  What  two  general  types  of  storage  cells  are  in 
commercial  use? 

18.  Describe  a  very  elementary  experiment  which  illustrates  the  under- 
lying principle  of  the  lead  cell.  State  the  change  that  occurs  in  each  of  the 
lead  strips;  what  voltage  is  observed  to  exist  at  different  times  in  the 
experiment.  What  gases  are  evolved  and  from  which  plate  does  each 
emanate? 

17.  Even  although  both  of  its  plates  are  of  lead  show  that  the  existence 
of  an  emf.  in  a  lead  storage  cell  does  not  in  any  way  violate  the  principle 
governing  the  emf.  of  electric  cells  in  general.  When  the  cell  is  approach- 
ing discharge  what  change  in  the  materials  would  account  for  the  approach 
of  the  voltage  to  zero?  In  what  way  is  the  2.5  volts  per  cell  utilized  in  the 
proeesa  of  charging? 
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IB.  What  change  in  the  electrolyte  during  the  charge  and  the  discharge  of 
a  cell  is  shown,  by  the  chemical  equation?  Why  ie  a  cell  composed  of 
plain  lead  plates  not  useful  in  pm<!tice?  Give  two  reasons.  Deacribe 
briefly  the  Plants  process  and  describe  two  plates  that  are  formed  by  this 
process. 

IB.  Describe  the  Faure  or  pasted  process  for  making  battery  plalfv. 
What  are  the  advantages  and  the  disadvantages  of  pasted  plates  over  the 
Plants  platea?  What  commercial  conditions  demand  a  pasted  plate  and 
why?     How  does  the  life  of  a  pasted  plate  compare  with  that  of  a  Plant* 

20.  Describe  briefly  the  construction  of  the  "Irou-clad"  Ebude  cell  and 
it«  principal  use  in  practice. 

21.  What  are  the  two  genera!  claasea  into  which  st-oroge  batteries  may  b\> 
divided?  What  types  of  plate  are  best  suited  for  regulating  duty  and  for 
emergency  duty  in  stationary  batteries?     Why7 

32.  What  two  types  of  containing  tanics  are  uaetl  for  stationary  batteries? 
Under  what  conditions  is  each  used  and  why?  In  what  manner  should  tli« 
joints  and  seams  in  lead-lined  tanks  be  made  non-leakable?  How  are  thii 
plates  suspended  in  the  lead  tank?  What  factors  must  be  considered  in 
designing  and  installing  a  lead-lined  wooden  tank? 

S3.  What  three  types  of  separators  are  in  general  use?  Name  the  advsn- 
tagesand  thedisadvantageaof  each  type.  For  what  type  of  battery  is  each 
kind  commonly  used?  What  one  precaution  must  be  taken  in  handling 
wood  separators?     Why? 

24.  What  should  bo  the  specific  gravity  of  a  fully  chained  battery  having 
Plants  plates?  Pasted  plates?.  What  precaution  should  be  taken  in  dilul- 
ing  sulphuric  acid  for  storage  battery  use?  What  simple  device  is  usoi 
for  determining  specific  gravity?  How  is  this  device  adapted  for  use  with 
vehicle  and  portable  batteries? 

26.  What  change  takes  place  in  the  electrolyte  during  the  charging  period? 
What  is  the  effect  of  gassing  on  the  specific  gravity?  What  change  lakes 
place  in  the  specific  gravity  after  the  charging  has  ceased?  Kxplain.  Hon 
does  the  specific  gravity  of  the  electrolyte  change  durii^  discharge?  ffhal 
practical  use  is  made  of  these  changes  of  specific  gravity? 

26.  When  a  battery  is  received,  what  special  attention  should  be  given  to 
the  wiKid  separators?  In  what  manner  should  the  jars  be  installed?  Hu« 
should  the  plates  be  placed  in  position?  Why  is  an  initial  charge  necessary 
and  what  should  be  its  duration? 

27.  What  happens  to  the  active  material  in  a  cell  if  it  is  allowed  to  stand 
idle  over  long  periods?  In  what  way  may  injury  to  the  battery  from  thi^ 
cause  be  avoided?  If  it  is  desired  to  withdraw  a  battery  from  service  foru 
indefinite  period,  what  procedure  should  be  followed? 

28.  What  are  the  requirements  of  a  vehicle  battery  that  make  its  dcsiipi 
different  from  that  of  a  stationary  battery?  Wiuit  changes  are  raadeinlhf 
plates?  Separators?  Specific  gravity  of  the  electrolyte?  How  is  a  hat- 
tery  made  up?     In  what  way  does  a  vehicle  battery  differ  from  a  stationary 
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battery  in  the  manaer  of  shipment?     What  special  attention  should  he 
paid  to  the  electrolyte? 

89.  In  what  manner  is  the  rating  of  a,  storage  battery  expressed?  What 
IB  meant  by  the  8-hour  rate?  Can  as  many  ampere-hours  be  extracted 
from  a  cell  at  the  3-hour  ratp  aa  at  the  S-hour  rate?  To  what  is  this  differ- 
ence due?  If  a  cell  is  apparently  exhausted  after  disehai^ng  nt  the  3-hour 
rate,  would  it  be  possible  later  to  extract  any  further  current  from  it? 
What  can  be  said  of  the  overload  capacity  of  a  storage  battery? 

30.  What  two  general  methods  of  chai^ng  are  commonly  employed? 
In  each  method  atid  with  pasted  plates  what  value  of  current  should  be  em- 
ployed when  the  charging  commences?  Wlien  does  it  become  necessary  to 
reduce  this  current?  What  are  the  objections  l«  pronounced  gassing  in  a 
cell?  How  does  the  chaining  rate  with  Plants  piates  differ  from  that  with 
pasted  plates? 

31.  Name  a  very  common  example  o!  constant  current  method  of  chain- 
ing. What  care  should  he  taken  in  the  ccnnecting  Tip  of  the  hattery?  De- 
scribe a  simple  test  by  which  the  determination  of  the  i^<irrect  terminal 
polarity  may  be  aacertained. 

32.  What  is  the  one  great  advantage  of  the  vonstmit  potential  rate  of 
charging?    About  what  voltage  per  cell  ia  necessary  in  this  method? 

33.  When  a  battery  is  just  floating  on  a,  bus-bar  and  it  is  desired  to  charge 
it,  in  what  manner  may  the  necessary  excess  potential  for  charging  be  ob- 
tained? Does  the  generator  employed  supply  the  entire  energy  necessary 
for  charging? 

34.  What  change  occurs  in  the  electromotive  force  of  a  cell  during  the 
charging  period?  What  corresponding  changes  occur  in  the  terminal 
voltage?  To  what  is  the  discrepancy  between  the  cell  electromotive  force 
and  the  terminal  voltf^e  due?  Can  it  be  said  that  the  voltage  characteristic 
of  a  storage  battery  is  such  that  its  use  upon  lighting  circuits  is  practicable? 

35.  What  is  lost  by  a  lead  storage  battery  during  its  period  of  service? 
With  what  should  this  loss  be  replaced  except  in  rare  instances?  What  cir- 
oumatancBS  justify  the  addition  of  acid  to  a  cell?  What  care  should  be 
taken  in  the  selection  of  water  for  use  with  storage  batteries? 

36.  In  what  manner  can  the  freezing  of  the  electrolyte  in  a  storage  battery 
be  absolutely  prevented?  How  does  a  rise  of  temperature  affect  the  rating 
of  a  storage  battery? 

87.  Compare  roughly  the  kilowatts  per  pound  of  plate  for  a  given  cell  at 
different  discharge  rates.  Repeat  for  kiinwatta  per  pound  of  cell.  Compare 
the  above  factors  for  three  different  types  of  cell,  stating  tha  type  of  service 
for  which  each  type  is  beat  adapted. 

38.  Of  what  is  the  positive  plate,  the  negative  plate  and  the  electrolyte 
composed,  in  an  Edison  cell?  In  the  chemical  reaction  that  takes  place  both 
on  charge  and  on  discharge,  what  part  does  the  electrolyte  play?  How 
dues  its  specific  gravity  change  during  charge  and  discharge? 

39.  Describe  briefly  the  jnechamcal  construction  of  the  Edison  cell, 
stating  the  method  of  holding  the  plates  and  connecting  them  with  the 
binding  posts.     What   kind  of  a  tank  is  used  for  tiiis  cell?     What 
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the  advantage  of  this  type  of  constniction?  For  what  purpose  is  the  valve 
necessary  and  what  care  does  the  valve  require?  How  is  the  battery 
mounted? 

40.  In  what  way  does  the  normal  ratitig  of  an  Edison  cell  differ  from  thnt 
of  a  lead  cell?  What  is  the  voltage  per  cell?  Isit  possible  to  tell  accurately 
the  condition  of  charge  by  readings  of  either  voltage  or  of  specific  gravity! 
How  can  complete  charge  be  assured? 

41.  What  should  be  used  to  replace  evaporation  of  the  electrolyte?  Is 
any  greater  care  required  in  the  selection  of  water  for  the  Edison  battery 
than  for  the  lead  battery?     Explain. 

43.  State  the  advantages  of  the  Edison  battery  over  other  t3i>e3  of  storage 
batteries.  What  are  some  of  the  oomniercial  applications  of  the  battery  and 
what  factors  limit  the  applications  ot  the  battery?  Compare  the  weights 
per  kw.  with  similar  weights  for  the  lead  cell. 

43.  In  what  terms  is  the  efficiency  of  a  storage  battery  expressed?  Is 
the  ampere-hour  efficiency  a  true  indicator  of  efficiency? 

44.  State  the  reason  why  the  ratio  of  the  kilowatt-hours  of  discharge  at  the 
3-hour  rate  to  those  of  chaise  at  the  8-hour  rate  docs  not  give  tlie  true 
efficiency.  Give  some  of  the  factors  which  determine  the  efficiency  of  a 
battery, 

46.  What  is  the  order  of  magnitude  of  the  kilowatt-hour  efficiency  of 
a  lead  storage  battery?  The  ampere-hour?  Why  do  the  two  differ?  In 
what  manner  does  the  eyele  of  operation  of  a  storage  battery  affe«t  the 
efficiency  ? 

48.  What  is  the  approximate  kilowatt-hour  and  the  ampere-hour  efficienoj 
of  an  EkiisoD  battery  ? 

47.  State  some  of  the  factors  which  govern  the  selection  of  a  &ion& 
battery  tor  any  particular  purpose. 

48.  State  a  simple  method  of  producing  copper  plating  upon  a  oartion 
brush  such  as  is  used  with  generators.  Which  electrode  is  connected  to  the 
positive  terminal  of  the  supply  and  which  is  connected  to  the  negative  ter- 
minal? When  copper  is  used  in  connection  with  a  copper  sulphate  solution, 
is  there  any  marked  change  in  the  electrolyte?    Explain. 

49.  Can  copper  be  plated  from  a  solution  in  which  neither  terniinitl  li 
copper?  What  voltages  in  the  plating  bath  must  the  supply  voltage  over- 
come? How  are  these  voltages  reduced  to  a  minimum?  Is  electroplating 
considered  a  high  voltt^e  or  alow  voltage  process?  In  what  way  ate  plating 
baths  connected,  when  possible? 

60.  Show  how  the  gravity  cell  is  an  electroplating  bath  which  supplies 
its  own  electroplating  current. 

SI.  Describe  briefly  the  process  ot  electrotyping. 

PROBLEMS  ON  CHAPTER  VI 

134.  A  Daniel!  cell  has  an  electromotive  force  of  1.07  volts  and 
resistance  of  0.2  ohm.     («)  What  is  the  maximum  current  which  it  tuui 
deliver?  "  The  siae  of  the  cell  is  increased  in  such  a  manner  that  the  pl»W 
area  is  doubled,      (b)  What  is  the  new  electromotive  force?      (c)  What  i« 
the  approximate  maximum  current  that  the  cell  can  now 


\ 


QUE^T/OMti  AND  I'HOHLEMS 


VAr, 


1S6.  Two  gravity  cells  have  electrodes  of  the  aame  materialE  and 
solutions  of  the  same  kind,  concentration,  etc.,  but  one  cell  hiiH  each  linear 
[jitncnaion  twice  that  of  Che  other,  making  its  volume  eight  times  greater. 
The  two  cells  are  connected  with  terminals  of  like  polarity  together.  If  the 
electromotive  force  of  the  smaller  cell  is  1.0  volt  and  its  resistance  0.4  ohm, 
how  much  current  flows  between  the  two  cells?  Give  reasons  for  the  answer. 
If  the  plate  area  of  the  larger  cell  is  four  times  that  of  thesmaller,  what  will  be 
its  short-circuit  current,  approximately? 

136.  A  Lc  Clanohf  cell  has  an  electromotive  force  of  1.43  volts  on  open 
circuit..  A  load  of  2  amp.  is  suddenly  applied  and  the  terminal  volt^e 
drops  to  1.25  volts  almost  instantly.  After  a  lapHC  of  some  time  it  drops  to 
1.06  volts.  What  is  the  actual  internal  retiistance  of  the  cell  and  what  is  the 
"electromotive  force  of  polarization"?     What  is  the  total  apparent  cell 


137.  A  telegraph  relay  \\bs  b  resistanee  of  150  ohms  and  the  loop  resist- 
ance of  the  sending  circuit  is  1,600  ohrart.  The  relay  requires  50  milli- 
araperes  for  satisfactory  operation.  How  nany  gravity  cells,  each  haviiig 
an.  electromotive  force  of  1.09  volts  and  an  internal  resistance  of  0,4  ohm,  are 
required  at  the  sending  end?     How  should  they  be  connected? 

138.  A  railway  signal  circuit  consists  of  a  4-ohm  relay,  a  track  and  connect- 
ing resistance  of  3  ohms.  The  relay  requires  75  milliamperes  to  attract  its 
armature  aatisfaotorily.  Two  gravity  cells,  each  having  an  electromotive 
Force  of  1.05  volts  and  a  resistance  of  0.3  ohm,  are  used  to  operate  this  signal 
t^lay.     What  extra  resistance  in  series  with  the  battery  is  required? 

139.  A  certain  signal  motor  requires  4  amp.  at  10  volts  at  its.terrainals 
For  satisfactory  operation.  The  leads  from  the  battery  to  the  motor  have  a 
total  resistance  of  1.4  ohms.  How  many  Edison-Lalande  cells  would  be 
necessary  to  operate  this  system?     (See  Par.  87.) 

140.  Three  Le  Clanche  cells,  connected  in  series,  are  used  to  operate  a  door 
opener  whieh  has  a  resistance  of  1  ohm.  The  resistance  of  the  cunnect- 
ing  wires  is  about  0.5  ohm.  What  is  the  approximate  currant  taken  by 
the  door  opener?     (Sec  Par.  88.} 


141.  A  Weston  cell  having  an  electromotive  force  of  1.0183  voltais  con- 
nected to  a  potentiometer  wire  as  shown  in  Fig.  14I(i,  in  order  to  calibrate 
the  wire  AC.     Betw«n  A  and  B  is  a  resistance  of  0,915  ohm  and  lOcoila 
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having  a  resistance  of  5  ohms  each.  TFie  cell  has  a  resistance  of  180  ohms 
and  the  Ralvanometer  a  reaiatance  of  100  ohms.  When  the  ourrent  iiii^Cis 
0.021  amp.,  how  much  current  psBses  through  the  galvanometer? 

For  what  value  of  current  in  the  wire  AC  will  the  current  through  the  <x 
and  galvanometer  he  zero?  Under  these  conditions  what  will  be  the  voltngs 
acrosa  each  of  the  5-ohm  coils? 

143.  A  voltmeter  having  a  resLStance  of  1,000  ohma  is  used  in  an  attempt 
to  measure  the  electromotive  force  of  the  Weston  cell  in  problem  141. 
What  will  the  voltmeter  read?  Is  this  a  practicable  method  of  uaing  Ihe 
Weaton  cell  as  a  atandard? 

143.  The  ignition  system  on  an  automobile  requires  6  volts  for  wMV 
Factory  operation.  How  many  dry  cells  should  be  recommended  for  this 
purpose? 

144.  A  dry  cell  ahows  an  open-circuit  emf,  of  1.2  volts  and  a  short-circuit 
current  of  4  amp.  What  is  its  internal  resistance?  Wliat  does  this 
test  show  as  regards  Ihe  condition  of  this  cell? 

146.  A  certain  flashlight  has  a  3  candle-power  lamp  whose  efficiency  is 
1.2  watte  per  candle.  If  this  lamp  ia  operated  by  a  single  dry  cell,  in  fire' 
class  condition,  approximately  what  current  does  it  take  and  what  is  its 
voltage? 

146.  A  storage  cell  is  being  chargod  at  thp  normal  rate  as  indicated  by  at 
ammeter.  A  voltmeter  across  its  terminals  indicates  2,2  volts.  At  wh»l 
part  of  the  charging  period  ia  the  cell  operating  at  this  time?  (See  Fig. 
104.) 

147.  A  storage  cell  has  an  8-hour  rate  of  40  amp.  This  rate  is  c 
tained  constant  for  the  8  hours  of  charge.  During  this  period  the  vdtig" 
rises  according  to  the  curve  shown  in  Fig.  104.  How  many  ampere-hours 
are  delivered  to  the  cell?  How  many  watt-hours?  (Note:  Mark  sevewl 
equally  spaced  points  on  the  voltage  curve  and  take  their  average.] 

148.  If  the  cell  of  problem  147  discharges  at  the  8-hour  rate  and  lis 
age  follows  the  8-hour  discharge  curve  of  Fig.  104,  how  many  watt-houre 
are  discharged? 

140.  It  is  desired  to  dilute  a  quart  of  concentrated  sulphiiric  acid,  ap.p. 
=  1.84,  to  make  acid  having  a  specific  gravity  of  1.240.  How  muc?h  wst« 
is  needed  and  what  is  the  total  volume  of  acid  when  Ihe  solution  is  mixed? 
8late  the  procedure  that  should  be  followed  in  mixing  the  liquids. 

160.  A  gallon  of  water  weighs  8.3  lb.  How  much  will  5  gallons  of  batWry 
acid  (sp.  gr.   =  1.210)  weigh? 

161.  What  is  the  percentage  by  weight  of  acid  (sp,  gr,  =  l.S4)intheMiil 
solution  of  problem  150? 

16S.  The  hydrometer  in  a  pilot  cell  of  a  stationary  battery  indiealw  » 
specific  gravity  of  1.190.  How  many  more  hours  should  the  battery  I* 
left  charging  (Fig.  98)? 

163.  A  hydrometer  t^t  of  the  electrolyte  in  a  vehicle  cell  shows  tlie  apeciBc 
gravity  to  be  1. 185.  If  this  cell  is  one  of  an  electric  vehicle  battery  en|ta(«l 
in  propelling  a  vehicle,  how  near  complete  discharge  is  the  battery? 
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164.  A  battery  huving  a  aurmal  rating  of  40  amp.  at  the  S-butir  rate 
just  received  new.  How  many  ampere-hours  should  be  sent  through 
before  it  is  ready  for  active  service? 

16B.  The  average  charging  voltage  per  cell  in  problem  154  ia  2.3  volts. 
There  are  40  cells  in  aeries  and  a  0.5-ohm  reaistaneeinseriea  with  the  battery. 
At  5  cents  per  kw.-hr.,  what  is  the  enei^y  cost  of  getting  the  battery  ready 
for  service? 

166.  If  a  vehicle  battery  had  a  specific  gravity  of  1.200,  what  would  be  an 
estimate  of  its  condition  of  charge? 

167.  A  battery  is  charged  at  the  80-anip.  rate  for  6  hours.  How  many 
ampere-hours  has  it  absorbed?  If  the  ampere-hour  efficiency  is  95  per  cent., 
for  how  many  hours  can  it  discharge  60  amp.? 

165.  If  the  battery  of  problem  157i3of  the  pasted  plate  typo,  what  current 
will  it  discharge  at  the  3-hour  rate?  How  many  ampere-houra  doea  it 
discharge  at  this  rate?     (See  Par.  101.) 

169.  What  current  and  how  many  atiipcre-hours  will  the  battery  of  prub- 
k'lii  157  deliver  at  the  I-hour  rate? 

160.  A  battery  has  a  rating  of  320  ampere-hours.  At  what  value  of 
current  should  the  charging  be  started  if  the  plates  are  of  the  pasted  type? 
Of  the  Plants  type?     (See  Par.  101.) 

161.  It  ia  desired  to  charge  a  starting  battery  from  110-vo!t  d.c.  mains. 
The  battery  eonsists  of  three  cells  each  having  a  terminal  voltage  of  2.S  volts 
when  being  charged  at  the  normal  rate  of  12  amp.  How  much  resist- 
ance'mual  be  inaerted  in  series  with  this  battery?  What  percentage  of  the 
power  supplied  is  reaching  the  battery? 

163.  If  two  batteries  each  similar  to  that  of  problem  161  are  being  charged 
in  series  at  the  same  rate,  what  series  resistance  is  necessary?  What  per- 
centage of  the  power  supplied  reaches  the  batteries? 

163.  A  storage  battery  of  llScells  is  floating  on230-volt  bus-bars.  Ills 
desired  that  the  battery  begin  to  dischai^e  when  the  bus-bar  voltage  is 
exactly  230  volts.  On  charge  it  is  necessary  to  have  2,4  volta  per  cell. 
What  capacity  of  booster  is  required  if  the  normal  charging  current  is  60 
amp,  ?  How  much  power  is  delivered  to  the  battery  by  the  booster?  How 
much  is  supplied  directly  by  the  bus-bars? 

1B4.  If  the  booster  generator  of  problem  163  has  an  efficiency  of  78  per 
cent,  and  the  shunt  motor  which  drives  it  has  an  efficiency  of  80  per  cent,, 
what  power  does  the  booster  set  take  from  the  bua-bars? 

IBS.  A  storage  battery  of  50  cells  has  a  total  internal  resistance  of  0,5 
ohm  and  is  charged  from  llS-volt  d,e,  mains.  At  the  beginning  of  charge 
its  electromotive  force  is  1.8  volts  per  cell,  (a)  What  current  docs  it  take? 
After  charging  4  hours  the  electromotive  force  rises  to  2,0  volts  per  cell, 
(6)  What  current  doea  it  take  at  this  time?  (c)  What  must  be  the  electro- 
motive force  per  cell  when  the  battery  stops  taking  current?  What  method 
of  chancing  is  used  and  is  it  a  desirable  method? 

166.  The  specific  gravity  in  a  vehicle  battery  is  found  to  be  1.240.  Is 
there  any  possibility  gf  its  freezing  in  the  climate  <jf  the  United  States? 
tHvfl  reaeons, 
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167.  It  IB  desired  li>  [nstall  a  I  lO-cell  stationary  battery  having  a  capacity 
of  1,22  kw,  per  cell  at  the  4-hour  rate,  (a)  What  will  he  the  appron' 
mate  weight  of  the  plates  of  Ihis  battery?  (6)  Of  the  total  balterj"?  (See 
Par.  105.) 

16B.  What  will  be  the  weight  of  a  24^ell  vehicle  battery  composed  of 
"  jrun-clad"  cells,  this  battery  to  have  a  total  output  of  1.28  kw.  at  tli« 
g-hour  rate? 

166-  Approximately  how  many  Eldison  cells  would  he  required  for  s  24- 
volt  lighting  project? 

170.  It  is  desired  to  install  a  generator  to  chaise  a  60-cell  Edison  batUry. 
The  normal  chai^ng  rate  is  20  amp.  What  sise  generator  is  neceaeary 
(kilowatts,  amperes,  volts}?     (See  Fig.  lOS.) 

171.  What  will  be  the  weight  of  a  50-cell  Edison  batterj-  designed  lo 
deliver  15  kw.-hr.  at  the  8-hour  rate?     (See  Par.  108.) 

ITS.  What  will  be  the  weight  per  kilowatt  of  this  battery? 

1T8.  A  Ipjid  cell  is  charged  at  a  40-amp.  rate  for  10  hours  with  an  aver^ 
potential  difference  acro»s  its  terminals  of  2.3  vo1f«.  It  discharges  45 
amp.  for  8}^  hours  at  an  average  terminal  voltage  of  1.95  volts.  Whit 
is  its  ampero-hour  efficiency?     What  is  its  watt^hour  efficiency? 

174.  A  storaite  battery  in  its  dischan^ed  condition  is  charged  at  tlie  100- 
ttinp.  rate  at  an  average  voltage  of  250  volts  for  9  hours-  It  delivera  105 
amp.  at  an  average  terminal  voltage  of  220  volts  for  8  hours  before  il '« 
again  in  the  discharged  ^onditio□.     What  is  its  kilowatt^hour  efficienayT 

176.  An  Edison  battery  of  12  cells  m  charged  for  a  period  of  6  hours  at  the 
25-amp.  rate  and  the  average  terminal  voltage  per  cell  is  1.65  volte.  The 
battery  discharges  5  hours  at  the  28-amp.  rate  with  an.  average  termin*! 
voltage  of  1.2  volts.  What  is  its  ampere-hour  and  what  is  its  watt-hout 
efficiency? 

176.  One  amper&4io\ir  will  deposit  0.843  gram  of  copper  upon  the  cathode 
in  an  electroplating  bath.     If  the  voltage  across  a  plating  bath  is  12  volts 
and  the  current  is  12  amp.  and  the  current  is  allowed  to  flow  fur  6  houns, 
how  many  kilograms  of  copper  arc  deposited  and  how  many  kilowatt-boon   . 
are  utilized  in  the  process? 


QUESTIONS  OH  CHAPTER  VII 

1.  If  a  coil  carrying  a  current  be  placed  in  a  magnetic  held,  what  effect 
is  noticed?  Give  two  explaDati»na  of  this  effect.  Of  what  importann)  lA 
this  principle? 

3.  How  is  the  principle  of  the  moving  coil  adapted  to  measurmg  smsll 
currents  in  the  D'Arsonval  galvanometer?  How  is  the  coil  suapendedt 
How  is  the  current  led  in  and  out  ot  the  coil?  Why  is  a  soft-iron  core 
placed  between  the  poles? 

3.  Wliat  two  common  methods  are  used  to  read  the  galvanometer  de- 
Section?  What  is  meant  by  the  "damping''  of  u  gaivanumeter?  Hot 
may  this  damping  be  accomplished? 
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4-  How  may  a.  galvanometer  be  pnitenteil  from  excessive  currenl.a? 
ijketch  tbe  connections  of  two  types  of  slmnt.  What  are  the  advantages  of 
the  Ayrtan  shunt? 

6.  What  was  the  underlying  principle  of  the  early  types  of  electrical 
instruments?     Wliat  two  factors  caused  these  inatruments  to  be  iiia(;curate? 

6.  Show  that  the  movement  of  a  Weston  d.c.  instrument  is  an  evolution 
of  the  D'Araonva)  galvanometer.  How  is  the  moving  coil  pivoted?  How  is 
the  current  led  to  the  coil?  What  means  are  used  to  oppose  the  motion  of 
the  coil?  la  the  coil  damped?  Explain.  What  is  meant  by  a  "radial 
field"  and  what  effect  does  it  have  on  the  calibration  of  the  instrument  scale? 
Why  are  the  top  and  the  bottom  springs  coiled  in  opposite  directions?  Is  it 
possible  to  utilize  the  movement  of  a  Weston  instrument  as  a  galvanometer? 

7.  Of  what  order  of  magnitude  ia  the  current  that  will  give  full-scale 
deflection  in  a  Weston  instrument?  Is  it  possible  to  use  the  instrument  for 
measuring  current  in  excess  of  this  value?     Explain.  , 

6.  Describe  briefly  the  oonatruction  of  a  shunt.  Why  are  four  posts  or 
terminals  necessary?  Show  that  when  a  Weaton  instrument  is  used  in 
connection  with  a  shunt,  it  is  ai^ting  as  a  voltmeter. 

9.  What  law  does  the  current  follow  in  dividing  between  the  shunt  and 
the  instrument?  Why  should  the  resistance  of  the  shunt  and  the  resistance 
of  the  instrument  remain  constant?  What  errors  may  be  caused  by  the 
heating  of  the  shunt  or  of  the  instrument? 

10.  In  what  way  niay  an  instrument  he  made  tff  have  several  scales?  In 
general,  when  is  an  internal  shunt  used?     An  external  shunt? 

11.  Does  the  movement  of  a  voltmeter  differ  materially  from  that  of  aa 
ammeter?  In  what  important  respect  does  the  voltmeter  differ  from  the 
ammeter?  How  is  the  current  in  the  coil  of  a  voltmeter  limited  when  the 
voltmeter  is  connected  across  the  line? 

12.  Is  it  possible  for  a  voltmeter  to  have  more  than  une  scale?  Explain. 
What  is  meant  by  a  multiplier  or  extension  ooil? 

18.  In  what  manner  may  the  heating  effect  ot  an  electric  current  bo  utit- 
iKed  to  measure  the  value  of  the  current?  State  some  iif  the  advantages 
and  the  disadvantages  of  hot  wire  instruments. 

14.  Show  the  connections  that  are  used  In  measuring  resistance  with  a 
voltmeter  and  an  ammeter.  What. precaution  should  be  taken  in  connecting 
the  voltmeter?  What  special  type  of  voltmeter  contact  should  be  used  in 
measuring  very  low  resistances? 

IC.  Show  the  connections  that  can  be  used  in  measuring  resistance  by  a 
voltmeter  alone.  What  is  the  order  of  magnitude  of  resistances  that  can 
be  measured  by  this  method?  Whatspecial  type  of  voltmeter  is  of  ten  de- 
sirable for  this  work  and  why?  To  what  type  of  resistances  is  this  method 
especially  applicable? 

16.  Sketch  an  arrangement  of  four  resistances,  a  battery  and  a  galvanom- 
eter, whereby  one  of  the  resistances  may  be  measured.  How  is  the  condi- 
tion of  "balance"  in  the  bridge  detected?  Prove  the  law  of  proportionality 
that  exists  when  this  condition  of  balance  has  been  reached. 
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17.  What   two   typea   of  bridge  are  in  general  use?     Compare  thi'iii 
from   the  standpoint  of    ease  of  niaiiipulation;  plug-contact  resistance; 


18.  Give  briefly  the  procedure  which  should  be  followed  is  obtsjning  a 
balance  with  a  plug  bridge- 
IB.  In  what  way  does  the  siide  wire  bridge  resemble  the  Wheatstone 
bridge?     Compare  it  with  the  Wheatstone   bridge  from  the  standpoint  of 
simplicity  and  accuracy. 

SO.  Give  the  oonnectioiis  whereby  the  slide  wire  bridge  may  be  put  tt 
practical  use  in  locating  au  earth  fault  in  a  cable.  What  is  the  name  of  thi( 
method?  Explain  why  the  galvanometer  and  battery  do  not  occupy  the 
same  positions  in  the  slide  wire  bridge  of  Fig.  133  aa  they  do  in  Fig.  1SI 

31.  Sketch  the  connections  used  in  the  Varley  loop.  Upon  what  ai 
the  balance  obtained?  What  additional  factor  must  be  known  before  tbR 
position  of  the  fault  can  be  determined?  Was  it  necessary  to  knt 
factor  in  the  Murray  loop  teat?  Which  is  the  simpler  method?  Whit 
possible  sources  of  error  exist? 

32.  Why  is  it  desirable  in  practice  to  know  the  insulation  resistance  o( 
cables?  Why  is  the  voltmeter  method  not  always  practicable?  What  i» 
the  general  principle  of  the  method  described  in  Par.  124? 

38.  What  method  is  used  to  obtain  readable  deflections  of  the  galvs- 
nometer  under  all  conditions  of  circuit  resistance?  Why  is  it  desirable  to 
keep  the  0.1  megohm  in  circuit  continually  and  does  it  introduce  any  appre- 

34.  What  other  factor  besid< 
value  of  the  current  flowing  ii 
has  been  adopted  as  standard  ii 
resistance?    What  precautio 
cable  testing  apparatus? 

20.  Upon  what  standard  do  potentiometer  measurements  primarily  rest? 
Against  what  is  the  standard  cell  balanced?  What  care  as  regards  polarity 
must  be  observed  it  a  balance  is  to  be  obtained?  Why  is  a  "  nul "  method  th» 
only  one  which  will  give  satisfactory  results  when  a  standard  cell  is  ii»d? 

36.  Show  how  a  wire  may  be  calibrated  and  marked  in  volte,  after  th^ 
standard  ceU  balance  has  been  obtained.     Is  it  possible  to  measure  otbrr 
electromotive  forces  with  this  standardiaed  wire?     What  method  is  e 
ployed  in  such  measurements? 

27.   Does  the  Leeds  &  Northrup  potentiometer  whose  conneetinna  i 
shown  in  Fig.  138  differ  materially  from  the  simple  device  sketched  in  Fig. 
137?     What  minor  changes  are  necessary?     Where  are  the  one-tenth  voll 
divisions  located  and  how  are  they  utilized  when  obtaining  a  balance? 
are  the  smaller  decimal  divisions  obtained?     What  resistances  are  used  in 
each  of  these  units?     What  is  the  working  current  of  this  potentiometer! 

38.  What  provision  is  made  for  the  variations  in  the  voltages  among 
standard  cells?  What  protection  is  afforded  the  galvanometer  during  tht 
preliminary  adjustments? 


s  the  resistance  of  the  insulation  aflecta  the 
1  the  circuit?     What  time  ot  electrificntion 
1  commercial  measurements  of  insulation 
s  should  be  observed  in  the  installation 
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29.  What  is  the  maximuiu  voltage  measurable  with  this  poleatioiueter  i 
ulune?     By  what  means  can  voltages  in  excess  of  this  be  accurately  d 
sured?     Is  the  device  used  fur  incrtmstng  the  voltage  range  of  the  potenti' 
ometerinany  way  complicated?     What  ia  meant  by  a  "drop  wire"  and  htn 
may  it  be  used  to  vary  the  voltage  when  the  supply  ia  at  constant  voltage  t!l 

30,  Is  this  potentiometer,  as  a  voltage-measuring  device,  adapted  ti 
measuring  currents?  What  is  the  p-incpLe  underlying  the  measurement  o 
current?  What  is  a  standard  reaiHtance?  Why  does  it  have  four  posts?  ' 
In  what  unjta  of  resistance  are  standard  resistances  generally  manufactured? 
Why  is  it  desirable  that  their  temperature  remain  normal  and  what  means 
are  adopted  to  accompliah  tliis? 

31.  What  instruments  are  generally  used  in  measuring  the  xmwer  in  a 
direct  current  circuit?  Do  these  instruments  take  any  power  themselves? 
What  should  be  the  relative  positions  of  the  voltmeter  and  the  ammeter 
when  the  power  delivered  to  a  high  resistance  is  being  raeaaured?  When 
that  delivered  to  a  low  resistance  is  being  measured? 

33.  Describe  a  wattmeter.  In  what  way  do  the  fixed  and  moving  coils 
differ  in  construction?  In  their  manner  of  connection  to  the  circuit?  Why 
are  the  instrument  deflections  proportional  to  power?  What  care  ia 
neBessary  when  using  this  type  of  inatrument  with  direct  currents? 

93.  What  does  a  watthour  meter  measure?  Upon  what  familiar  electrical 
device  is  it  based?  From  what  source  are  its  field  coils  supplied?  Its 
armature?     To  what  is  the  torque  acting  upon  the  armature  proportional? 

34.  Why  is  a  retarding  device  necessary  and  what  must  be  the  law  of 
retardation?     Upon  what  principle  does  this  device  operate? 

86.  At  what  values  of  meter  load  does  friction  produce  the  greatest  error? 
Explain.     How  is  this  friction  error  practically  elimiaated? 

86.  What  methods  are  used  to  reduce  friction  in  a  watthour  meter? 
What  are  some  of  the  causes  of  a  meter  runningsiow?  How  is  the  recording 
dial  of  a  meter  actuated? 

37.  Why  is  it  uaually  very  important  that  a  watthour  itieter  register 
accurately?  What  load  and  measuring  devices  are  necessary  in  testing  a 
meter? 

SB.  What  is  the  fundamental  relation  between  the  revolutions  of  the  disc 
and  the  energy  registered  by  the  meter?  What  measurements  are  made  in 
checking  the  meter? 

39.  What  two  adjustments  are  made  to  change  the  meter  speed?  What 
is  the  effect  of  moving  the  magnets  nearer  the  center  of  the  disc?  Nearer 
the  periphery?     At  what  loads  is  this  adjustment  made? 

40.  What  adjustment  is  made  to  correct  the  meter  registration  at  light 
loads?  Wliy  is  this  adjustment  made  at  light  rather  than  at  heavy 
loads? 

41.  In  what  general  respect  does  a  three-wire  meter  differ  from  a  two-wire 
meter? 

43.  Describe  in  a  general  way  the  construction  of  a  meter  whichmakesthe 
meter  practically  astatic  and  therefore  enables  it  to  be  used  near  bus-bars 


pass  through 
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a  reaistance  from  yl  to  B  of  10,00 
ohms.     It  ia  used  to  ahunt  a,  gal- 
having  e 
2,(H)0  ohms.     When  the  shunt  ii 
set  at  the  O.OOl   point    (the  re- 
AC    =    10   ohms),    Ae- 
the  current  througt  the 
jTHilvaniimeter  when  1  milliampere 
flows  in  the  line. 

180.  If  the  Ijiie  contact  bs 
moved  to  the  0.01  point  at  D  (Fig. 
17Ga),  the  resistance  AD  being 
1(10  ohms,  determine  the  current 
through  the  galvanometer  when 
the  line  current  ia  1   milliampere. 

181.  Repeat  problem  ISO  when  tiie  line  contact  is  moved  to  B.  Compare 
this  result  with  those  of  problems  179  and  180,  If  the  shunt  were  removed 
what  current  would  now  pass  thmugli  the  galvanometer?  How  much  do« 
the  shunt  reduce  the  ultimate  sensitivity  of  the  galvanometer? 

182.  A  ^0-scale  niillj voltmeter  haa  a  resistance  of,  2  ohma.  It  is  desired 
that  it  measure  a  current  uf  75  anip,  at  full-suale  deflection.  What  should 
be  the  resistance  of  the  shunt  under  these  conditions?  How  much  current 
flows  through  the  instrument  and  eaii  it  be  negleeted  as  conipared  with  the 
current  in  the  shunt? 

183.  Find  the  resistances  uf  shunts  necessary  for  measuring  c 
ISO  amp.  and  500  amp.,  full-suale  deflection,  with  the  instrument  of  problem 
182. 

181.  An  instrument  faaa  a  resistance  of  25  ohms.  It  is  used  to  n 
current  of  SO  amp.  The  shunt  has  a  resistance  of  0.00075  ohm.  How 
much  current  passes  through  the  instrument?  Through  the  ehunt?  What 
is  the  rating  of  the  instrument  in  miUivolts? 

18S.  It  is  desired  to  measure  a  current  of  50  amp.  An  internal  ahunti 
5-acale  ammeter  alone  is  available.  This  instrument  has  a  resistance  uf  0.01 
ohm.     What  should  be  the  resistance  of  a  shunt  to  be  used  with  t 
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of  160  ohms.     What  shimld  be 
the  raiiKc  of  this  LiLstrutncnt  to  150 


186.  A  15-Bcalf  voltmeter 
the  reaistancp  uf  n  niultiplie 

187.  A  150-15-acaie  voltmeter  haa  a  total  reaiBtajtce  of  17,500  ohiUH. 
What  is  the  resistance  between  ita  15-volt  scale  binding  posts?  What 
niultjplicr  resistance  will  give  this  inetrunient  a  range  of  600  volta? 

188.  It  is  desired  to  measure  the  potential  difference  between  a  trolley 
and  ground.  A  40,000^h(n  and  a  10,000-ohni  reaiatanee  are  connected  in 
aeries  between  the  trolley  and  the  ground.  Across  the  10,000-olun  resistance 
a  50-scale  voltmeter  having  a  resistance  of  5,100  ohms  is  connected.  When 
this  instrument  reads  45  volts,  what  is  tlie  trolley  voltage? 

189.  What  multiplier  resiatance  would  have  been  necessary  in  problem 
183  to  have  obtained  the  aame  multiplying  power  for  the  voltmeter? 

190.  A  100-watt  lamp  when  connecter!  across  d.c.  mains  is  observed  to  take 
0.9  amp.  at  115  volta.     What  is  ita  hot  resistance? 

191.  When  the  armature  of  a  220-volt,  10-hp.  motor  Is  stationary,  a  current 
of  40  amp,  gives  a  voltage  drop  across  ita  terminala  oF  8  volta.  What  is 
the  resistance  of  the  armature? 

192.  The  current  in  problem  191  was  taken  from  d.e.  mains  whose  poten- 
tial difference  was  known  to  be  115  volta.  What  rcsialanoe  was  connected 
in  aeries  with  the  armature? 

193.  The  reaiatance  of  a  sample  of  copper  bus-bars  is  measured  by  the 
method  shown  in  Fig.  126.     When  the  ammeter  reads  140  amp.,  the  niilli- 


by  2ii 
ft.  (a)  What  is  the 
per  cm.  cube?  (c) 
Chap,  III.)    Res,  of 


voltmeter  reads  3.5  millivolts.     The  bua-bar 
tion  and  the  distance  between  voltmeter  contacts  ie 
resistance  of  the  sample?     (b)  What  is  its 
What   is   its   per  cent,  conductivity?     (See  Par, 
standard  copper  =  1.724  mfcrohm-oentimeters. 

194.  It  is  dpsired  to  obtain  the  resistance  of  a  70-lb.  rail,  A  current  of 
350  amp.  is  aent  through  the  rail  and  a  millivoltmeter  in  connected  between 
two  contact  pttinta  on  the  rail  spacerltift,  apart,  Thfimillivoltmeterreiuls 
5,1  millivoits.  What  is  the  re- 
sistance per  ft.  of  the  rail? 

19B.  A  300-scale  voltmeter  hav- 
ing a  reaistance  of  35,000  ohma 
is  connected  across  d.c.  mains 
and  indicates  226  volts.  It  ia 
then  connected  in  series  with  an 
unknown  reaistance  across  these 
aame  mains.  It  now  ifidicatea  48 
volts.  What  is  the  value  of  the 
unknown  ri 

106.  A  special  150-8cale  100,000-  ""'  '"'"'" 

ohm  voltmeter,  when  connected  aurosa  d.c.  maina,  reada  115  volls.  The 
iron  frame  of  a  generator  is  connected  to  one  wire  of  these  mains  and  the 
oopper  of  the  field  coil  is  connected  to  the  other  wire  through  the  voltmeter, 
asBhown  in  Fig,  106o,     Under  these  conditions  the  voltmeter  reads  8  volts. 
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Wliat  is  (he  resiatBDce  in  nieKnUma  uf  tlie  inHiilatiun  uf  Llie  field  circiut  t 
tKe  frame  of  the  machine? 

197.  In  a  Wheatatone  bridge  mcaaurement  the  unknown  r 
connected  between  one  end  at  the  arm  M  and  the  arm  P.  (See  Fig.  128,) 
When  a  bftlanec  is  obtained  M  =  10  ohma;  N=  1,000  ohms;  P  =  1.42(1 
ohma.     What  is  the  value  of  the  unknown  resistance? 

108.  A  resistance  whose  value  is  known  to  be  between  10  and  20  ohms  is 
connected  to  a  Wheatstone  bridge  as  shown  in  Fig.  128.  What  are  the  best 
values  of  M  and  N'  to  use?  If  the  unknown  resistance  is  16,72  ohms,  what 
will  P  read  when  a  balance  is  obtained? 

199.  An  unknown  resistance  is  measured  by  means  of  a  lOO-cm.  slide 
wire  bridge.  A  known  resistance  of  100  ohms  is  inserted  at  the  lUO-cm. 
end  of  the  bridge.  (See  Fig.  132.)  A  balance  Is  obtained  when  the  slider 
reads  32.4  cm.     What  is  the  value  of  the  unknown  ri 

300.  If  a  10-ohm  resistance  be  used  as  the  known  resistance  in  problem 
199,  what  will  be  the  reading  on  the  slide  wire  when  a  balance  is  obtainied? 

301.  Acable  l,200i't.  long,  wound  on  a  reel,  is  known  to  have  a  fault  in  its 
insulation.  It  is  immersed  in  a  tank  of  water  and  the  Murray  loop  teat  is 
used  to  locate  the  fault.  The  slide  wire  bridge,  100  cm,  long,  reads  1S.4 
cm.  when  the  balance  is  obtained.  What  is  the  distance  from  one  end  of  the 
cable  to  the  fault? 

202.  An  installed  two-conductor  cable  of  4/0  copper  is  3,200  ft,  long. 
Due  to  a  burn-out  both  conductors  are  short-circuited  and  grounded  at  tlis 
same  point.  To  locate  the  fault  asingle  OOconductor  of  another  cable  whiah 
parallels  the  faulty  one  is  looped  to  one  conductor  of  the  faulty  liable  at  the 

L 

^^^H         far  end,  as  shown  in  Fig.  202a.     The  perfect  conductor  is  connected  tO  tin '. 

^^H  low  reading  end  of  the  slide  wire  and  the  faulty  conductor  to  the  10O.«m.eiid. 

^^H  A  balance  is  obtained  at  89.4  cin.     How  far  out  on  the  faulty  conductor  is 

^^B  the  burn-out  located? 

'  a03.  In  a  Varley  loop  test  for  a  fault  in  a  1/0  conductor,  3,500  ft.  loDft 

this  conductor  is  looped  back  through  a  perfect  00  conductor.  The  rfttla 
arms  are  M  =  10  and  N  =  1,000  ohms.  (See  Fig.  134.)  A  balanM  !«■ 
obtained  when  P  =  585  ohms.  The  bridge  measurement  of  the  entire  kxfli 
shows  its  reaiatanee  to  be  0.70  obm.     How  far  out  is  the  fault? 

204.  One  conductor  in  a  cable  containing'  two  No.  14  wires  ti  and  ^  ■ 
each  8,000  ft.  long,  is  known  to  be  grounded.     The  two  are  loope<l  nt  Ikt 
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far  end  and  the  Varley  loop  test  made.  P  is  connected  inaeries  with  con- 
ductor a.  The  two  arms  M  and  N  (Fig.  1S4)  are  each  set  at  100  ohms.  A 
balance  cannot  be  obtained  with  F,  as  the  galvanometer  is  found  to  deflect 
the  same  way  with  P  =  H  and  P  =  = .  P  is  then  shifted  over  in  series 
with  b,  the  other  conductor,  and  a  balance  obtuned  when  P  =  12.6  obms. 
In  which  conductor  ia  the  fault  and  how  far  is  it  from  the  home  end  of  the 
cable? 

200.  In  an  insulation  test  of  a  cable  the  connections  are  made  as  in  Fig. 
135.  When  the  cable  ia  short-circuited  and  the  Ayrton  shunt  is  set  at  0.0001, 
the  galvanometer  deflects  12.8  cm.  The  short  circuit  is  then  removed, 
putting  the  cable  in  circuit,  and  the  galvanometer  deflects  19.8  cm.  with  the 
shunt  set  at  1.0  after  the  cable  has  heen  charged  for  1  minute.  What  ia 
the  insulation  resistance  of  the  cable? 

206.  The  cable  in  problem  205  is  1,100  ft.  long.  What  is  its  inaulation 
resistance  in  megohms  per  mile? 

207.  It  is  desired  to  measure  the  terminal  voltage  of  a  storage  battery  by 
means  of  a  standard  cell.  The  ratio  and  rheostat  arms  of  a  Wheatstone 
bridge  (Fig,  3Q7(i)  are  connected  across  the  terminals  of  the  storage  battery 
and  a  standard  cell  having  an  electromotive  force  of  1.0176  volta  is  connected 
across  a  1,000-ohm  coil.  The  galvanometer  in  the  standard  cell  circuit  stands 
at  zero  when  1,050  additional  ohms  are  unplugged  in  P.  What  is  the  tei^ 
minal  voltage  of  the  atorago  battery? 


P^S^      ft:!:! 
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308.  The  storage  battery  of  problem  207  is  of  audi  comparatively  large 
capacity  that  its  electromotive  force  and  terminal  voltage  are  sensibly 
the  same  when  delivering  the  small  current  required  by  the  resistance  of 
2,050  ohms.  To  measure  the  electromotive  force  of  another  cell  which  is 
not  capable  of  delivering  any  appreciable  current,  its  negative  terminal  is 
connected  to  the  point  a  and  its  positive  terminal  to  the  point  b  through  a 
key  and  galvanometer  (Fig,  307a).  P  is  then  adjusted  until  this  galvanometer 
reads  zero.  P  ia  then  read  and  found  to  be  890  ohms.  What  is  the  electro- 
motive force  of  this  cell? 

209.  It  is  desired  to  calibrate  a  voltmeter  at  the  115-volt  point.  No 
potentiometer  ia  available.  The  voltmeter  is  connected  in  parallel  with  the 
arms  of  a  bridge  bon  (Fig.  209o)  and  115  volts  is  impressed  upon  this 
circuit.  A  standard  cell,  which  is  known  to  have  an  electromotive  force  of 
1,0180  volts,  is  connected  across  the  two  ratio  nnhs  in  series  with  a  key  and 
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gfivaaomehet,  tbe  proper  pol»Htyl'>eiDguht«erv«dM>d2fi<ilua«w 
in  Iheae  two  anoH.  The  galvuiruneter  reads  leru  with  the  kc^'  depreaeed  whn  1 
2,266  uhma  are  unplugged  in  /'.  What  currcctiou  should  l>e  applied  to  liie  I 
voltmeter  st  this  poiutT 

SU.  The  power  to  a  25-watt  tungeten  lamp  is  being  measucvd  with  a  volt-  I 
meter  uid  aa  anuncter.     The  voltmeter,  which  btm  a  resistance  of  12,000  J 
ohms,  is  connected  directly  acroas  the  lamp  terminals.     When  the  ammrter  I 
reads  0.23  amp.   the  roltmeler  reads  117  volls.     WbaX  is  the  tnie  powrr 
taken  by  the  lamp?     What  per  i^ai.  error  is  introduced  if  the  imitiunii 
power  l>e  neglected? 

Sll.  in  measuring  the  power  taken  by  a  low  resistuice  iheoslat,  an  a 
meter  having  a  resistance  of  Q.00D8  ohm  and  a  voltmeter  having  a  reaiBtaiKCif 
120  ohma  are  used.  When  the  ammeter  nsds  70  amp.  the  voltmeter, 
which  is  connected  directly  acruea  the  reaistaDCC,  reads 2.1  volta.  Wbalit 
the  true  value  of  the  resistance?  What  per  cent,  error  is  introduced  hj 
U»e  voltmeter  current?  What  error  is  introduced  by  connecting  the  volt- 
meter outside  the  ammeter? 

SIS.  In  a  test  of  a  direct  current  watthour  meter  the  average  voltmetet 
reading  is  1 18  volt«  and  the  average  ammeter  reading  is  21.4  amp.  Thir^ 
revolutions  are  counted  and  the  time  is  found  lo  be  42.6  seconds.  If  tht 
meter  constant  is  1.0,  what  is  the  per  cent,  accuracy  of  the  meter  al  this  load? 
What  adjustment  ^ould  be  made  to  bring  it  nearer  the  correct  registnlioo' 

SU.  The  meter  load  (problem  212)  is  dropped  to  I.O  amp.  but  tbc 
voltage  is  still  118  volts.  Il  takes  62.6  seconds  tor  the  disc  Ijj  make  t( 
revolutions.  What  is  the  per  cent,  accuracy  of  the  meter  at  this  poini? 
What  adjustment  should  be  ma.de  in  order  to  brin£  il  nearer  the  corml 
n^islration? 


SU.  In  order  to  make  a  laboratory  test  of  a  2.000-amp.,  220-vall, 
c  watthour  meter,  of  the   type  shown  in  Pig.  147,  its  current  coiUare 
supplied   with   current   from   a    4-volt   storage   battery  and  its  aimfttoto 
which  has  a  rpsistance  of  2.200  ohma,  is  connec 
leqbown  in  Fig.  214a.     .4  calibrated  voltmeter  is  connected  in; 


Its  aimaniR'     ■ 
i  the  220-TQlt 
«dinparBlW     J 
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with  the  armature  circuit  and  an  eKtemal  shunt  ammeter  is  connected  in 
seriea  with  the  current  tflrminals  of  the  meter.  The  meter  constant  is  160. 
The  corrected  voltmeter  reading  is  232  voUs  and  the  ammeter  reads  1,980 
amp.  The  meter  makes  40  revolutions  in  45,8  seconda.  What  is  the 
per  cent,  accuracy  of  the  meter  at  this  load  ?  How  much  power  is  required 
for  this  teat?  How  much  power  would  he  required  if  the  meter  current  were 
supplied  at  232  volts? 

QUESTIONS  ON  CHAPTER  Vm 

1.  In  what  way  does  the  magnetic  circuit  resemble  the  electric  circuit? 
In  what  two  ways  do  they  differ  from  each  other?  Why  cannot  magnetic 
flux  i>e  readily  confined  to  definite  paths?  In  a  general  way  how  dues  the 
precision  obtainable  in  magnetic  calculations  compare  with  that  obtainable 
in  electrical  calaiilations? 

2.  Are  ampere-tums  dependent  on  current  alone?  Ou  turns  alone? 
What  is  the  numerical  relation  between  magnetomotive  force  and  ampere- 
turns?  To  what  quantity  in  the  electrio  circuit  does  magnetomotive  force 
correspond  ? 

Wliat  ia  reluctance  and  to  what  does  it  oorrespond  in  the  electric  circuit? 
What  is  the  basic  unit  of  reluctance?  How  is  permeance  related  to  reluc- 
tance and  to  conductance? 

What  IB  meant  by  permeability? 

To  what  quantity  in  the  electric  circuit  does  magnetic  flux  correspond? 

3.  How  is  the  reluctance  of  a  magnetic  path  related  ia  its  length?  To 
its  cross-section?  To  its  permeability?  How  are  reluctances  in  series 
combined?     In  parallel? 

4.  Wliy  ia  it  usually  necessary  to  represent  the  relation  between  magnet- 
izing force  and  flux,  in  iron  and  steel,  by  curves?  What  general  shape  does 
the  lower  part  of  such  curves  have?  The  upper  part?  What  is  meant  by 
saturation?  How  may  a  permeability  ourve  be  obtained  from  a  H-H  curve? 
How  does  the  variation  of  permeability  compare  with  such  variation  of 
electric  resistance  as  is  due  to  heating? 

6.  State  the  simple  law  governing  the  relation  between  flux,  mmf.  and 
reluctance.     To  what  law  in  the  electric  circuit  does  this  law  correspond? 

6.  Why  is  a  method  of  trial  and  error  sometimes  necessary  in  solving 
magnetic  problems? 

7.  Upon  what  three  factors  ia  the  magnetomotive  force  acting  upon  a 
circuit  dependent?  How  may  the  0.4ir  be  eliminated  from  computations 
in  centimeter  units?  In  inch  units?  How  are  magnetization  curves  plotted 
in  order  to  reduce  computations  to  the  simplest  basis? 

8.  H  the  excitation  acting  upon  a  sample  of  Iron  be  increased  from  lero 
to  some  definite  value  and  then  decreased  again  to  sero,  does  the  magnetic 
flux  return  along  the  same  path?     If  the  excitation  be  decreased  to  zero, 

.  joes  the  magnetic  flux  return  to  zero?  How  may  the  magnetic  flux  be 
brought  back  to  zero?  What  ia  a  cycle?  A  hysteresis  loop?  Remanenee? 
[fgbfOTive  force?     What  does  hysteresis  represent  in  terms  of  energy? 
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9.  How  is  lihe  hyateresia  loss  related  to  the  loop  area?  How  b 
loBa  be  calculated  under  practical  conditions?  How  ia  the  loss  n 
the  maximuni  flux  density?     What  is  the  Steinmetz  Law? 

10.  How  is  the  geometrical  position  of  the  liueg  of  induction  related  to  tic 
current  in  a  circuit?  Docs  this  relation  suggest  the  term  "linkages?" 
How  may  these  link^es  be  calculated?  What  relation  does  induolanw 
bear  to  the  total  linkages? 

11.  Is  it  possible  to  produce  an  electromotive  force  in  a  circuit  which  ie 
insulated  from  evers^hing  else?  How,  in  a  general  way,  ia  this  electro- 
motive force  produced? 

If  an  induced  current  is  allowed  to  flow  in  a  coil,  what  reaction  will  exist 
between  this  current  and  the  inducing  agent?  If  the  inducing  a^entu 
for  example,  a  bar  magnet,  be  withdrawn  from  a  coil,  will  the  induced  eleotm- 
motive  force  have  the  same  direction  as  when  the  bar  magnet  was  infleft«l 
in  the  coil?  What  reaction  will  be  produced  between  the  induced  current 
and  the  inducing  agent? 

12.  Upon  what  two  factors  does  induced  electromotive  force  depend! 
Is  it  possible  to  deterniine  the  value  of  this  electromotive  force  in  volte  if 
these  factors  are  known? 

What  is  Lenz'H  Law? 

13.  If  the  flux  linking  a  coil  be  made  to  change  by  altering  the  value  of 
the  current  in  the  coil  itself,  show  that  an  electromotive  force  is  indueed- 
What  is  the  relation  of  this  electromotive  force  to  the  direction  of  the  current 
flowing  in  the  coil?  How  does  this  relation  affect  the  rapidity  with  w 
the  current  builds  up  to  its  Ohm's  Law  value? 

14.  What  is  the  "time  constant"  of  a  circuit  and  by  what  two  quantitia 
may  it  be  expressed?  In  a  general  way,  what  does  it  indicate  as  refSids 
the  circuit?  Does  the  time  lag  of  current  in  a  circuit  have  any  practirsl 
importance? 

IB.  If  an  inductive  circuit  carrying  a  current  he  short-circuited,  whyiiota 
not  the  current  die  out  immediately?  To  what  ia  this  tendency  of  the  eu^ 
rent  to  persist  due? 

What  is  the  nature  of  inductance  as  regards  its  effect  upon  circuit  chongraT 
To  what  mechanical  property  does  it  correspond? 

How  does  the  effect  of  inductance  manifest  itself  when  the  current  ol 
circuit  is  interrupted?     How  caji  it  be  shown  that  this  condition  ia  ;i 
produced  by  the  current  alone?     To  what  is  this  arc  due?     Under  what  ewi- 
ditionB  in  practice  may  it  become  a  menace?     How  may  this  menace  be 
partially  or  wholly  removed? 

What  personal  dangers  exist  in  opening  inductive  circuits? 

16.  Upon  what  three  factors  does  the  electromotive  force  of  self  ii 
depend? 

Does  the  establishment  of  a  magnetic  flux  require  an  expenditure  of 
energy?  Is  energy  expended  in  maintaining  this  flux  after  it  ia  once  eatsb- 
lished?  What  becomes  of  the  power  required  by  electromagnet  field  fwlaT 
Cite  instances  where  electomagnetic  energy  manifests  itself. 

]b  it  poseible  to  calculate  this  energy?    Upon  what  two  factora  does  it 
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depend?     How  may  Ibe  energy  of  generator  fields  be  very  materially  re- 
duced, before  opening  the  circuit? 

17.  How  does  the  gaa-Ughting  spark  coiL  utilize  the  electromotive  forue  of 
self  induction  in  its  operation?  How  is  it  connected  in  the  circuit?  Show 
that  the  spark  coil  can  be  considered  as  a  reservoir  in  which  magnetic  energy 
is  stored  and  later  liberated.     Explain  why  the  coil  produces  a  hot  spark. 

18.  la  it  possible  for  a  magnetic  fiux  produced  by  one  coil  to  induce  an 
electromotive  force  in  another  coil  from  which  the  first  ia  insulated?  Does 
this  in  any  way  correspond  to  the  production  of  electromotive  force  by  the 
insertion  of  a  bar  niagnet  in  the  second  coil?  What  is  the  relation  of  the 
direction  of  the  induced  voltage  in  the  secondary  when  the  primary  circuit 
ie  closed  to  its  direction  when  the  primary  circuit  is  opened?  Upon  what 
three  factors  does  this  electromotive  fprce  depend? 

10.  Is  it  possible  for  all  the  flux  produced  by  one  coil  to  link  another? 
What  is  the  definition  of  the  "coefficient  of  coupling"  of  two  eircuita? 

How  is  mutual  induetanee  defined?  How  may  it  bo  utilised  to  determine 
the  induced  voltage? 

How  may  the  mutual  inductance  of  two  circuits  be  materially  increased? 

20.  Explain  how  the  action  of  the  induction  coil  depends  upon  mutual 
induction?  How  ia  the  primary  current  interrupted  and  why  is  it  necesaary 
that  this  current  be  interrupted? 

21.  Upon  what  two  factors  does  the  pull  between  magnetized  surfaces 
depend?     How  does  this  pull  vary  with  the  flux  density? 

PROBLEMS  OH  CHAPTER  VHI 
216.  A  uertaiu  electromagnet  has  two  exciting  coils,  each  of  which  has 
2,200  turns,  (a)  When  these  two  coils  are  connected  in  series,  what  is  the 
total  number  of  ampere-turns  acting  on  the  magnet  if  3  amp.  are  supphed 
from  the  line?  (6)  If  theooiisare  connected  in  parallel  and  the  total  current 
supplied  is  3  amp.,  what  is  the  number  of  BJnpere-tums? 

216.  If  one  of  the  ooils  in  problem  215  has  a  resistance  of  80  ohms  and  the 
othera  resistance  of  60  ohms,  what  is  the  line  voltage  in  (o}?  What  is  the 
line  voltage  in  (6)  and  what  are  the  ampere- 
turns  per  coil  and  the  total  ampere-turns? 

217.  A  certain  exciting  coil  has  1,400  turns 
and  has  a  resistance  of  160  ohms.  What  are 
the  ampere-turns  when  this  coil  ia  connected  I 
across  120-volt  mains?  Another  coil  in  every 
way  similar  to  this  one  is  placed  on  the  «ame 
magnetic  circuit  and  connected  in  series  with 
it  across  the  same  120-volt  mains.  What  am-  ^-^^^  2\<ia. 
pere-tums  now  act  on  the  magnetic  circuit? 

218.  What  is  the  magnetomotive  force  in  gilberts  in  problem  215  (n)  and 
(6)?     In  problem  217? 

219.  In  a  certain  iron-clad  solenoid,  Fig.  219(t,  the  reluctance  of  the  yoke 
is  negligible  compared  with  that  of  the  plunger.  When  the  piunger  is 
iiuerted  the  tinea  of  induction  passing  through  the  central  core  are  observed 
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^^B   to  inoreue  from  350 

^^^H   at.  this  flux  denaity? 

^^H       S20.  A  Bteel  field  core  of  a 

^^H   netic  flux  of  1,280,000  lines. 

^^^B   and  per  Bq.  cm.? 

^^^^H         231.  A  magnet  plunger,  of  circular  crosa-Bection  and  1.5 

^^V    onrries  a  flux  of  200,000  lines.     What  ia  the  dux  density  in  lii 

^^^      and  per  sq.  cm.? 
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52,000.     What  ia  the  permeability  of  the 


lynamo  ia  4  in.  in  diameter  ai 
What  is  the  flux  density  h 
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1.  diameter, 
1  per  aq.  in. 


133.  The  Aeld  core  of  it  dynam  i  lb  )  in   lotig  and  4  in.  in  diameter. 
I    80,000  iinra   per  sq   m   it  has  a   permeabiht\  of   TOO.     What   is   the 
luctance  between  opposite  ends  of  this  field  core  at  this  flux  density? 

323.  The  two  iron  pole  piece?  oi  an  electromagnet  are  6  in.  in  diameter 
!lnd  are  spaced  >S  in  apart  formina  tli«  air  Bap  What  is  the  reluctanpp 
of  this  gap?     Neglect  fringinR 


^^^1       each  hj 
^^V       biiity  a 


834.  If  the  iron  pole  piece8.of  problem  223  are  cyliDdrical  and  have  vcial 
lengths  of  1  in.,  what  is  their  relutitance  if  their  permeability  ia  1.2(KIT 

22S.  Fig.  225a  shows  three  portions  of  a  magnetic  circuit.  CompuU 
the  reluctance  of  each  portion  and  the-total  reluctance  of  the  combinatioD. 
Each  portion  is  circular  in  cross-section. 

S36.  Compute  the  reluctance  of  the  magnetic  circuit  shown  ii    ~' 

237.  Fig.  227a   shows   a   magnetic   circuit   composed   of  twi 
hich  are  similar  and  which  are  in  parallel.     Compute  the  rt 
each  half  and  the  total  reluctance  of  the  circuit.     The  iron  has  e,  permea- 
bility of  600  throughout, 
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SaS.  Two  KciilB,  eiMih  having  1,600  turns,  are  placed  on  tlie  magnetic  c 
cuit  shown  In  Fig.  22Sa,  and  are  connected  in  series  in  such  u  way  that  they 
act  in  conjunction.     What  is  the  magnetomotive  force  acting  on  the  circuit 
when  1  amp.  flows  in  each  coil?     What  is  the  resulting  flux?     What  is  the 
flux  density  in  the  gap,  in  lines  per  eq.  ciu.? 

239.  If  a  field  coil  of  1,000  turns  is  placed  upon  the  central  core  of  the  mag- 
netic circuit  shown  in  Fig,  227a,  and  5  amp.  are  sent  through  the  coil, 
what  is  the  resulting  magnetomotive  force?  Wliat  are  the  total  flux  and  the 
gap  density  in  lines  per  sq.  in.? 


230.  An  anchor  ring  is  shown  in  Fig.  230a.  Det^miine  its  reluctance 
when  the  permeability  of  the  iron  is  800,  What  is  the  magnetomotive 
force  if  there  are  200  turns  wound  on  this  ring  and  1.5  amp.  are  sent 
through  the  winding?     What  are  the  flux  and  the  flux  density? 

231.  k  gap  1  ram.  long  is  cut  in  the  anchor  ring  (Fig.  230o).  The  cor- 
responding reduction  of  flus  density  in  the  iron  increases  its  permeability 
to  1,000,  Determine  the  magnetomotive  force,  the  reluctance,  the  flux 
and  the  flux  density. 

232.  Assume  that  the  ring,  Fig.  230a,  is  made  of  cast  steel  whose  mag> 
netization  and  permeability  curves  are  shown  in  Figs.  151  and  152  respec- 
tively. Determine  the  flux  and  the  flux  density  in  the  steel  and  air  gap 
when  1  amp,  flows  in  the  winding  of  200  turns,  (Use  the  trial  and  error 
method  of  Par.  138.) 

233.  Repeat  problem  231,  assuming  the  ring  is  made  of  cast  iron  and  that 
1  amp.  flows  in  the  winding. 

2S4.  Determine  the  ampere-turns  nec«ssary  to  send  a  total  flux  of  6,000 
lines  through  the  ring  and  the  air  gap  of  problem  233. 

33B.  Assuming  that  the  m^net  of  Fig.  227a  is  made  of  cast  steel  whose 
permeability  curve  is  shown  in  Fig.  152,  determine  the  number  of  ampere- 
turns  on  the  central  core  necessary  to  send  a  flux  of  400,000  lines  through 
.       each  gap.     Neglect  fringing  and  leakage. 

236.  Repeat   problem   235  using  the   cast  steel   magnetiKalion  curve  of 
I       Fig.  154. 
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237.  The  magnet  shown  in  Fig.  237a  has  a  yoke  of  cast  steel  and  pole 
pieces  of  cast  iron.  Using  the  magnetization  curves  of  Fig.  154,  determine 
the  ampere-turns  necessary  to  send  120,000  lines  through  the  air  gap. 
Neglect  fringing. 
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Fig.  238o. 

238.  Fig.  238a  shows  the  magnetic  circuit  of  a  2-pole  dynamo.  The 
field  cores  are  of  cast  steel  and  are  4  in.  square.  The  armature  is  of  O.H. 
sheet  steel  and  has  a  net  axial  length  of  3.6  in.  over  the  iron;  the  yoke  is 
of  cast  iron  and  has  a  cross-section  of  2  X  6  in.  Using  the  magnetiza- 
tion curves  of  Fig.  154,  determine  the  necessary  field  ampere-turns  for  an 
average  flux  density  of  30,000  lines  per  sq.  in.  in  the  air  gap. 

239.  Repeat  problem  238  assuming  the  air  gap  to  be  0.075  in.  and  that 
only  80  per  cent,  of  the  flux  in  the  yoke  and  field  cores  enters  the  armature. 

(Leakage  factor  =  -^  =  1.25.) 

240.  Determine  the  hysteresis  loss  in  ergs  per  cu.  cm.  per  cycle  for  cast 
iron  operating  at  densities  between  30,000  lines  per  sq.  in.  positive  and  nega- 
tive.    (Use  data  of  Par.  143.) 
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241.  A  traneformer  yoke  of  silicon  steel  has  a  volume  of  600  cu.  in. 
What  ia  the  hysteresis  loss  in  ergs  per  cu.  in.  per  cycle  if  the  niaidmum  flux 
denaity  is  40,000  lines  per  sq.  in.? 

242.  In  a  certain  electromagnet  having  800  turns  a,  current  of  5  amp. 
produces  1,200,000  lines  of  induction.  What  are  the  total  linkages?  Wh&t 
are  the  linkages  per  ampere?     What  is  the  inductance  of  the  circuit? 

243.  When  a  current  of  12  amp.  flows  in  a  certain  exciting  coil  of  2,000 
turns,  2,000,000  lines  of  induction  link  the  coil.  What  are  the  linkages? 
What  is  the  inductance  in  henrys? 

344.  Assuming  that  the  permeability  of  thii  magnetic  circuit  of  problem 
243  remains  constant,  determine  its  inductance  when  the  current  is  doubled. 
Determine  the  inductance  when  the  turns  are  doubled. 

245.  In  a  closed  magnetic  circuit  of  cast  steel  the  net  ampere-turns  per  in. 
are  20.  The  cross-section  of  the  magnetic  path  is  12  aq.  in.  and  its  net 
length  ia  3(1  in.  If  I  amp.  '  flows  in  the  exciting  noil,  determine  the 
inductance  of  the  circuit  using  the  curve  of  Fig.  154. 

246.  Repeat  problem  245  for  an  exciting  current  of  2  amp.,  or  duublc  the 
value  of  that  in  problem  245.     To  what  is  the  change  oi  inductance  due? 

247.  When  the  exciting  current  of  an  electromagnet  is  flowing,  there  are 
1,800,000  lines  of  induction  Unking  the  circuit.  The  exciting  ooil  has  2,400 
turns.     If  the  exciting  current    is    interrupted,    requiring  0.5  second   to 

.  complolely  rupture  the  arc,  what  is  the  average  induced  voltage  across 
the  ends  of  the  exciting  coil? 

S48.  Re-oomputc  problcru  247,  assuming  Ihat  the  circuit  is  interrupted  in 
0.2  second. 

849.  A  certain  electromagnet  has  an  inductance  of  2,8  henrys  andaresist* 
ance  of  5  ohms  and  is  connected  across  110-volt  mains.  What  is  the  time 
constant  of  the  magnet?  How  long  will  it  take  the  current  to  reach  63 
per  cent,  of  ita  ultimate  value?  What  will  be  the  value  of  the  current  at 
this  instant?  Illustrate  the  rise  of  the  current  by  a  sketch,  marking  the 
values  involved  in  the  problem. 

260.  If  the  resistance  of  the  electromagnet  of  problem  249  be  doubled, 
wh&t  does  the  time  constant  of  the  circuit  became?  How  long  does  it  take 
the  current  to  reach  63  per  cent,  of  Its  ultimate  value?  What  is  the 
ultimate  value?  Ulustrate  by  a  sketch  and  compare  with  problem  240. 
In  which  problem  is  a  given  value  of  current  fifst  reached? 

251.  Six  amperes  flow  in  the  exciting  circuit  of  problem  247.  Compute 
the  induced  electromotive  force  when  the  circuit  is  opened  in  0.5  second, 
using  equation  (75). 

2S2  If  the  exciting  current  of  problem  245  is  reversed  in  0.1  second, 
determine  the  voltage  induced  across  the  ends  of  the  exciting  coil. 

303.  A  certain  generator  field  circuit  has  an  inductance  of  2  henrys  and 
carries  100  amp.  The  induced  voltage  across  the  field  terminals  most 
■  not  exceed  1,000  volts.  What  is  the  minimum  time  which  can  be  allowed 
for  opeiung  the  field?  How  much  energy  is  liberated  in  opening  this  field? 
What  is  the  average  power  during  the  opening  period? 

254.  Repeat  problem  253  with  the  total  field  resistance  doubled  by 
means  of  the  field  rheostat. 
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SH.  Two  eoila  A  and  B.  Fig.  255a,  are  insuUud  eleetrieally  but  an  so 
placed  that  80  per  cent,  of  the  fliuc  produced  by  one  of  the  coils  links  tbt 
other.  Coil  A  has  120  turns  and  coil  B  haa  200  turns.  When  2  amp. 
Bow  in  coil  ^,  220,000  lines  link  the  coil.  How  many  lines  link  BT  What  k 
the  coefficient  of  coupling  of  the  two  circuits?  If  the  current  in  j1  i«  io- 
temipted  in  >jo  second,  what  induced  voltage  results  in  fi?     In  ji? 


Fio.  2SSo. 

SB6.  The  same  flux  that  was  produced  in  A  by  2.0  amp.  is  produced  ir 
by  1.2  amp.  What  voltage  is  induced  in  A  upon  int«mipting  the  1.2  an 
of  B  in  0.1  second?     What  voltage  is  induced  in  B? 

267.  Determine  the  mutual  inductance  in  henrys  of  coils  A  and  B, 
problems  255  and  256.'    What  is  the  self  inductance  of  A?     Of  BJ 


268.  Coils  A  and  H  <iF  prolilcni  255  arc  now  linkc-d  magnetically  by  an 
inin  core  as  shown  in  Fig.  2.5a/,  so  that  praclically  all  the  flux  of  one  link! 
with  the  other.     0.1  amp.  in  A  now  produces  200,000  lines  in  the  joint 


w 
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I  ra^ptetic  circuit.  How  mnny  amperes  in  B  will  produce  this  same  flux? 
What  18  the  self  inductance  o[  At     Of  B? 

S69.  If  the  0,1  amp.  in  A  of  priiblem  2fiS  is  interrupted  in  0.05  second, 
what  electromotive  force  in  induced  in  A?  In  B7  What  is  the  mutual 
inductance  of  the  circuits?     The  self  inductance  of  At    Of  B? 

At  what  rate  must  the  current  in  B  be  interrupted  to  induce  10  volts  in 
A?  If  the  current  in  B  is  0,05  amp.,  in  what  time  should  the  circuit  be 
opened? 

260.  The  flat  pole  pieces  of  an  electromagnet  are  in  contact  with  each 
other  and  a  total  flux  of  2,000,000  lines  passes  from  one  ta  the  other.  If 
each  croBs-aection  is  4  in.  X  5  in.,  what  force  in  pounds  is  necessary  to  pull 
these  pole  pieces  apart  ? 

QUESTIONS  ON  CHAPTER  ES 

1.  If  two  ellipsoids  near  each  other  are  connected  to  the  terminals  of  an 
electrostatic  machine,  upon  what  portions  of  the  ellipsoids  will  the  density  of 
charge  be  greatest?  Would  any  considerable  change  be  observed  in  these 
charges  if  the  wires  to  the  machine  were  disconnected?  How  can  it  be 
shown  that  charges  are  "bound," 

What  force  exists  between  two  charges  of  unlike  sign?  What  is  its  direc- 
tion?    For  charges  of  like  sign? 

2.  If  a  positive  charge  is  brought  into  the  neighborhood  of  an  insulated 
and  uncharged  ellipsoid  or  sphere,  what  phenomenon  occurs?  What  is  the 
relation  of  the  induced  charge  to  the  inducirg  charge?  Distinguish  between 
free  and  bound  charges.  How  may  it  be  shown  ox  peri  men  tally  that  a 
difference  exists? 

3.  How  does  a  small  positive  electrostatic  charge  act  when  placed  near 
two  Conducting  bodies  between  which  a  difference  of  potential  exists?  Can 
the  distribution  of  electrical  stress  in  tliR  air  between  such  bodies  be  repre- 
sente<l  by  lines  in  (i  manner  similar  to  that  used  in  showing  magnetic  distri- 
bution? Where  do  electnistatie  lines  oriRinate  and  terminate?  Compare 
them  with  tines  of  induction  and  lines  of  force  in  this  respect, 

4.  What  is  the  effect  in  a  dielectric,  medium  of  increasing  the  density  of 
electrostatic  tines  beyond  a  certain  value?  Is  this  same  effect  noted  in  the 
magnetic  circuit  and  in  the  electric  circuit? 

6.  If  a  needle  or  other  sharp  projection  be  raised  to  a  high  potential,  what 
effect  is  noted  at  this  projection?  What  is  the  Boiiditiou  of  the  air  in  this 
region?     What  is  the  effect  of  a  further  increase  of  potential? 

Distinguish  between  an  insulator  and  a  dielectric.  Name  two  substances 
that  are  good  insulators  but  poor  dielectrics;  good  dielectrics  but  poor  in- 
sulators.    In  what  terms  is  dielectric  strength  expressed? 

,        6.  What  is  the  effect  of  applying  a  vcittage  to  an  electric  condenser? 

L   What  18  the  order  of  magnitude  of  the  time  required  by  a  current  to  charge 

I  BUOh  a  condenser?     Why  docs  the  current  cease  to  flow?     To  what  hydraulic 

I  phenomenon  can  this  be  compared? 
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7.  How  can  it  be  shown  that  electricity  is  actually  stored  it 
How  does  the  quantity  which  can  he  stored  in  a  condenser  vary  with  the 
voltage?  What  simple  relation  doea  this  give  between  charge,  capai^itanw 
and  voltage? 

B.  What  Is  the  usual  elTcct  of  inserting  some  dielectric  medium  other tbaji 
air  between  condenser  plates?  What  is  "specific  inductive  capacity"and 
to  what  magnetic  property  is  it  analogous?  What  is  the  specific  dielec 
constant  of  glass?     Of  mien?     Of  rubber? 

9.  How  is  the  equivalent  capacitance  of  condensers  connected  in  parallel 
determined?     To  what  electric  circuit  condition  is  this  analogous? 

10.  How  is  the  equivalent  capacitance  of  condensers  connected  in  series 
determined?  What  ia  the  relation  among  the  electric  charges  on  each  of  k 
number  of  condensers  connected  in  series?  To  what  equation  in  the  electric 
circuit  is  the  equation  relating  to  the  equivalent  capacitance  of  condensers 
in  series  similar? 

11.  How  can  the  voltage  across  e,aci>  of  a  number  of  condensers  in  aeries  be 
-  calculated  if  the  line  voltage  and  the  individual  capacitances  be  known? 

Are  these  voltage  relations  dependent  at  all  upon  the  insulating  properUeg 
of  the  dielectrics?  In  the  case  of  leaky  condensers,  upon  whnt  does  tbtt: 
ultimate  voltage  dietribntion  depend? 

13.  How  may  it  be  shown  th&t  electric  energy  can  be  stored  ii 
denser?     Upon  what  factors  does  this  energy  depend? 

13.  Upon  what  factors  does  the  capacitance  of  a  parallel  plate  condenser 
depend?  What  is  the  efTeet  upon  the  capacitanci-  of  changing  the  a 
the  plates?  Of  decreasing  the  distance  between  them?  Of  suhBtituting ■ 
hard  rubber  or  gloss  for  air? 

14.  What  two  methods  are  commonly  cmplo\ed  in  the  measurement  of 
capacitance?  Upon  what  fact  does  the  balhstic  galvanometer  method  de- 
pend? What  relation  exists  between  the  quantity  passing  through  the  gal- 
vanometer and  its  maximum  throw/ 

Should  the  measurement  be  made  upon  "charge"  or  upon  "discharge';" 
Explain.     How  is  the  galvanometer  calibrated? 

15.  Describe  the  bridge  method  of  capacitance  measurement.  CompiuQ 
it  with  the  Wheatstone  bridge  method  of  resistance  measurement.  Hoir 
does  the  bridge  formula  for  capacitance  differ  from  the  formula  employed 
when  resistance  is  measured?  What  is  the  source  of  power  and  what  simple 
detector  ia  used  in  the  capacitance  bridge? 

16.  How  may  a  disconnection  in  a  cable  be  located?  Upon  what  principle 
does  this  method  of  measurotnent  depend?  Is  this  method  applicable  if 
the  fault  is  grounded? 

PROBLEMS  ON  CHAPTER  IX 

261.  A  condenser  has  a  capacitance  of  12  m.f.  What  is  its  charge  when 
the  potential  between  its  plates  is  (u)  220  volts?  (b)  440  volta?  {e)  BoW 
much  current  flowing  at  a  uniform  rate  Is  necessary  in  order  that  the  <M 
denser  may  be  chained  in  0.2  second  in  each  case? 
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263.  It  is  desired  tn  store  70  microcuulunihs  in  a  condenser  at  a  potential 
of  730  volts.     What  should  be  the  oapacitance  of  the  condenser? 

263.  What  ia  the  potential  across  a  40-m.f.  condenser  in  which  the  charge 
is  0.002  coulomb?  How  long  must  a  current  of  1  milliampere  flow  in 
order  to  charge  this  condenser  to  the  above  potential? 

2U.  A  certain  condenser  consistiiig  a!  two  parallel  plates,  with  air  as 
dielectric,  has  a  capacitance  of  0.00012  m.f.  A  slab  of  glass  is  placed  be- 
tween the  plates  occupying  the  entire  space.  The  capacitance  is  now 
found  to  be  0.00072  m.f.     What  ia  the  specific  inductive  capacity  of  the 

366.  The  condenser  of  problem  264  is  charged  to  a  potential  of  300  volts 
between  plates  and  the  supply  then  disconnected.  Glass  is  then  inserted 
between  the  plates  completely  filling  the  space.  This  insertion  of  the  glass 
in  no  way  changes  the  value  of  the  electric  quantity  on  the  plates.  What  is 
the  condenser  voltage  after  the  inaertiun  of  the  glass? 

266.  A  plate  condenser,  with  air  as  dielectric,  has  a  capacitajice  of  0.0012 
m.f.  and  300  volts  is  impressed  across  its  terminals.  The  condenser  is  then 
immersed  in  a  bath  of  transformer  oil  having  a  dielectric  constant  of  2.5, 
the  voltage  supply  remaining  connected.  What  ia  the  charge  on  this  con- 
denser before  and  after  immersion  in  the  oil? 

367.  Four  condensers  having  capacitances  12,  16,  20  and  30  m.f.  respec- 
tively are  connected  in  parallel  across  220-volt  mains.  What  is  the  charge 
on  each  and  what  must  he  the  eapftcitancp  of  a  single  condenser  to  replace 
the  four? 

368.  Three  condensers  connected  in  parallel  across  400-volt  mains  have 
charges  of  000,  800  and  1,000  microcoulombs.  What  is  the  capacitance  of 
each  and  what  single  capacitance  would  replace  the  three? 

269.  The  four  condensers  of  problem  267  are  connected  in  series  acnwa 
tliese  saine  mains.  What  is  the  voltage  across  ea<'h  of  them  and  what  single 
condenser  would  replace  the  four?     What  is  the  charge  on  eai:h  condenser? 

370.  Four  miudeneera  are  connected  in  series.  Tiie  voltages  of  the  con- 
densers are  50,  70,  80  and  100  volts  respectively.  This  combination  of  con- 
tlensers  can  be  replaced  by  a  single  condenser  having  a  capacitance  of  6  m.f. 
What  is  the  capacitance  of  each  condenser? 

371.  A  condenser  has  a  capacitance  of  20  m.f.  What  is  the  stored  energy 
in  the  condenser  when  the  voltage  across  it  is  100  volts?  200  volts?  In 
what  ratio  is  the  energy  increased  if  the  voltage  is  doubled? 

372.  Three  eoadenseis  havit^  capacitances  of  20,  40  and  60  m.f.  respec- 
tively are  connected  in  series  acroas  a  600-volt  supply,  (a)  What  in  the 
voltage  across  eaohl  (6)  Wbat  is  the  energy  of  each?  {cj  What  ia  the 
energy  of  the  system? 

273.  Determine  the  stored  energy  of  th«  system  when  the  three  condensers 
ot  problem  272  are  connected  in  parallel  across  the  same  voltage. 

274.  An  air  condenser  consists  of  three  plates.  The  two  outer  ones  are 
connected  together  as  one  terminal  and  the  other  terminal  ia  formed  by  the 
intermediate  plate  between  the  two  outers.  The  dimensions  of  each  plate 
are  12  in.  X  12  in.  and  the  plates  are  spaced  Me  in.  apart.  What  ia  the 
capacitance  of  this  condenser? 
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270.  If  the  space  between  the  plates  of  the  condenser  of  problem  274  ia 
filled  with  paraffin,  having  a  dielectric  constant  of  2.1,  what  does  the  capaci- 
tanoe  become? 

276.  A  high  voltage  condenser  is  tu  be  made  of  alternate  layers  ui  glass 
id  tin  foil,  the  glass  having  a  dielectric  constant  of  8.  The  glass  is  ^4 
.  thick  and  the  tin  foil  is  2  mils  tliick.  and  its  dimensions  are  3  in.  X  4  in. 

How  many  plates  and  sheets  of  tin  foil  are  necessary  to  make  a  condenarr 
having  a  capacitance  of  0.02  m.f.?  If  the  glass  plalea  are  5  in.  X  C  in., 
what  is  the  size  uf  the  completed  condenser? 

277.  In  a  bridge  measurement  of  condenser  capacitance  the  bridge  ia 
connected  as  shown  in  Fig.  183  (b).  When  a  balance  is  obtained  B-i  =  100, 
fli  "  1,242,  C;  =-  0.4ra.f.     Whatisthe  value  of  C,  the  unknown  capacitance? 

378.  In  a  test  for  a  cable  fault  the  apparatus  is  conneoted  as  shown  in 
Fig.  184.  In  the  capacitance  meaaurement  of  the  part  x  the  galvanometer  has 
a  ballistic  throw  of  4.2  cm.  In  the  meaaurement  of  the  capacitance  of  the 
perfect  cable  plus  the  looped  end  uf  the  faulty  cable  the  deflection  is  found  hi 
be  16.4  cm.  If  the  length  of  each  conductor  is  1,800  ft.,  how  far  from  the 
point  of  test  is  the  cable  broken? 

Q0ESTIOMS  ON  CHAPTER  X 

1.  In  what  way  is  the  flux  linking  the  coil  of  a  generator  armature  varied? 
How  does  this  induce  voltage?  How  does  this  voltage  vary  with  the  speedt 
The  fluK?     The  number  of  turns  in  the  coil? 

5.  K  instead  of  regarding  this  voltage  an  due  to  the  change  of  flux  linking 
a  coil,  it  is  considered  as  being  due  to  the  individual  conductors  cutting 
flux,  is  the  ultimate  result  in  any  way  affected  ?  If  the  voltage  is  considered 
as  being  due  to  the  cutting  of  lines  by  individual  condcctors  how  does  thia 
voltage  vary  with  the  length  of  conductor?  The  flux  density?  The  velooity 
of  the  conductor? 

3.  What  definite  relation  exii^ts  among  the  direction  of  the  induced 
enif.,  the  direction  in  which  the  conductor  moves  and  the  din-ction  of  the 
flux?     What  simple  rule  enables  one  to  determine  these  relations? 

4,  What  is  the  value  of  the  emf.  induced  in  a  rotating  coil,  [a)  when 
the  coil  is  in  the  plane  perpendicular  tu  the  flux?  (b)  When  it.s  plane  lies 
parallel  to  the  flux?     Does  the  voltage  ever  reverse  its  sign?     Emplain. 

B,  How  may  the  alternating  current  produced  in  a  coil  be  changed  l« 
direct  current?  What  is  the  effect  uf  adding  coils  to  the  rotating  member? 
To  what  are  the  "ripples"  in  a  voltage  wave  due? 

6.  In  what  way  is  the  open  coil  type  uf  armature  different  from  the  eloeed 
coil  type?  Which  type  is  the  gramme  ring  armature  (Fig.  192)?  Showthul 
the  resultant  electromotive  force  is  different  in  the  two  types,  even  though  the 
number  of  coils  and  turns  be  the  same. 

7.  Name  two  serious  objections  to  the  ring  winding.  How  are  those 
objections  overcome  in  the  drum  winding?  What  two  methods  are  used  to 
fasten  conductors  on  armatures?     Which  is  the  better  method  and  why? 

8.  What  is  meant  by  "coil  pitch"  and  what  is  its  relation  to  pate  pitfb? 
What  relative  slot  positions  do  the  two  sides  of  a  coil  occupy?     Why? 
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What  is  meant  by  a  "winding  BJpment?"      May  it  consist  of  more 
conductor?     Explain. 

9.  What  is  ''tront  pitoh?"  "Back  pitch?"  Averagf  pitch?  What  is 
the  relation  between  the  number  of  windinR  elements  and  the  number  of 
coils?    The  number  of  commutator  segments? 

10.  In  a  simplex  lap  winding  how  niatiy  commutator  seRraeate  does  the 
winding  advance  each  time  that  a  coil  is  added?  What  three  fundamental 
conditions  must  be'fulfiUed  bj' a  winding?  What  is  a  winding  table  and 
what  is  its  practical  value? 

11.  Why  is  it  Bonielimes  desirable  to  place  more  than  two  winding  ele- 
ments in  a  siot?  In  what  type  of  generator  is  this  necessary?  Is  the  con- 
ductor numbering  and  are  the  winding  relations  in  any  way  affected? 
What  one  condition  should  be  imposed  upon  this  type  of  winding  and  why? 

12.  What  is  meant  fay  "paths  through  an  armature?  "  How  ia  the  cur- 
rent output  of  a  machine  affected  by  increasing  the  number  of  paths? 
How  ia  the  voltage  affected?  The  power  output?  How  many  paths  are 
there  in  all  simplex  lap  windings? 

13.  What  is  meant  hv  a  duplex  winding?  Show  that  such  a  winding  may 
be  composed  of  \wo  simplex  windings  each  lying  in  alternate  slots.  How- 
many  closures  may  such  a  winding  have  and  what  is  it-s  degree  of  re-en trancy 
in  each  case? 

14.  If  a  duplex  winding  does  not  close  after  one  passage  around  the  arma- 
ture, is  the  number  of  segments  even  or"  odd?  When  does  such  ii  winding 
close?  How  many  times  does  it  close  and  therefore  what  is  its  degree  of  re- 
en  trancy? 

16.  In  a  winding  whose  multiplicity  is  m,  how  many  winding  elements 
separate  a  given  element  from  the  next  returning  element?  How  many 
armature  paths  are  there  in  a  6-pole  machine  having  a  simplex  lap  winding? 
A  duplex  lap  winding?     A  triplex  lap  winding? 

16.  To  what  causes  are  unequal  voltages  in  different  paths  of  an  armature 
winding  due?  Do  equalising  connections  do  away  with  these  inequalities? 
What  is  the  purpose  of  eqiialiKing  connections?  What  care  should  be 
taken  regarding  the  nuniher  of  slots  per  pole  when  equalJEing  connw^tions 
are  used?     Wliy? 

17.  What  is  the  fundamental  difference  between  a  lap  and  a  wave  winding? 
Does  the  direction  of  induced  emf.  in  opposite  sides  of  a  coil  differ  in  the 
two  types?    Explain, 

18.  After  a  wave  winding  has  passed  under  every  pole,  in  passing  around 
an  armature,  what  relation  should  it  bear  to  its  starting  position  if  the  wind- 
ing ia  simplex?  What  would  a  closure  after  one  passage  around  the  arma- 
ture mean? 

19.  Show  that  the  definit'ons  of  front  pitch  and  back  pitch  in  a  wave 
winding  do  not  differ  from  the  similar  definitions  in  a  lap  winding?  Can 
the  front  pitch  be  even?  Odd?  Can  the  back  pitch  be  even?  Odd? 
Can  the  two  be  equal?  Can  the  average  pitch  he  even?  Odd?  When 
is  a  winding  progressive?     Retrogreaaive?     Explain, 
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30.  Is  it  always  possible  to  fit  a  wave  winding  to  an  armature  httvuigft. 
fixed  number  of  slota  if  all  the  aiole  are  utiiiKed?  Explain?  What  niftke- 
Hhift  may  be  used  to  accomplish  the  desired  result? 

31.  If  the  number  of  pairs  of  poles  is  even,  is  the  number  of 
segments  even  or  odd?     Answer  if  the  number  of  pairs  of  poles  is  odd? 

22.  What  ia  the  minimum  number  of  brush  sets  that  can  be  used  in  a  wave 
winding?  What  is  the  maximum  number  that  it  is  possible  to  use?  When 
would  two  sets  be  used  and  why?  Why  is  the  maximum  number  usually 
desirable? 

83.  How  many  paths  are  there  in  a  simplex  wave  winding?  In  what 
way  ie  the  number  of  such  paths  affected  by  the  number  of  poles?  How 
many  paths  in  a  duplex  wave  windinR?     A  triplex  wave  winding? 

24.  When  is  it  desirable  to  use  a  wave  winding  and  why?  A  lap  winding? 
Give  speilific  reasons. 

26.  In  addition  to  fonning  a.  part  of  the  magnetic  circuit,  what  other 
function  does  the  yoke  of  a  generator  perform?  Of  what  two  materials  is  it 
made  and  why?  Describe  a  process  whereby  the  yoke  is  made  without 
castings 

26.  Of  what  materials  are  the  field  cores  made?  The  pole  shoes?  What 
are  the  two  general  shapes  of  the  core  sections?     Where  is  each  used? 

27.  Is  the  armature  a  solid  casting?  If  not,  how  is  it  built  up?  By  what 
two  methods  are  the  stampings  produced?  How  are  they  held  in  position 
when  placed  upon  the  armature?*  What  is  the  purposii  of  the  ventilating 
ducts? 

28.  Sket.cli  two  general  types  of  slot.  Where  is  each  used?"  What  two 
methods  are  used  to  prevent  the  conductors  from  being  affected  by  centrif- 
ugal forces? 

29.  Of  what  is  the  commutator  made?  What  insulation  is  lined  between 
segments?  How  are  Ihc  segments  clamped  togelher?  How  are  the  oiiil 
connections  made? 

30.  What  is  the  purpose  of  ihe  brushes?  Of  what  material  arc  brushes 
usually  made?  What  pressure  is  used  to  hold  the  brush  on  the  commulator? 
What  is  riie  purpose  of  the  plating  on  the  brush?  Wliat  is  tin-  purposn  of 
the  pig-tail? 

PROBLEMS  ON  CHAPTER  X 

279.  A  coil  20  cm.  square,  having  50  turns,  rotates  at  a  speed  of  600  r.p.m. 
in  a  uniform  magnetic  field  having  a  density  of  200  lines  per  sq.  cm,  (o) 
What  is  the  average  voltage  induced  in  the  coil? 

(6)  If  the  flux  and  the  speed  are  both  doubled,  what  average  voltage  is 
obtained  ? 

380.  A  wire  40  cm.  long  moves  at  a  speed  of  2,000  cm.  per  second  through 
a  magnetic  field  having  an  intensity  of  6,000  lines  per  sq.  cm.  How  many 
volts  are  induced  between  the  ends  of  this  conductor? 

281.  A  uniform  magnetic  field  is  just  sufficient  in  cross-section  to  pau 
perpendicularly  through  a  coil  40  in.   X  12  in.     The  coil  has  80  turns.     If 
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the  coil  slides  out  from  this  field  in  0,001  second  and  at  a  unifuriii  rate, 
what  voltage  is  induced  duo  to  t]ie  chaiige  in  flux  linking  the  coil?  What 
voltage  is  generated  by  the  cutting  of  the  flux  by  the  individual  conductors? 
(Work  with  the  coil  shding  in  the  two  directions,  one  parallel  to  the  12-in. 
aide  and  one  parallel  to  the  40-iii.  side.) 

282.  An  arniature  has  40  slots.  Design  a  2-Iayer,  4-pole,  simplex  lap 
winding,  in  which  the  back  pitch  ia  21  and  the  front  pitch  Is  19.  Make  a 
winding  table. 

283.  Repeat  problem  2S2  making  the  front  pitch  2  land  the  back  pitch  19. 
Which  winding  is  progressive  and  which  is  retrogressive? 

284.  Design  a  2-layer,  simplex  lap  winding  for  &  6-pole,  40-slat  machine, 
choosing  the  proper  pitches. 

286.  An  8-pole  armature  has  128  slots  and  6  winding  elementB  per  slot. 
Determine  a  correct  value  of  back  and  front  pitch  for  a  simplex  lap  winding. 
Sketeii  a  few  alota  with  their  winding  elements  and  connections.  How 
many  commutator  segment*  are  necessary?  I 

288.  Repeat  problem  285  for  a  winding  with  8  elements  per  slot. 

287.  A  6-pole,  simplex,  lap-wound  armature  delivers  a  total  current  of  ^ 
228  atnp.  at  220  volts.  How  many  amperes  per  path  through  the  arnia-  li 
ture?  How  many  volts  per  path?  What  is  the  kilowatt  rating  of  the  1 
machine?  J 

288.  If  the  machine  of  problem  287  had  a  duplex  lap  winding,  what  would  | 
he  the  amperes  per  path?     Per  brush?  j 

389.  Repeat   problems   287   and   288   for  an   8-polc,   200-kw.,   220-7011  } 

generator.  ,J 

290.  Make  a  winding  table  for  a  60-slot,  4-pole  armature,  the  winding  to  i 

he  a  duplex,  doubly  re-entrant  winding.     There  are  2  winding  elements  per  V 

891.  Repeat  problem  290  using  lil  eluts  and  making  the  winding  singly  \ 

re-entrant.  ' 

292.  A  4-pole  armature  has  33  slots  and  2  elements  per  slot.     Di'iiign  a 
simplex  wave  winding  for  this  arrriaturt',  liaving  a  back  pitch  of  17  am)  a  ' 
front  pitch  of  17.     Make  a  winding  table.      (Check  the  pitch,  i|^ing  equa-  ] 
tion  iOO.)  I 

293.  Repeat  problem  292  making  yt  =  19,  and  y/   =  Ifi.  I 

294.  Attempt  to  place  a  similar  winding  upon  a  SJr^lot  armature.     Tlieii 

omit  one  slot,  using  a  dummy  coil,  and  repeat.  '| 

396.  An  8-pole,  550-volt,  50-kw.  generator  has  a  simplex  wave-wound  | 

armature.     How  many  amperes  per  path?  i' 

396.   Repeat  problem  295  using  a  duplex  wave  winding.  J 


QUESTIONS  OK  CHAPTER  XI 

1.  A  certain  armature  has  a  fixed  nunitier  of  conductors  on  its  surface. 
What  are  the  separate  effects  on  the  induced  voltage  of  (1)  doubling  the 
speed  of  the  armature;  (2)  doubling  the  flux  entering  the  armature;  (3) 
reconnecting  the  armature  so  that  the  numberof  paths  through  the  ai 
is  doubled? 
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^^^^B  2.  In  a  given  generator,  upon  what  two  facials  does  the  induced  v 

^^^^B  depend?     If  the  speed  uf  the;  generator  be  maintained  constant,  upon  whnl 

^^^H  factor  does  the  induced  vultagQ  depend? 

^^^^V  3.  Show  th»l  H  similarity'  should  exist  between  two  <!urv(%   pliittcd  as 

^^^^B  follows: 

^^^H  1.  The  field  ampere-tums  of  a  generator  as  uhsriasa  and  the  flux  ieavinc 

^^^H  one  of  its  north  polea  as  ordinate. 

^^^H  2.  The  field  current  of  the  same  generator  as  abscissa  and  the  induccii 

^^^^H  armature  voltage  at  constant  speed  as  ordinate. 

^^^H  4.  In  the  curve  relating  ampere-turna  of  the  field  and  the  flux  of  one  north 

^^^F  pole,  why  does  not  the  flux  start  at  zero  value?     Why  is  the  first  part  of  the 

^^^^  curve  a  straight  line?  At  the  higher  values  of  field  current  why  does  the 
induced  voltage  increase  less  and  less  rapidlv  for  anv  given  increase  in 
field  current? 

^^^^  6.  Is  there  any  difference  between  the  SBluratioii  curve  obtained  with 

^^^L  increasing  values  of  field  current  and  that  obtained  with  decreasing  values? 

^^^H  Explain  any  difference. 

^^^H  S.  Sketch  the  connections  used  in  determining  a  saturation  curve,     (t) 

^^^H  Using  a  simple  field  rheostat.     (2)  Using  a  drop  wire  with  the  field.     Give 

^^^H  two  reasons  why  the  generator  should  be  separately  excited. 

^^^H  7.  Show  that  Ohm's  Law  can  be  expressed  graphically.     What  two  quan- 

^^^^^  titles  are  plotted  when  expressing  Ohm's  Law  in  this  manner? 

I  8.  Sketch,  the  connertiona  of  a  shunt  generator.  Is  the  field  of  compara- 
tively low  resistance  or  of  high  resistance?     Explain. 

9.  Explain  in  detail  how  a  shunt  generator  "builds  up."     What  limits 

^^^_  the  voltage  to  which  a  machine  can  build  up?    ■ 

^^^L  10.  What  is  the  critical  field  resistance?     Give  three  causes,  each  of  which 

^^^H  may  prevent  the  generator  building  up.     What  te»ts  and  remedies  should  be 

^^^^1  used  for  each  J 

^^^H  11.  What  is  the  general  direction  uf  the  flux  produced  by  the  ctirrent  in 

^^^H  the  armature  conductors?    What  etTeet  does  this  have  upon  the  resultant 

^^^H  flux  in  a  machine?     How  does  it  affect  the  position  of  the  neutml  plane? 

^^^B  What  effect  does  the  change  in  position  of  the  neutral  plane  have  upon  the 

^^^^B  brush  position? 

^^^1  12.  What  is  the  relation  of  the  direction  of  the  armature  field  to  the  brush 

^^^B  axis?     When  the  brush(^  are  moved  forwanl  in  a  generator  what  is  the 

^^^V  resulting  direction  of  the  armature  field?     Into  what  two  conipiinents  can 

^^^^B  tlus  be  resolved?     What  is  the  effect  of  each  component? 

^^^K  18.  Which  conductors  on  an  armature  produce  a  demagnetizing  effect? 

^^^H  Which  produce  a  crbss-magnetising  effect? 

^^^H  14.  Sketch  the  conductors  on  the  armature,  together  with  the  poles,  for 

^^^B  a  loaded  multi-polar  machine,  indicating  the  current  directions  in  the  vari- 

^^^H  ous  conductors.     Sketch  a  curve  showing  the  values  of  armature  magneto- 

^^^1  motive  force  along  the  armature  surface.    Show  the  flux  produced  by  this 

^^^^B  magnetomotive  force  when  acting  alone. 

^^^1  IG.  Show  the  effect  of  the  above  flux  on  the  distribution  of  the  tutal  fluK 

^^^P  along  the  armature  surface.     How  is  the  neutral   itone  affected?     What 

^^^V  change  must  be  made  in  the  brush  position? 

H-J 
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16.  Name  four  raelhcKla  by  which  armature  reaction  is  either  eliminated 
or  reduced.     State  the  principle  of  each  method, 

17.  Sketch  an  ideal  commutation  curve  asauming  uniform  current  dis- 
tribution  over  the  brush. 

18.  What  is  the  etTect  of  having  voltages  induced  in  a  coi)  during  the 
time  that  it  ia  being  ahort-eireuited  by  the  brush?  What  limits  the  current 
in  such  a  coil?  How  do  these  currents  affect  the  uniform  distribution  of 
current  over  the  brush? 

19.  Sketch  commutation  curves  for  the  following  conditions:  {a)  Brush 
advanced  too  far;  (6)  brush  too  far  back;  (c)  brush  too  wide. 

30.  Why  does  an  armature  coil  have  self  inductance?  What  ia  the  effect 
of  this  self  inductance  during  the  commutation  period?  What  effect  does 
the  voltage  of  self  induction  have  upon  the  relation  of  the  brush  position  t.o 
the  neutral  aonc? 

21.  What  is  the  order  of  maRiiitude  of  the  voltages  induced  in  a  coil 
undergoing  short  circuit?  If  the  voltages  are  low  what  makes  them  so 
objectionable? 

32.  What  is  the  iidvantiige  of  copper  brushes  uvc.t  i:arbon?  Why  are 
carbon  brushes  used  almost  univorsjiHy? 

23.  What  evidence  points  to  the  fact  that  the  taking  of  current 
from  the  commutator  by  the  brushes  is  not  pure  conduction?  To 
what  is  "high  micu"  due?  How  may  it  be  reduced  or  «ven  eliminated? 
Xanie  two  methods. 

24.  In  general,  what  ia  the  effect  of  arcing  on  the  commutator?  Why 
should  any  appearance  of  arcing  he  a  reason  for  eliminating  the  cause  of  the 
arcing  as  soon  as  possible?  Why  is  it  not  desirable  to  use  emen,-  paper  or 
cloth  in  grinding  brashes  or  smoothing  the  commutator? 

25.  What  changes  occur  in  the  flux  at  the  geometrical  neutral  of  a  gene- 
rator as  load  is  applied?  What  is  the  effect  of  these  changes  upon  the  brush 
position?  Whv  do  the  brushes  have  to  be  moved  ahead  of  the  load  neutral 
plane? 

SS.  Show  that  instead  uf  moving  the  brushes  forward  in  order  to  obtain 
the  proper  commutating  flux,  the  same  result  may  be  obtained  by  the  use 
of  a  commutating  pole. 

37.  Why  is  the  commutating  pole  connected  in  series  with  the  armature? 
Why  has  it  an  unusually  long  air  gap? 

28.  What  is  the  relation  of  the  polarities  of  the  main  poles  and  of  the 
commutating  poles  to  the  direction  of  rotation,  in  a  generator?  In  practice 
how  are  the  commutating  poles  adjusted  to  the  proper  strength? 

39.  Sketch  the  connections  used  in  obtaining  the  shunt  characteristic. 
Sketch  the  characteristic.  Why  does  the  machine  finally  "break  down?" 
Why  does  the  return  curve  from  short  cicuit  not  follow  the  curve  obtained 
with  increasing  values  of  armature  current? 

80.  Give  three  reasons  why  the  voltage  of  a  shunt  ueneralor  drops  as 
load  is  applied.  Why  are  these  three  reactions  cumulative?  What  pre- 
vents a  generator  from  "unbuilding"  as  load  ia  applied? 
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^^H  4& 

^^^H  31.  What  elTect  does  ninDing  a  generator  at  higher  tlian  rated  speed  have 
^^^H  upon  its  characteristic,  provided  that  the  held  current  is  so  odjuated  that 
^^^H    the  noload  volts  are  the  same  in  each  case? 

^^^H  32.  Wlmt  is  meant  by  generator  regulation?  Dues  a  large  value  of  the 
^^^B  per  cent,  regulation  indicate  that  a  generator  ia  a  desirable  one  for  supplying 
^^^H    lamp,  loads?     Explai. 

^^^f  33.  What  is  meant  by  the  "total  characteristic''  of  a  generator?  What 
I  is  its  relation  to  the  shunt  characteristic?     How  may  the  total  power  de- 

veloped within  un  armature  he  determined? 

34.  How  may  the  objectionable  drooping  characteristic  of  the  abunt 
^^^^  generator  be  improved?  How  are  these  additional  turns  connected  and 
^^^L  in  what  way  do  they  diCTor  from  the  shunt  field  turns? 
^^^H  36.  Show  the  difference  between,  "long  shunt"  and  "short  shunt"  con- 
^^^P  nection.  What  is  the  effect  of  the  connection  upon  the  charact«ristio? 
^^^^  Sketch  the  characteristics  of  an  over-compounded,  a  flat-compounded  and  an 
under-coni pounded  generator.     Where  is  each  used  and  why? 

36.  Howis  the  degree  of  compounding  in  a  generator  adjusted?  Whwniio 
1^^^  generators  have  two  separate  series  fields? 
^^^^^  37.  What  Is  the  effect  of  speed  upon  the  degree  of  compounding,  if  the 
^^^B  no-load  voltage  is  the  same  in  each  case?  Compare  this  with  the  effect 
^^^H    of  speed  upon  the  shunt  characteristic  and  explain. 

^^^H         83.  Show  how  the  nuniber  ut  series  turns  for  a  desired  degree  of  C' 
^^^H    pounding  may  be  determined.     What  is  the  armature  characteristic  and  how 
^^^^L  may  it  be  utilized? 

^^^^P*  SS.  How  does  the  series  generator  differ  fimdaiii entail y  from  the  shunl 
1^^^^   generator  in  construction?     In  the  type  of  loail  that  it  suppliei 

40.  Describe  the  external  characteristic  of  the  series  generator  and  show 
its  relation  to  the  saturation  curve. 
^^^  41.  In  what  way  does  the  machine  ''build  up?"     What  is  meant  by  iJie 

^^^L  critical  external  resistance?  Why  is  it  desirable  to  operate  upon  the  right- 
^^^^ft    hand  side  of  the  external  characteristic? 

^^^H        4S.  Name  a  very  common  use  of  the  series  generator.     Name  two  common 
^^^B    types  of  machines.     Why  are  special  commutators  necessary? 
^^^H        48.  What  is  the  "Thury  system"  of  power  transmission?    Where  is  it 
^^K    used? 

t^^g  44.  How  may  series  generators  be  used  to  control  the  voltage  at  the  nnd 

y  of  a  feeder?     Upon  what  portion  of  the  characteristic  does  such  a  generatAr 

()perate?    Sketch  the  connections.     Wliat  precautions  must  be  taken  ii 
installation  and  operation  of  such  a  booster? 

4G.  How  may  the  speed  of  a  prime  mover  affect  the  generator  characteris- 
tic? Is  such  a  drop  in.  speed  cbarg«able  to  the  generator?  How  may  it  be 
taken  into  consideration? 

43.  State  one  essential  difference  between  a  unipolar  generator  and  the 

I    ordinary  type.     What  design  is  necessary  to  prevent  the  armature  being 

short-circuited  on  itself?    What  is  the  advantage  of  this  type  of  machine 

ir  the  ordinary  type  and  for  what  type  of  work  is  it  best  adapted?    Wbtil 

,B  disadvantages? 
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47.  What  is  the  basic  principle  of  the  Tirrill  regulator?  What  is  the 
function  of  the  main  control  magnet?  Of  the  relay  magnet?  Why  cannot 
this  regulator  be  applied  directly  to  machines  of  large  capacity?  How  may 
it  be  applied  to  these  machines? 

PROBLEMS  ON  CHAPTER  XI 

297.  The  pole  faces  of  a  shunt  generator  are  8  in.  square  and  the  average 
flux  density  under  the  pole  is  45,000  lines  per  sq.  in.  The  machine  has 
4  poles  and  there  are  300  surface  conductors  on  the  armature.  The 
machine  is  wave  wound  making  two  parallel  paths  through  the  armature. 
What  is  the  induced  voltage  when  the  geiiorator  rotates  at  800  r.p.m.? 
1,000  r.p.m.? 

29S.  It  the  current  per  patli  in  problem  297  is  20  amp.,  what  is  the 
rating  of  tKe  machine  in  kilowatts? 

299.  Repeat  problems  297  and  298  for  a  simplex  lap  winding? 

300.  In  an  8-pole,  220-vo!t  generator,  the  pole  faces  are  12  in.  s([iiare. 
The  flux  density  under  the  poles  at  no  load  is  47,500  lines  per  sq.  in. 
There  are  16  slots  per  pole  on  the  machine.  The  speed  of  the  machine  is 
750  r.p.m.  If  the  armature  ia  lap  wound,  how  many  conductors  per  slot 
are  necessary  to  give  the  rated  voltage  at  no  load? 

301.  The  following  data  are  for  the  saturation  curve  of  a  20-kw.,  220- 
volt  generator,  running  at  600  r.p.m. 

Field  current    0        0.5      1.0      1.5         2.0      2.5      3.0 
Volts  10      62,6     125     178     212.5    235    243 

Plot  this  saturation  curve  and  then  replot  it  for  550  r.p.m. 

302.  The  generator  of  problem  301  is  a  4-pole,  lap-wound  machine  aitii 
has  440  conductors  on  the  armature  surface.  There  are  400  shunt  field 
turns  per  pole.     Plot  a  curve  between  flux  per  pole  and  ampere-turns  per  ■ 

308.  Determine  the  approximate  number  of  ampere-turns  required  for 
the  gap  and  for  the  Iron  at  220  volts,  when  the  generator  of  problem  301  is 
operating  at  550  r.p.m. 

304.  Determine  tlie  critical  field  resistance  for  both  speeds  in  problem  301. 
Determine  the  field  resistance  necessary  for  the  generator  to  build  up  to  220 
voH-s  at  each  speed, 

306.  Wlien  tlie  generator  of  problem  301  is  operating  at  600  r.p.m.  and 
the  field  resistance  is  adjusted  so  that  the  machine  builds  up  to  220  volts, 
what  current  flows  through  the  field  due  to  the  residual  magnetism?  What 
induced  voltage  results  from  this  field  current?  What  field  current  results 
from  this  last  voltage? 

30fi.  A  generator  fails  to  build  up.  When  the  ahunt  field  is  connected 
across  the  armature,  a  voltmeter  across  the  armature  shows  4  volts.  When 
this  field  circuit  is  opened  the  voltmeter  reads  7  volts.  What  is  the  probable 
3  that  the  machine  does  not  build  up  and  what  remedy  is  suggested? 
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307.  Tbe  nu-loa<i  flux  of  a  hi-polar  geiieratur  is  3,000,000  lines.  When 
the  generator  is  caiT>'iiig  its  rated  load  and  the  hnishes  are  in  the  tio-loui 
neutral  plane,  the  annature  itself  produces  a  flux  of  1.000.000  lines.  Ne- 
glecting the  effect  of  saturation,  what  is  the  rfaiibatd  flus7 

308.  Repeat  pn)blem  307  when  the  brushes  are  advanced  30°. 

309.  There  are  240  conductors  on  the  surface  of  the  armature  of  a  bi-polar 
generator.  The  generator  delivers  50  amp.,  making  25  &mp.  flowing 
in  each  conductor.  If  the  brushes  are  advanced  15°.  how  many  demsgnel- 
izing  and  cross  magnetising  ampere-conductors  are  there?  How  idilcj  de- 
magnetizing and  cross  magnetizini;  ampere-tums  are  there? 

310.  The  brushes  of    a  4-po1e  generator  are  advanced   Ifl  ?pace  de- 
grees.    The  armature  is  lap  wound  and  has  496  iiurfaee  conductors.    Hi 
many  demagnetizing  and  cross  ntagnetwing  ampere-(ur7«  are  there  on  t 
armature  when  the  generator  delivers  120  amp.? 

311.  Repeat  problem  310  for  a  generator  having  the  same  number  of  po 
and  armature  conductora  and  delivering  the  aatiie  current,  but  with  a  wai 
wound  armature.  What  is  the  ratio  of  the  kilowatt  capacities  of  the  l< 
machines? 

313.  A  oonimutal.ing  pule  cin;uit  has  a  resistance  of  0.08  ohni.  The  rated 
full-load  current  of  the  generator  is  80  amp.  The  most  satisfactory 
condition  of  commutation  is  obtained  when  60  amp.  flow  in  the  com' 
tating  pole  circuit.  What  must  be  the  resistance  of  a  shunt  to  be  connected 
across  this  commutating  pole  circuit? 

313.  The  terminal  voltage  of  a  shunt  generator  is  550  volts  when  the  , 
armature  delivers  100  amp.  If  the  armature  resistance  is  0.3  ohm,  what 
voltage  is  being  induced  in  the  arcnatlire? 

314.  A  7S-kw.,  220-volt  shunt  generator  has  228  volts  induced  in  its  arma- 
ture when  it  is  delivering  its  rated  load  at  220  volts.  At  the  same  time  12 
amp  are  taken  by  the  shunt  field.     What  is  the  armature  resistance? 

315.  The  no-load  voltage  of  the  generator  of  problem  314  is  234  volts. 
What  is  its  per  cent,  regulation?  Why  is  the  induced  voltage  at  rated  load 
not  equal  to  the  no-load  volts? 

316.  A  shunt  genrator  has  a  no-load  voltage  of  ll!l  volts.  It  is  speci&nl 
tliat  it  shall  regulate  to  within  &  per  cent.  What  should  be  the  terminal 
voltage  when  it  delivers  its  rated  luad  ? 

317.  What  is  the  total  power  being  developed  in  the  armature  of  the  gi 
rator  in  problem  314?     How  much  of  this  power  is  lost  in  the  armature 
how  much  is  lost  in  the  field?     How  much  is  available  for  delivery  to  ths 
external  circuit? 

318.  The  terminal  voltage  of  u  generator  ia  500  volt«  when  delivering  50 
amp.  The  armature  resistance  is  O.S  ohm  and  the  shunt  field  reeiBtanee 
is  250  ohms.  What  power  is  beinf;  generated  in  the  armature?  What  bUie 
elertricat  efficiency  of  the  armature? 

319.  A  compound  generator  has  a  no-load  voltage  of  230  volte.  It  sup- 
plies a  20(J-kw,  load,  situated  8(10  ft.  distant,  over  a  1,000,000  CM.  cable. 
It  is  desired  to  maintain  the  voltage  at  the  loa^l  constant  at  230  vulls  from 
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no  load  to  full  load  of  200  kw.  What  muHt  be  the  no-load  and  the  full-load 
voltage  rating  of  the  generator? 

320.  Repeat  problem  319  for  the  condition  in  which  it  is  desired  that  the 
voltage  at  the  load  rise  from  230  to  240  "volts  from  no  load  to  full  load. 

331.  The  generator  of  problem  319  is  connected  long  shunt.  Itaannature 
resistance  is  0.007  ohm,  the  shunt  field  resistance  Is  15  ohms,  and  the  series 
field  resistance  is  O.OOIS  ohm.  Wliat  is  the  voltage  induced  in  the  armature 
with  the  200-kw.  load  of  problem  319?  How  much  power  is  lost  in  the 
armature,  in  the  shunt-field,  in  the  scries  field  and  in  the  cable?  Of  the  power 
generated,  how  much  reaches  the  load? 

333.  Repeat  problem  321  for  the  200-kw.  load  of  problem  320.  Due 
to  the  removal  of  the  series  field  diverter  the  resistance  of  the  aeries  field  is 
now  0.003  ohm. 

323.  It  is  desired  to  add  series  turns  to  a  shunt  generator,  so  that  its  rated 
load  voltjige  is  the  same  as  the  no-load  voltage.  There  are  260  shunt  tiiruit 
per  pole.  It  is  found  necessary  to  increase  the  shunt  field  current  from  S  to 
11  amp.  in  order  to  keep  the  rated  load  voltage  equal  to  the  no-load 
voltage.  The  rat^d  current  of  the  machine  is  300  amp.  How  many 
series  turns  per  pole  should  be  added? 

334.  It  is  desired  that  the  voltage  of  a  250-kw.,  550-volt  generator  in- 
crease from  550  volts  at  no  load  to  600  volts  at  ratfld  load.  With  the  series 
field  out  of  circuit  and  the  shunt  field  excited  from  an  external  source  it 
is  found  that  this  increase  of  voltage  may  be  obtained  by  increasing  the 
shunt  field  current  from  6  amp.  to  9  amp.  There  are  640  shunt  turns  per 
pole  and  6  series  turns  per  pole.  The  total  series  field  resistance  is  0.03 
ohm.  What  must  be  the  resistance  of  a.  shunt  or  diverter  to  be  connected 
across  the  series  field? 

325.  The  terminal  voltage  of  a  series  generator  is  2,840  volts.  The  arma- 
ture reaistanee  is  20  ohms  and  the  field  resistance  25  ohms.  What  is  the 
voltage  induced  in  the  armature  when  the  machine  delivers  6.8  amp,? 

326.  A  100-kw.  load  is  situated  2,000  ft.  distant  from  the  230-volt  bus- 
bars of  a  station.  The  load  is  supplied  over  a  500,000  CM.  feeder.  It  is 
desired  that  when  the  load  is  lOOkw,  the  load  voltage  shall  not  be  less  than 
225  volts.  What  must  he  the  current  and  voltage  rating  of  a  series  booster 
designed  to  maintain  this  voltage  at  the  above  value? 

327.  The  booster  in  problem  326  has  an  efficiency  of  80  per  cent.  It  is 
driven  by  a  shunt  motor  connected  acrosa  the  bus-bars,  the  motor  efficiency 
being  80  per  cent.     What  is  the  efficiency  of  transmission  over  the  feeder? 

QUESTIOHS  OH  CHAPTER  XH 

1.  In  what  way  does  a  motor  differ  from  a  generator  in  the  work  which  it 
peiforms?     In  general  construction? 

3.  What  effect  is  noted  when  a  conductor  aarrying  a  current  is  placed  in  a 
magnetic  field?  How  can  this  action  be  explained  by  two  elementary  laws 
of  magnetism?     What  is  theeSeot  of  reversing  the  current  in  the  conductor? 

3.  To  what  three  factors  is  this  force  proportional?  If  the  flux  is  doubled 
how  is  the  force  affeflcd?    If  the  current-  is  doubled? 
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4.  State  a  convenient  rule  by  which  the  relation  among  the  directiaD 
the  current,  the  direction  of  the  field  and  the  direction,  of  the  force  can  b 
determined.  What  other  simple  method  enables  one  to  determine  thi 
relation? 
;  6.  What  is  torque?  In  what  unita  is  it  expressed?  In  the  British  evj 
tern?     In  the  metric  system? 

6.  Show  that  a  coil  carrying  current  when  placed  in  a  magnetic  fidd 
develops  a  torque.  In  mhat  position  of  the  coil  is  the  torque  a  maximum! 
When  is  it  zero?  What  change  in  the  connection  to  the  armature  should  be 
made  when  the  t.orque  reaches  its  zero  value? 

7.  Why  are  a  large  number  of  conductors  upon  the  armature  desirable? 
To  what  three  factors  is  the  torque  of  an  armature  proportional?  In  any 
one  machine,  to  what  two  factora  is  the  torque  proportional? 

8.  How  can  it  be  shown  that  resistance  alone  does  not  determine  tbe 
amount  of  current  taken  by  a  motor  armature?  Why  must  a  motor  of 
necessity  be  generating  »  voltage  when  it  is  rotating?  What  is  the  relation 
of  this  voltage  to  the  direction  of  the  current?  To  the  direction  oE  the 
applied  voltage? 

9.  Is  the  counter  electromotive  force  greater  or  less  than  the  apphed  vol- 
tage? Why?  By  what  quantity  do  the  two  voltages  differ  from  each 
other? 

10.  Fundamentally,  upon  what  two  quantities  does  the  speed  of  a  luutur 
'depend? 

11.  In  what  direction  is  the  flux  of  a  motor  distorted  by  armature  reaij- 
tion?  In  what  direction  should  the  brushes  be  moved  as  the  load  ia  applied 
to  a  motor?  What  general  effect  on  the  field  flux  does  this  movement  of  the 
brushes  have?    What  is  the  effect  upon  the  speed? 

IS.  What  is  the  relation  between  the  main  poles,  the  interpoles  and  the 
direction  of  rotation  of  a  motor?  How  does  this  relation  oompare  with  thft 
similar  one  for  a  generator? 

15.  When  load  is  applied  to  a  motor  what  is  its  first  tendency?  In  tbi) 
case  of  the  shunt  motor,  how  does  this  tendency  affect  the  back  eleotro- 
motive  force?     The  current  flowing  into  the  armature? 

^ .    14.  What  two  characteristics  are  very  important  in  considering  the  suit- 
'  ability  of  a  motor  for  commercial  work? 

16.  How  does  the  torque  of  the  shunt  motor  vary  with  the  load?  WhyT 
How  does  the  speed  vary  with  the  load?  Demonstrate.  Ordinarily  is  its 
change  of  speed  with  load  excessive?  What  effectjges  armature  reaction 
have  upon  the  speed?  What  is  meant  by  "speed  regulation?"  Doe.s  the 
per  cent,  speed  regulation  have  any  significance  as  r^ards  a  motor's  per- 
formance? To  what  general  type  of  work  is  a  shunt  motor  adapted  and 
why? 

16.  How  does  the  flux  in  a  series  motor  vary  with  the  load?  How  does 
this  affect  the  variation  of  torque  with  load? 

17.  To  what  extent  ia  the  speed  of  a  series  niotcir  affected  by  the  appUco- 
tion  of  load?  By  the  removal  of  load?  What  precautions  should  be 
taken  when  the  scries  motor  is  being  installed  for  industrial  purposes? 
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18.  To  what  general  types  of  load  is  a  aeries  motor  adapted  and  why?   . 
For  what  reasons  ia  it  especially  adapted  to  street  car  work? 

19.  What  factors  are  plotted  in  givinf!  the  characteriatica  o(  e.  street 
car  motor?     Why? 

20.  In  what  way  do  the  windings  of  a  coHipoiind  motor  differ  from  those 
of  a  shunt  motor?  A  series  motor?  In  what  two  ways  with  respect  to  the 
shunt  winding  may  the  series  winding  he  connected? 

31.  What  is  the  speed  characteristic  of  the  cumulative  compound  motor? 
The  torque  characteristic?  What  advantage  has  it  over  the  series  motor? 
For  what  general  type  of  work  ia  it  best  adapted? 

22.  What  ia  the  nature  of  the  speed  and  torque  characteristics  of  the  dif- 
ferentially compounded  motor?  Ia  this  type  of  motor  in  general  use?  Ex- 
plain.    What  precaution  is  necessary  in  starting  this  type  of  motor? 

23.  How  may  a  motor  be  reversed?  What  is  the  effect  of  reversing  the 
line  terminals? 

21.  Wliy  is  a  starting  rheostat  necessary  for  direct  current  niot«ra? 
In  what  circuit  is  the  starting  resistance  connected?  Why  should  it  not  hr 
connected  in  the  line? 

26.  What  two  additions  to  the  starting  resistance  of  Fig.  299  are  incor- 
porated in  a  3-point  starting  box?  Why?  Sketch  the  connections  of  a 
3-pu)nt  box.  Show  that  the  stading  resistance  which  is  in  aeries  with  the 
shunt  field  when  the  arm  is  in  the  running  position  has  little  effect  upon  the 
field  current. 

26.  Under  what  conditions  of  motor  operation  is  a  3-poiiit  box  unde- 
sirable? Why?  Show  that  this  objection  is  overcome  by  the  use  of  a  4- 
point  box.  Sketch  the  connections  of  a  47-point  box.  What  is  the  principle 
advantage  of  having  the  hold-mp  magnet  in  aeries  with  the  shunt  field? 

27.  Sketch  the  connections  of  a  starting  box  containing  the  field  resistance. 
Why  is  it  necessary  to  short-circuit  this  resistance  on  starting?  How  is 
this  accompUshed? 

28.  How  should  a  shunt  motor  be  stopped?  Give  reasons.  What  is  the 
effect  of  stopping  the  motor  by  throwing  back  the  starting  arm? 

29.  Sketch  the  connections  of  series  motor  starters  What  is  the  advan- 
tage of  the  no-load  release  over  the  no-voltage  releas 

30.  When  are  controllers  used  and  why?  What  v.  ns  a  a 
controller  perform  outaide  actual  starting  duty? 

31.  What  are  two  advantages  of  automatic  starters  n  m  d  um  s  zes  of 
motors?  In  the  larger  sizes  of  motors?  What  lim  s  he  a  e  o  u  mg 
out  resistance  in  the  type  shown  in  Fig.  a04?     How  b   h     a  arte   operated 

33.  Upon  what  principle  do  the  plungers  and  solenoids  of  the  L.C.  &  M. 
controller  operate?  Why  do  the  plungers  remain  down  when,  the  current 
is   large?     Why  do   they   rise  and  cloae   the   contacta   when  the  current 


33.  What  ia  the  principle  of  the  magnetic  blow-out?     When  is  it  used? 
S4.  Of  what  material  are  resistance  units  for  the  smaller  types  of  starling 
iS  made?     The  larger  types? 
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36.  What  two  factura  only  can  be  varied  in  securing  speed  control  of  a 
motor?  In  the  armature  reaistance  control,  which  of  these  factors  is  varied? 
Whftt  are  the  advantages  of  this  method  of  control?  Name  two  serious 
disadvantages. 

86.  What  is  the  principle  of  the  multi-voltage  aystem?  How  are  coarse 
adjuHtments  of  speed  obtained?  Fine  adjustments?  What  is  the  objec- 
tion to  this  system  ? 

37.  What  factor  in  the  speed  equation  ia  varied  in  the  Ward-Leonard 
system  of  speed  control?  Howmanymaohinesarenecessary  in  this  system? 
Wliat  is  its  chief  advantage  and  where  has  it  been  used  extensively?  Name 
two  disadvantages. 

38.  What  factor  in  the  speed  equation  is  varied  in  the  field  control 
method?  Name  two  distinct  advont^es  of  this  method.  What  limits  the 
range  of  speed  obtainable?  What  type  of  motor  is  especially  adapted  to 
this  type  of  speed  control? 

39.  What  principle  is  involved  in  the  speed  (control  of  the  Stow  motor? 
Why  can  a  wide  range  of  speed,  with  good  commutation,  be  obtained  with 
this  motiir? 

40.  Upon  what  principle  does  the  Lincoln  motor  operate?  Wliat  are  its 
advantages? 

41.  What  is  nieant  by  series-parallel  control  of  railway  motors?  Why 
is  such  control  desirable?  Sketch  the  half  speed  and  the  maximum  speed 
connections  in  a  2-motor  car      In  a  4-motor  car 

42.  Give  three  reasons  v.hy  it  is  objectionable  to  place  the  main  con- 
troller on  the  platform  in  the  larger  sizes  of  electnc  car  equipment.  How 
are  these  objections  overcome?  Give  two  other  reasons  why  automatic 
control  is  desirable 

43.  What  is  the  general  principle  underl>mg  the  multiple-unit  control? 
What  is  the  train  Ime? 

44.  Name  briefl\  the  sequence  of  closing  of  Ihc  contactors  in  starting  a 

46.  What  is  meant  b>  'dynamic  braking?  Uhere  is  it  used?  Can  a 
motor  armature  be  brought  to  tk  standstill  b)  this  method  of  braking? 
Explain.     What  is  regenerative  braking  and  when  ia  it  used? 

46.  Give  two  occasions  where  it  is  desirable  to  know  the  efficiency  of  a 
motor.  What  type  of  brake  is  often  used  for  loading  motors?  Does  thiB 
type  lend  itself  to  ready  calculation  of  torque  and  power  output  of  tlic 
motor?  Explain.  What  is  meant  by  the  dead  weight  of  the  brake  arm  and 
how  can  it  be  determined  and  correction  be  made? 

47.  Describe  a  simple  type  of  rope  brake.  How  many  balances  are  neces- 
sary in  this  type?     What  is  a  common  method  of  cooling  prony  brakes? 

48.  In  what  way  does  a  speed  counter  differ  from  a  tachometer?  Upon 
what  principle  is  the  magneto-voltmeter  method  of  nipasuriug  speed  bused? 

PROBLEMS  ON  CHAPTER  XII 

328.  A  bundle  of  16  wires  lies  perpendicular  to  a  magnetic  field  whose  den- 

eity  is  800  lines  per  sq.  cm.    That  part  of  the  bundle  of  wirea  which  liei 
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in  this  field  ia  25  cm.  long.     What  force  in  kilograms  is  acting  on  the  entire 
Hiiudle  when  a  current  of  12  amp.  flows  in  each  wire,  the  direction  of  ci 
rent  being  the  same  in  each? 

339.  A  gear  having  130  teeth  drives  another  having  60  teeth.  The  dis- 
tance from  the  center  of  the  first  gear  to  the  point  of  contact  of  the  teeth  Ib 
6.5  in.,  the  pitch  circle  having  a  diameter  of  13  in.  The  pressure  between 
the  teeth  at  the  point  of  contact  ia  400  lb.  What  is  the  torque  in  pound- 
feet  developed  hy  each  of  the  gears? 

330.  A  pulley  having  a  diameter  of  14  in.  drives  a  50-in.  pulley  with 
a  B-in.  bolt.  The  respective  tensions  in  the  tight  and  loose  sidea  of  the 
belt  are  1,500  and  300  lb.  respectively.  What  net  torque  in  pound-feet  is 
developed  by  each  pulley? 

331.  A  coil  consisting  of  IG  turns  of  wire  lies  parallel  to  a  magnetic  field 
having  a  strength  of  30,000  lines  per  sq.  in.  (See  Fig.  286a.)  The  distance 
acroHS  this  coil  parallel  to  the  field  is  12  in.  and  14  in.  of  active  con- 
ductor lie  in  the  magnetic  field.  What  torque  in  kilogram-meters  is  de- 
veloped by  the  coil  when  the  current  per  conductor  ia  5  amp.?  Sketch 
the  coil  and  the  magnetic  field,  indicating  the  directions  of  the  forces  acting. 

335.  Repeat  problem  331  for  a  simil&r  coil  in  which  the  current  in  each 
conductor  ia  S  amp.  and  the  strength  of  field  is  40,000  lines  per  sq.  in. 
Obtain  the  result  in  pound-feet. 

333.  When  the  flux  density  in  the  air  gap  of  a  shunt  motor  is  45,000  lines 
per  aq.  in,  and  the  armature  current  is  GO  amp,,  the  motor  developa  80  lh,-ft. 
torque.  What  is  the  torque  developed  when  the  motor  takes  30  amp., 
the  flux  remaining  constant?     50  amp.? 

334.  When  the  load  ia  entirely  removed  from  the  armature  of  problem  333, 
the  motor  armature  requires  8  amp,  to  keep  it  running.  What  torque  ia 
required  to  overcome  the  motor  loaaea?  What  is  the  torque  available  at 
the  pulley  in  each  case  of  problem  333,  a.ssuniing  that  the  no-load  torque  re- 
mains constant? 

S8S.  When  the  current  (60  amp.)  of  problem  333  is  halved,  the  fiux  is 
also  halved.     What  torque  is  developed? 

,336.  The  armature  of  a  shunt  motor  haa  a  resistance  of  0,04  ohm.  When 
this  motor  ia  connected  across  110-volt  mains,  it  develops  a  counter  electro- 
motive force  of  105  volta.  What  current  does  the  armatvire  take?  What 
current  would  it  take  if  it  were  coimeoted  across  the  same  mains  while 
stationary? 

387.  What  counter  electromotive  force  does  this  motor  armature  develop 
when  it  is  taking  80  amp.  from  the  aiaius?  It  this  same  machine  were 
running  as  a  generator  what  would  be  its  internal  electromotive  force  when 
the  armature  is  delivermg  80  amp,  at  110  volts? 

336.  The  armature  of  a  4-pole  shunt  motor  has  420  surface  conductors 
and  is  wave  wound.  What  back  electromotive  force  does  it  develop  when 
rotating  at  1,400  r.p.m.?  The  flux  is  2,500,000  lines  per  pole.  Its  armature 
resistance  is  0.2  ohm.  What  is  its  terminal  voltage  when  the  motor  takes 
50  amp.  from  the  hne? 
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of  the  motor  in  problem  338  Ht 
111.  if  the  tcrniiaal  volt.Hge  and  ftu 


3S9.  What  current  does  the 
from  the  hne  when  its  speed  is 
remain  constant? 

840.  A  shunt  motor  has  an  armature  reaiatance  of  0.1  ohm,  Wiien con- 
nected acroas  220-volt  mains  it  takes  5  amp,  and  runs  at  1,100  r.p.m.  kl 
what  speed  will  it  nin  when  its  armature  current  is  40  amp.?  Neglwl 
armature  reaction. 

341.  A  compound  winding  having  a  resistance  of  0,05  ohm  is  added  in  llw 
motor  of  problem  340.  This  increases  the  motor  tlux  20  per  cent,  betwera 
aero  current  and  40  amp.  Assuming  that  the  increase  of  flux  is  p^opo^ 
tional  to  the  current,  find  the  speed  at  40  amp.  When 
amp.  the  speed  is  adjusted  to  1,100  r.p.m.     Neglect  armature 

343.  By  what  percentage  should  the  Hux  of  problem  340  be  decreased  in 
order  that  the  speed  at  40  amp.  he  the  same  as  it  is  at  5  amp?  NcglKI 
armature  reaction. 

345.  A  550-vult  series  motor  has  a  series  field  reaiatance  of  0.03  ohni  wA 
an  armature  resistance  of  0.2  ohm.     When  taking  90  amp.  from  the  line 
its  speed  is  480  r.p.m,     Wliat  is  its  speed  when  it  takes  40  amp.  from  tlw 
line?    Assume  that  the  saturation  curve  is  a  straight  line  and  neglect  urt 
ture  reaction. 

344.  A  220-volt  shunt  motor  has  a  field  resistance  of  100  ohms  and 
armature  has  a  resistance  of  0,15  ohm.  The  total  line  current  is  50u 
What  is  the  back  electromotive  force  of  the  armature? 

845.  The  motor  of  problem  344  develops  ilWh,-ft.  inl«mal  torque  irti 
taking  50  amp.  from  the  line.     What  internal  torque  does  it  develop  wbfn 
taking  Ih  amp.  from  the  line?     Neglect  armature  reaction, 

346.  When  the  motor  of  problem  344  is  running  without  load  it  takes 6,0 
amp.  from   the  line  and  run.s  at.   1,000  r.p.m.     What  is  its  speed 
taking  50  anip,  and  when  taking  1.^  amp.  from  the  line?     What  is  it8«p«eii 
regulation  in  each  case?     Wliat  is  the  torque  at  the  pulley  in  probli 

347.  A  motor  runs  at  SOO  r.p.m.  when  running  light.  It  has  a  ipml 
regulation  of  3.5  per  uent.     What  is  its  speed  at  its  rated  load' 

348.  When  a  series  motor  takes  40  amp.  from  the  line  it  develops  120 
Ib.-ft.  torque.  What  torque  does  it  develop  at  flO  amp,?  At  90  lunp.T 
Assume  that  the  saturation  curve  of  the  iron  is  a  straight  line. 

349.  The  motor  of  problem  348  has  an  armature  resistance  of  0.2  ohm  and 
a  series  field  resistance  of  0,04  ohm.     If  it  runs  from  600-voH  maim  a: 
rung  at  700  r.p.m.  when  taking  40  amp.,  what  is  its  speed  at  60  and 
90  amp,? 

""".  What  is  the  motor  speed  of  problem  349  when  it  t-akes  10  sit 
fromtheline? 

361.  A  shunt  motor  is  rated  at  44  amp.  at  230  volts.      Its  field  euTKiit 

i  is  1.0  amp.  and  its  armature  resistance  Is  0.2  ohm.     It  is  desired  that  the 

I  motor  start  with  125  per  cent,  rated  current.     What  should  be  the  value  of 

lh9  starting  lei^istance? 

.  The  motor  u(  ^TtftACTn  %^\  leacWa  IS  ■^.^  ijeat,  of  its  rat«d  spee 
afore  the  aw,nni\  conlB.c\.  ol  \\\e  a\,wt\r,¥.tesfttfk,B.w;,e\»\e,wSwe&. 
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What 


rnp.  when  the  arm  touches  the 


contact  is  reached  it  is  deflired  tJiat  the  armature  current  be  43  ai 
IB  the  resistance  between  the  first  two  contadts? 

363.  The  motor  of  problem  3G1  reaches  half  speed  when  the  starting  arm 
reaches  the  third  contact.  Find  the  resistance  between  the  second  and  third 
contacts.  The  current  should  again  he  43  a 
third  contact. 

3G4.  A  220-volt  shunt  motor  has  an  Brim 
When  the  armature  takes  4  amp.  from  the  ii 
ia  desired  to  obtain  600  r.p.m.  at  44  amp. 
by  inserting  resistance  in  the  armature  cir- 
cuit. What  external  resistance  ia  necessary? 
With  this  external  resistance  in  circuit,  at 
what  speed  will  the  motor  run  when  the 
armature  takes  22  amp.? 

S66.  Repeat  problem  354  for   JOO  r  p  m 

3G6.  What  percentage  of  the  Ime  power 
is  delivered  to  the  armature  at  44  amp  m 
problems  364  and  3557 

367.  A  motor  when  connected  across  the 
110-volt  mains  of  Fig.  309runsat  600rpm 
What  speeds  can  be  obtained  bv  the  use 
of  this  system  if  the  shunt  field  is  kept 
constant?     Neglect   the    hRa  drop  in  the 

366.  In  a  Ward-Leonard  system  of  speed 
control  the  efficiencies  of  the  machines  ar< 
as  follows:  M,  (Fig.  310)  85  per  cent  ,  G,  81 
per  cent. ;M!!,  SOpercent.  Theline  voltage 
ia  220  volts.  When  Jfj  delivers  7  hp  hoiv 
much  current  is  being  supplied  bv  the  bn(  ' 
What  is  the  over-all  efficiency  of  the  s>ateiii  ' 

369.   In  a  brake  similar  to  that  shut 
Fig.  317.  the  length  Z.  is  2  ft.    The  balance 
reading  is  32  lb.;   the  dead   weight  «if  the 
armis2.Slb.;  the  speed  of  the  armature  is  1,120  r 
power  does  this  motor  develop?      (6)  The  r 
volts.     What  is  its  efficiency  at  this  load? 

360.  Repeat  problem  359  for  a  balance  reading  of  23  lb.  and  a  speed  ot 
1,130  r.p.m.  The  motor  input  is  now  36.2  amp.  at  220  volts.  The  dead 
weight  ot  the  arm  remains  nnchanged. 

381.  In  a  brake  similar  to  that  shown  in  Fig.  319,  the  diameter  ot  the 
drum  ia  10  in.  The  speed  is  1,400  r.p.m.  One  balance  reads  19.8  lb.  and 
the  other  reads  4.3  lb.  {a)  What  torque  does  the  motor  develop  at  this 
load?  [b)  What  ia  the  horsepower  output?  (c)  If  the  input  is  18  amp.  at 
110  voltM,  what  is  its  efficiency  at  this  load? 

362.  Calculate  the  horsepower  output  developed  by  the  braki'  sliown  in 
Fig.  362a.     It  is  running  at  1,500  r.p.m. 


(n)  What  horse- 
r  input  is  49  amp.  at  220 


r 
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QUESTIONS  ON  CHAPTER  Xm 

1.  What  happens  tii  the  energy  whirh  \s  lost  within  electrieal  apparatus? 
IB  it  useful  or  otherwise?     Explain  in  detail  its  eRect  on  the  apparatus. 

2.  Into  what  three  groups  can  the  loasea  in  either  a  motor  or  a  gQneratir 
be  classi£ed?  Name  the  lasses  under  the  first  group,  indicating  bow  they 
are  determined.     Are  they  readily  determinable? 

3.  What  constitutes  the  losses  of  the  second  group?  How  are  tlie  losses 
supplied,  electrically  or  mechanically  ?  Upon  what  do  they  depemi?  How 
ia  the  eddy  current  loss  made  small?  What  is  meant  by  pole  face  loss  and 
to  what  ia  it  due?     How  is  it  reduced? 

4.  Why  are  all  the  losses  escept.  the  copper  loss  grouped  as  one?  Upon 
what  do  they  all  depend?  If  it  ie  desired  to  duplicate  stray  power  losses 
under  two  different  conditions  of  load,  what  two  factors  must  be  maintained 
constant? 

6.  Show  that  if  the  losses  in  a  machine  are  known  at  any  particular  load 
its  efficiency  can  he  calculated.  Why  is  the  formula  for  a  generator  differ- 
ent from  that  of  a  motor? 

6.  How  may  the  efficiency  of  a  generator  be  measured  directly?  What 
practical  conditioEismake  such  rneaaurementa  difficult?  What  effect  do  errors 
in  the  measurements  have  upon  the  precision  of  the  results?  What  other 
objections  are  there  to  direct  measurements  of  efficiency? 

7.  How  is  a  machine  ordinarily  operated  in  order  to  measure  its  stray 
power?  What  measurements  are  made?  To  what  is  the  stray  power 
then  equal? 

8.  Id  stray  power  measurements,  how  is  the  flux  adjusted  to  the  proper 
value?  How  is  the  speed  adjusted?  Does  the  flux  adjustment  have  any 
effect  upon  the  speed  and  if  bo  how  are  any  readjustments  made? 

9.  For  what  purpose  is  a  set  of  stray  power  curves  desirable?  Why  oi 
not  the  stray  power  aver  the  entire  operating  range  of  the  machine  be  shown 
with  one  curve?  What  errors  are  Introduced  by  using  the  Reld  current  as  & 
measure  of  the  flux  and  how  is  one  of  these  errors  partially  neutralized? 

10.  For  detemiiniiig  losses  what  is  the  advantage  of  the  opposition 
method  over  the  stray  power  method?  Upon  what  principle  does  thii 
method  depend? 

11.  What  assumption  is  it  necessary  to  make  in  the  opposition  method? 
Does  this  assumption  introduce  appreciable  error?  In  this  method  how 
are  the  two  machines  started  and  then  adjusted?  What  instruments  arc 
used  and  what  measurements  arc  necessary?  State  the  disadvantages  of 
this  method. 

13.  What  deteriuines  (he  rating  of  a  steam  engine?  A  steam  turbine? 
A  gas  engine?     An  electric  machine?     State  reasons  in  each  c 

13.  State  the  effects  of  excessive  temperatures  upon  the  insulation  of 
electric  machiner>'.  What  insulating  materials  can  withstand  the  highest 
temperatures? 

14.  What   is  the  "hot  spot"  temperature  and  what  difficulties  a 
pany  its  measurement?     Nome  one  method  by  which  an  approximation  of  the 
hot  spot  temperature  may  be  reached. 
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IB.  What  other  well-known  principle  ie  ul.iliiied  to  determine  the  tempera- 
ture rise?     What  is  meant  by  "ambicDt"  temperature? 

16.  For  what  length  of  time  should  a  temperature  test  he  run?  How  may 
the  temperature  riae  be  accelerated?  Ib  what  way  may  a  machine's  ap- 
proach to  constant  temperature  be  determined?  Why  does  the  tempera- 
ture of  a  machine  rise  more  rapidly  at  the  beginning  of  a  teat  than  at  the 
end?  What  relations  exist  between  the  heat  supplied  and  the  heat  dis- 
sipated when  a  constant  temperature  is  reached? 

IT.  Why  must  care  be  taken  not  to  include  the  brush  and  contact  resist- 
ance when  measuring  the  armature  resistance  for  temperature  determina- 
tions?    Where  must  the  voltmeter  leads  be  held? 

18.  What  difficulties  arise  when  the  resistances  of  multi-polar  armatures 
are  measured  for  temperature  determinations?  How  may  these  difficulties 
be  eliminated?  What  precautions  should  be  taken  when  the  field  tempera- 
ture is  being  determined  by  resiatanoe  measurements?  Why  must  the 
temperature  measured  in  this  way  be  still  further  increased? 

19.  Give  five  reasons  why  it  is  either  necessary  or  desirable  to  operate 
shunt  generators  in  parallel.  Wbat,  in  their  characteristic,  makes  thcnt 
especially  adapted  to  parallel  operation? 

3D.  It  one  generator  starts  to  take  more  than  its  share  of  the  load,  what  is 
the  resulting  effect  upon  its  voltage?  Does  this  effect  oppose  the  generator's 
taking  additional  load?     Explain.     What  is  meant  by  "stable  equilibrium." 

31.  State  in  detail  the  steps  necessary  to  put  a  machine  in  service.  If 
the  generator  is  put  in  service  with  ita  voltage  equal  to  that  of  the  bus,  why 
does  it  not  take  load?  What  must  be  done  in  order  that  it  may  take  its 
share  of  the  load? 

22.  Describe  the  steps  necessary  to  remove  a  machine  from  service. 
Why  is  it  undesirable  to  pull  the  generator  switch  when  the  machine  is 
delivering  load?  What  is  necessary  as  regards  the  generator  cliarncter- 
istics  in  order  that  the  machines  may  properly  divide  the  load  over  their 
entire  range  of  operation? 

23.  Show  that  over-compounded  generators  in  parallel  are  in  unstable 
equilibrium.     What  simple  connection  can  make  their  operation  stable? 

34.  What  two  conditions  are  necessary  for  two  compound  generators 
to  divide  the  load  proportionately  over  their  entire  range  of  operation? 

3C.  Why  does  not  a  diverter  change  the  division  of  load  between  two 
compound  generators  in  parallel?  Wliat  adjustment  can  be  made  to 
change  the  load  division? 

26.  How  many  equalisers  may  be  necessary  in  certain  types  of  compound 
generators?     How  many  poles  must  such  a  generator  switch  have? 

37.  Cpmpare  circuit  breakers  and  fuses,  stating  the  advantages  and  dis- 
advantages of  each.  Which  has  the  higher  first  cost?  Which  ordinarily 
has  the  lower  maintenance  coat?  Which  requires  the  more  space?  Which 
operates  the  faster?     Under  what  conditions  should  each  be  used? 

38.  Upon  what  principle  do  circuit  breakers  in  general  operate!  How  is 
a  "wiping  contact"  secured?  What  is  the  purpose  of  the  carbon  contacts? 
Why  should  breakers  always  be  mounted  at  the  top  of  a  switchboard? 
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38S.  The  eddy  current  loss  in  u  generator  ia  30CI  watts  when  it  is  running 
at  800  r.p.m.  and  with  a  flux  ot  1,000,000  lines  per  pole,  (o)  What  a 
the  eddy  current  Jobs  when  the  speed  is  raised  to  1,000  r.p.in.,  the  flux  re- 
maining unchanged?  (b)  What  ia  the  loss  at  800  r.p.m.  with  a.  flux  of 
1,200,000  lines?     (c)  With  this  same  flux  what  is  the  loss  at  1,000  r.p.m.T 

364.  If  the  hysteresis  loae  in  a  generator  is  600  watts  with  a  speed  of 
800  r.p.m.,   what  is  it  when  the  speed  is  increased  to  1,000  r.p.m.? 
1,300  r.p.m.?     The  flux  is  the  same  in  each  case. 

36C.  A  shunt  generator  deUvers  100  amp.  at  115  volts.  The  total  loasca 
in  the  machine  are  1.200  watts.     What  is  its  efficiency? 

366.  A  shunt  motor  takes  35  amp.  at  220  volts.  Its  field  resistance  is 
180  ohms,  its  armature  resistance  ia  0.3  ohm  and  its  stray  power  loss  it 
400  watts.  What  is  its  output  in  horsepower  and  what  is  its  efficiency  at 
this  toad? 

367.  Assume  that  the  stray  power  loss  of  problem  366  is  in  error  by  10 
per  cent.     What  error  does  this  introduce  into  the  efficiency? 

368.  A  shunt  generator  delivers  250  amp.  at  220  volts.  The  shunt 
field  current  is  5  amp,,  the  armature  resistance  0.035  ohm  and  the  stray 
power  loss  is  1,800  watts,  (o)  What  ia  the  horsepower  input  to  the  gen- 
erator? {h)  What  is  its  efficiency?  (c)  If  the  generator  speed  is  400  r.| 
what  is  the  torque  applied  to  its  shaft? 

369.  A  shunt  generator  is  running  light  as  a  motor.  Its  armature  takes  15 
amp.,  from  230-volt  mains.  The  armature  resistance  is  0.08  ohm.  What 
is  the  stray  power  loss  of  the  machine  under  these  conditions? 

370.  A  motor  running  light  takes  25  amp.  from    110-volt  muns. 
shunt  field  resistance  is  12  ohms  and  its  armature  reeistiance  is  0,016  ohni. 
Wliftt  is  the  stray  power  loss  in  this  motor? 

371.  It  is  desired  to  measure  tlie  stray  power  loaa  in  the  generator  of 
problem  368  by  running  it  liglit  as  a  motor.  To  what  values  should  tl)c 
terminal  volts  and  speed  be  adjusted?  Make  a  diagram  of  oonnectios 
showing  the  instruments  and  methods  of  adjustment. 

372.  Two  similar  10-kw.  220-volt  generators  are  connected  as  shown  in 
Fig.  330  for  the  purpose  of  having  their  losses  measured.  When  the  motof 
is  taking  its  rated  current  of  48  amp.  the  line  current  /  is  found  \a  b« 
7.5  amp.  The  generator  field  current  is  2.4  amp.  and  the  motor  field 
current  is  l.S  amp.  Each  macihine  has  an  armature  resistance  of  0.2 
ohm.  What  is  the  stray  power  of  each  machine  at  this  load?  What  is  the 
efficiency  of  each  machine  at  this  load? 

373.  When  the  current  in  the  generator  armature  of  problem  3? 
24  amp.  (half  load)  the  line  current  /  is  5  amp.  The  generator 
field  current  is  now  2.2  amp.  and  the  motor  field  current  is  1.8  amp. 
Determine  the  stray  power  and  the  efficiency  of  each  machine  at  this  load. 
Why  are  the  field  currents  different  in  the  two  machines? 

374.  The  armature  and  field  resistances  of  a  550-volt  shimt  generator  Brt 
nieasiired  afl.er  the  machine  had  been  standing  idle  for  some  time  in  an  engine 
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rooni  whose  temperature  is  30°  C.  The  voltage  across  the  field  winding  e\- 
oluaive  of  the  rheostat  is  found  to  be  420  volts  ant!  the  field  current  4.8  amp. 
The  armature  reaiatance  between  two  marked  comniutatJir  HtE- 
meats  is  found  to  be  0.21  ohm.  After  the  machine  had  been  running  under 
load  for  2  hours  these  same  meaaurenients  were  repeated.  The  field 
voltage  is  now  450  volts  and  the  field  current  4.8  amp.  The  armature 
resistance  is  now  0.225  ohm.  What  is  the  temperature  rise  of  each?  Are 
these  maximum  temperatures  safe  for  untreated  cotton  insulation? 
t  876.  Two  50-kw.  220-voH  generators  are  operating  in  parallel.  They 
both  are  adjusted  to  230  volts  at  no  load  and  are  then  paralleled.  In  gen- 
erator No.  1  the  voltage  drops  S  volts  from  no  load  to  full  load  and  in  No.  2 
it  drops  12  volts.  When  the  aggregate  load  on  the  system  is  360  amp., 
what  current  does  Sach  generator  deliver?  What  kilowatt  load  does  each 
deliver?    Assume  that  the  voltage  drops  in  a  straight  line  in  each  ease. 

376.  Repeat  problem  375  for  an  aggregate  load  of  400  amp. 

377.  It  ia  desired  to  operate  a  100-kw.  220-volt  generator  and  a  60-kw. 
220-volt  generator  in  parallel.  The  voltage  of  the  first  drops  8  volts 
from  a  no-load  voltage  of  230  when  its  rated  load  is  applied.  What  should 
be  the  voltage  drop  of  the  second  generator  in  order  that  each  may  take  its 
proportionate  share  of  the  load  at  all  times?  Assume  that  the  voltage  drops 
follow  a  straight  line  in  each  case.  How  much  current  does  eacli  deliver 
when  the  system  demand  is  700  amp.? 

378.  Two  compound  generators  are  operating  in  parallel.  One  has  a 
rating  of  100  kw.  and  the  other  a  rating  of  75  kw.  The  resistance  of  the 
series  field  of  the  first  is  0.002  ohm.  What  should  be  the  resistance  of  llm 
aeries  field  of  the  secoTid  machine  for  proper  division  of  load? 

QUESTIONS  ON  CHAPTER  XIV 

1.  Why  cannot  the  ordinary  direct  current  voltages  be  used  for  transmit- 
ting considerable  amounts  of  power  over  long  distances?  Where  is.direct 
current  most  commonly  utilizmi?  What  are  i1«  advantages  under  these 
conditions? 

2.  What  ia  the  general  scheme  of  getting  large  amounts  of  power  from  a 
remotely  situated  power  station  to  the  consumers'  premises?  What  are 
the  rangesof  transmission  voltages?  Of  distribution  voltages?  What  part 
does  the  substation  play  in  the  system? 

'  3.  How  does  the  weight  of  conductor  vary  with  the  transmission  voltage? 
If  the  transmission  voltage  were  doubled  how  would  the  weight  of  copper  be 
affected  the  other  factors  remaining  unchanged? 

4.  What  five  conditions  in  general  determine  the  size  of  conductor  to  be 
used  ?  For  what  conditions  does  the  question  of  heatii^  particularly  apply  ? 
How  may  the  economics  of  the  problem  determine  the  size  of  conductor? 
What  is  the  disadvantage  of  having  too  large  a  condui^tor?  Too  small  a 
conductor? 

6.  Why  is  110  volts  most  convenient  for  incandescent  lighting?  Why 
isa  higher  voltage  undesirable?  Whatarethe  advantages  and  disadvantages 
of  a  lower  voltage  for  this  purpose? 


^ 


DlltECT  mitliEXTS 


6.  What  are  the 


troHey  roltagea 


Why  I 


e  these  rotfaf 


7.  Wbat  is  meant  liy  diatribuled  loads?     Where  do  such  loads  oc 
Where  are  conductora  of  unifomi  craas-Bection  throughout  moBt  commanljr 

8.  Theoretically,  what  type  of  conductor  is  most  economical  for  tmi- 
formly  distributed  toads?  What  is  the  practical  condition  that  most 
nearly  approaches  this  theoretical  condition? 

9.  Why  is  the  "return  loop"  ayetem  of  distribution  used?  What  is  it 
one  diaad  vantage? 

10.  What  system  overcomes  the  disadvantage  of  the  return  loop  system? 
Make  a  sketch  and  show  how  this  system  may  be  further  modified  to  form  a 
Btill  more  efficient  system. 

11.  What  advantage  is  gained  by   connecting   110-voll  loads  in  3 
groups  of  two  and  utihiing  220-volt  supply?     What  ate  the  disadvantages 
of  so  grouping  the  loads? 

12.  How  are  the  objections  to  the  seriea-pBirallel  system  overeomeT 
What  are  the  relations  existing  among  the  voltages  of  the  Edison  3- 
wire  system  ? 

13.  If  the  neutral  wire  be  of  the  same  size  as  the  two  outers,  what  are 
the  relative  weights  of  copper  in  the  3-wire  system  with  220  volts  acroM 
outers  and  in  the  simple  110-volt  system? 

lA.  What  is  meant  by  balanced  loads?  Under  this  condition  how  mucli 
current  flows  through  the  neutral  1 

15.  In  what  direction  does  the  neutral  current  flow  if  the  positive  k 
is  the  greater?  The  negative  load?  What  relation  does  the  neutral  current 
bear  to  the  current  in  the  outer  wires?  What  type  of  ammeter  should  be 
used  in  the  neutral?    What  is  the  commercial  limit  of  unbalancing? 

16.  State  briefly  the  effect  of  opening  the  neutral  with  (a)  balanced  loada 
and  {b)  unbalanced  loads.     Why  is  the  neutral  usually  grounded? 

17.  What  in  general  is  tlie  effect  of  putl.ing  too  heavy  a  load  on  one  side 
of  a  3-wire  system  upon  the  voltage  on  that  aide  of  the  system?  Upon 
the  voltage  on  the  other  side  of  the  system? 

18.  Sketch  a  method  of  obtaining  a  neutral  by  the  use  of  two  shunt 
generators?     What  is  the  principal  disadvantage  of  this  method? 

19.  How  may  a  storage  battery  be  used  fur  obtaining  a  neutral? 
general  how  does  the  current  in  the  neutral  wire  divide  when  it  reaches  the 
center  of  the  battery? 

aO.  Upon  what  principle  does  the  balancer  set  operate?  What  deter- 
mines which  machine  shall  operate  as  a  motor?  As  a  generator?  What. 
two  methods  are  used  to  accentuate  the  motor  and  the  generator  actions? 

31.  Upon  what  principle  doee  the  3-wire  generator  operate?  Where 
does  the  alternating  current  flow?  The  returning  direct  current  from  the 
neutral?  How  is  the  direct  current  able  to  pass  so  readily  back  int^ 
armature? 

22.  How  in  general  is  power  supplied  to  congested  direct  current  Uwda? 
What  is  the  function  of  the  feeders?     The  mains?     The  junction  boxeaf 
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Where  are  the  house  aervices  connected?  How  are  the  voltages  at  feeding 
points  generally  determined? 

33.  What  type  of  generator  iamost  com m only  uaed  tor  railway  purpoBCB  7 
How  is  it  connected  to  the  system  ? 

24.  Under  what  conditions  does  a  single  trolley  Buffice  for  getting  the 
power  to  the  car?  If  a  single  trolley  of  the  ordinary  size  is  of  insufficient 
cross-section,  what  means  can  be  taken  to  aaaiat  it  in  supplying  the  required 
power?    Why  is  the  size  of  trolley  not  increased? 

26.  Under  what  conditions  are  multiple  feeders  employed?  What  is 
the  disadvantage  of  their  use?     How  may  this  disadvantage  be  overcome? 

28.  Why  does  the  return  current  from  a  trolley  car  leave  the  track? 
What  determines  the  paths  which  it  follows?  What  damage,  if  any,  occurs 
at  the  point  where  the  current  enters  a  pipe?     Where  it  leaves  the  pipe? 

27.  Name  two  methods  liy  which  electrolysis  may  be  reduced.  What 
measurements  give  a  good  idea  of  stray  currents  between  pipes  and  track? 

28.  Sketch  a  typical  central  station  load  curve.  Show  how  the  habits  of 
a  community  determine  the  general  shape  of  such  a  curve.  Why  is  such  a 
load  curve  far  more  undesirable  than  a  uniform  load  curve  having  the  same 
Ijttal  kilowatt-hours? 

29.  What  is  meant  by  load  factor?  Is  a  high  or  a  low  load  factor  de- 
sirable?    Why? 

30.  How  may  a  storage  battery  smooth  out  a  station  load  curve?  When 
should  the  battery  be  charged?  Discharged?  Why  are  sto  age  batte  es 
not  more  generally  used  for  this  purpose? 

31.  Where  can  storage  batteries  be  used  efficiently  to  arry  he  load 
in  off-peak  times?  For  what  purposes  are  they  now  commonl  used  b 
central  stations?  Where  should  they  be  located?  Under  what  nd  ons 
is  a  battery  very  useful  to  a  central  station? 

32.  Wliat  difficulty  is  met  when  an  a'ttempt  is  made  to  ope  ate  sto  age 
batteries  in  conjunction  with  a  power  plant?  What  simple  method  may  be 
used  to  control  the  battery  load?     WTiat  is  the  objection  to  this  method? 

33.  Upon  what  simple  principle  do  the  counter-electromotive  force  cells 
operate?  What  is  the  chief  advantage  of  this  method  of  control  over  the 
resistance  method? 

34.  What  is  meant  by  end  cell  control  ?  How  is  such  a  battery  charged? 
In  what  manner  is  the  connection  changed  from  one  cell  to  the  next  without 
opening  the  circuit  or  dead-short  circuiting  the  batteries? 

35.  What  is  meant  by  a  "floating"  battery?  WTiat  is  the  purpose  of 
Huch  a  battery?  WTiy  is  it  often  necessary  to  install  auxiliary  means  for 
accentuating  the  battery  chanse  and  disehai^e  with  change  of  load?  Sketch 
the  connections  of  one  simple  method  for  accomplishing  this  purpose. 

36.  Why  will  a  battery  placed  at  the  end  of  a  long  feeder  tend  to  equalize 
the  station  load  without  auxiUary  apparatus  for  charging  and  dischai^ng? 
Under  what  conditions  does  such  a  battery  "float  T" 

37.  What  is  the  essential  difference  between  the  series  system  and  the 
parallel  system  of  distribution?     la  the  series  system  what  is  the  effect  of 
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^^^B  attempting  to  remove  a  load  by  opening  the  circuit?     How 

^^^H  out  in  a  seriea  Bystem  ? 

^^^1  38.  By  what  devices  is  a  series  syetem  supplied?     What  aretheadvan- 

^^^1  tages  of  the  series  system?     Where  docs  its  field  of  application  lie?     Sketch 

^^^H  the  layout  of  two  different  syetecns  of  series  arc  distribution.     Name  the 

^^^H[  advantagea  of  each. 
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PROBLEMS  ON  CHAPTER  XIV 

379.  140  kw.  are  transmitted  a  distance  of  1,000  ft.  over  a  cable  of  such 
ee  that  there  is  a  potential  difference  of  215  volts  at  the  load  with  235 

volts  at  the  bus-bara.  (o)  What  sisc  of  feeder  is  used,  assuming  that  a 
lil-foot  of  copper  has  a  resistance  of  10  ohms?  (6)  What  is  the  weight 
of  copper  if  a  cubic  inch  weighs  0.32  lb.? 

380.  Repeat  problem  370  with  the  same  pow^r,  the  same  loss,  the  i 
distance  aad  the  same  percentage  line  drop,  but  with  550  volts  at 
load.     How  do  the  weights  of  copper  cuiiipare  with  the  respective  voltages 


^ 
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381.  A  10-hp,  motor  in  fed  froni  a  switchboard  the  bus-bars  of  which  a 
maintained  at  115  volts.     The  motor  is  located  at  a  distance  of  500  ft.  from 
the  switchboard  and  it  is  desired  tu  have  a  voltage  of  110  at  the  n 
terminals  when  the  motor  is  carrying  its  full  load  of  10  hp.     What  mu 
the  diameter  (mils)? 

(q)  Of  the  copper  wire  used  to  connect  the  motor  to  the  switchboard? 
Assume  a  temperature  of  50°  C.     1  hp.  =  746  watts.    The  efficiency  o! 
motor  is  86  per  cent. 

f6)  If  copper  weighs  0.32  lb.  per  cu.  in.,  what  will  be  the  weight  of  the 
wirsmW? 

(c)  Repeat  (a)  and  (h)  for  a  switchboard  voltage  of  230  and  the  same  per 
cent,  drop  to  the  motor. 

(rf)  Repeat  (a)  and  (6)  for  a.  switchboard  voltage  of  550  and  the  sam 
cent,  drop  to  the  motor.  m 

383.  A  certain  street  is  2,000  ft.  long.  It  is  illuminated  by  eleven  200- 
watt  multiple-connected  lamps  placed  200  ft.  apart.  No.  4  A.W.G.  ci 
ductors  are  used  to  supply  this  system.  The  voltage  at  the  feeding  end  of 
the  street  is  120  volts.  What  is  the  voltage  drop  between  each  two  adjacent 
lamps?  What  is  the  voltage  at  the  last  lamp?  Assume  that  each  lamp 
takes  2.0  amp. 

383.  If  the  lamps  of  problem  382  are  fed  by  the  anti-parallel  system  (see 
Fig.  343a  page  385),  No.  4  wire  atill  being  used,  determine  the  voltage 
the  lamps  on  the  two  ends  of  the  street.     Compare  their  absolute  volta 
and  their  difference  of  voltage  with  the  results  of  problem  382. 

384.  A  load  of  100  amps,  is  situated  800  ft.  from  600-volt  bus-bars.  1,000 
ft.  farther  on  a  second  load  of  85  amps,  is  located.  A  4/0  annealed  copper 
feeder  runs  from  the  bus-bars  to  the  first  load.  No.  1  wires  run  from  the  100 
amp.  load  to  the  ft5  amp.  load,  (a)  What  is  the  voltage  at  each  load? 
{b}  Wiiat  is  the  weight  of  copper  used? 
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386.  (u)  Determine  the  size  of  a,  unifonn  feeder  which  will  have  the  same 
weight  as  the  two  feeders  of  problem  3S4,  (6)  Determine  the  voltage  at  each 
load  with  this  uniform  feeder,  (c)  Under  which  condition  is  the  copper 
moat  effectively  utilised? 

3S6.  It  is  desired  to  operate  4B  75-watl  lamps  on  one  circuit.  Compare 
the  aiaea  of  wire  necessary  to  feed  tlieae  lamps  when  all  are  connected  in 
parallel  across  110  volts  and  when  the  lamps  are  connected  in  scries  groupB 
of  two  across  220  volts.      (Uae  Table  Appendix  D,  page  410.) 


I 
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387.  Repeat  problem  3SG  for  an  Edison  3-wirc  Myslctn,  u^uminK  that 
the  neutral  is  the  same  size  aa  the  outer  wires. 

3S8.  Fig.  388a  shows  an  Edison  3-wire  system  with  various  loads.  Indi- 
cate the  current  and  its  direction  at  each  of  the  points  a-k  inclusive. 

389.  If  the  neutral  is  cut  at  point  X,  Fig.  SSSa,  find  the  voltages  across  the 
two  sides  of  the  system,  assuming  that  the  load  resistances  do  not  change. 
Neglect  the  drop  in  the  mains  themselves. 

390.  Find  the  voltages  across  loads  A  and  B,  Fig.  390n,  if  loads  A  and  B 
are  each  40  amp. 
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.  Find  tiie  voltage  ai^ross  each  load,  problem  391,  which  would  occur 
if  the  neutral  were  opened. 

393.  Determine  the  voltage  across  each  of  the  loads  AB  and  BC,  Fig. 
393o,  and  also  the  voltage  across  the  motor. 

394.  Repeat  problem  393  with  the  motor  connected  between  the  neutral 
and  the  negative  conductor.  Owing  to  the  fact  that  the  voltage  is  halved 
the  motor  must  now  take  approximately  200  amp.  to  develop  its  former 
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3M.  Find  the  current  in  each  machine  of  the  balancer  set  uf  Fig.  3Q5a  tx 
indicBte  which  machine  is  the  motor  and  whinh  is  the  generator.     There  if 
110  volts  aciuss  each  machine  and  the  eJEicieiicy  of  each  machine  is  80  per 
cent.     How  much  current  does  the  main  generator  deliver? 


396.  li.ilvc  problem  395  when  there  Ik  a  total  load  of  100  amii.  connected 
between  the  neutral  and  negative  main  and  there  is  nii  load  on  the  [Hwitivc 

397.  A  4/0  hard-drawn  copper  trolley  wire  runs  from  600-volt  bus-bars 
to  a  station  6  miles  out.  For  4  miles  it  is  paralleled  by  a  350,000  CM.  feeder 
whichfeedait  everyquartermile.  (SeeFig.3576,page397.)  'nie4/0wire 
a  resistance  of  0.26  ohm  per  mile  and  the  350,000  CM,  feeder  has  a  resistance 
of  0.163  ohm  permile.  The  resistance  of  the  track  and  ground  return  is  0.05 
ohm  per  mile.  Find  the  voltage  at  a  car  5  miles  out  and  taking  60  amp. 
What  is  the  voltage  at  the  end  of  the  line7 
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398.  (n)  Find  the  volt^e  at  the  car  in  problem  397,  when  the  car  is  4 
miles  fro[n  the  power  station,     (b)  When  the  car  is  2  miles  from  the  Btatiun. 

399.  Fig.  399ashows  a  5-mile  length  of  hard-drawn  4/0  copper  trolley  wire. 
This  is  fed  by  three  300,000  CM.  multiple  feeders  each  feeding  at  points  IH 
miles  apart.  Find  the  equivalent  resistance  of  the  trolley  and  feeders  to 
the  end  of  the  line. 

400.  Find  the  voltage  at  a  car,  Fig.  399a,  when  it  is  at  the  end  of  the  line 
and  taking  100  amp.  The  station  voltage  is  fiOO  volts  and  the  ground 
and  track  resistance  is  0.04  ohm  per  mile. 

401.  Find  the  voltage  at  the  car  of  problem  400  when  the  car  is  3  miles 
from  the  station  and  taking  100  amp. 
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iOS.  Repeat  problems  400  and  401  for  a  sectionalized  tnillpy.  the  insu- 
lated sections  being  at  n,  t,  c,  Fig.  399c.  Which  system  of  feeding  is  the 
more  economical  of  copper? 

405,  A  central  station  has  a  peak  load  of  6,200  kw.  It  delivers  52,000 
kw.-hr.  over  a  24-hour  period.     What  is  its  daily  load  factor? 

404.  A  storage  battery  helps  the  station  of  problem  403  by  taking;  1.500 
kw.  off  the  peak,  it  being  necessary  to  use  this  battery  for  an  hour  and  a  half. 
If  the  battery  efficiency  is  85  per  cent,  ond  it  is  charged  oft  peak,  what  ia 
the  new  load  factor  of  the  station? 

406.  A  storage  battery  consists  of  64  cells  connected  in  series,  each  cell 
having  an  electromotive  force  of  2.1  volts  and  a  resistance  of  0.004  ohm. 
It  is  desired  to  allow  this  batt«ry  to  discharge  at  a  40-amp.  rate  into  1 15- 
volt  bus-bars,  (a)  What  series  reeistan-oe  is  necessary?  (6)  How  much 
power  is  developed  within  the  battery  ?  (c)  How  much  is  lost  in  the  battery 
resistance?     (d)  How  much  is  lost  in  the  series  resistance? 

406.  If  counter-electromotive  force  cells,  each  having  an  electromotive 
force  of  2.08  volts,  were  used  in  problem  405,howmany  wouldbeneceBsary? 
Neglect  the  internal  resistance  of  the  counter-electromotive  force  cells. 

407.  If  end  cell  control  were  used  in  problem  405  how  many  cells  would  be 
cut  off  the  end  of  the  battery? 

408.  A  4/0  hard-drawn  copper  trolley,  having  a  resistance  of  0.2G  ohm 
per  mile,  extends  5  miles  from  600-volt  hus-bars.  The  track  return  has  a 
resistance  of  0.05  ohm  per  mile.  A  storage  battery  consisting  of  260  cells 
floats  at  the  end  of  the  line.  Each  celt  has  an  electromotive  force  of  2.08 
volts  and  a  resistance  of  0.002  ohm.  For  what  value  of  current  at  the 
battery  terminals  will  the  battery  "float?" 

409.  What  current  must  a  oar  3  miles  from  the  station  of  problem  408 
take  in  order  that  the  battery  may  "float?" 

410.  At  what  rate  does  the  battery  charge  when  there  is  no  oar  at  all  on 
the  system  ? 

411.  When  a  car  at  the  battery  takes  120  amp.,  how  much  current 
does  the  station  supply  and  how  much  does  the  battery  supply?  How  much 
power  is  supplied  by  each? 

412.  Repeat  problem  411  for  a  car  taking  120  amp.,  3  miles  from  the 
station. 

413.  A  series  arc  generator  suppUes  60  500-watt  6.6-anip.  magnetite 
arcs  over  a  No.  6  cable,  which  has  a  resistance  of  0.395  ohm  per  1,000  ft. 
The  length  of  the  arc  circuit  is  10  miles.  What  Is  the  terminal  volti^o  of 
the  generator  and  wh&t  is  the  efficiency  of  transmission? 

414.  Repeat  problem  413  for  an  80-!amp  circuit  in  wliieh  the  length  of 
the  circuit  Is  15  miles. 
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Absolute  potential,  52 
AccumulatDT  (eee  Storage  Batten'), 

98 
Alloys, « 

Alumimmi  oonduc'tcirK,  47 
American   Wire   Gage   (A.W.tiJ,  41 
Ammeter,  definition  of,  V2fi 
liot-wire  type,  136 
shunts,  131 
solenoid  type,  128 
Weston,  129 
Ampere,  definiti'm  of,  4S 
Ampere-turn,  definition  of,  1711 

determination  of   176 
Annealed  Copper  Standard   4o 
Anode,  definition  of  85 
Anti-parallel  feeder  8\  stem    W4 
Armature,  eharactenstic   300 
coils,  225 
[  construction  of  251  "^ 

^^■^  electromotivp  force  of,  257,  31R 
^^b  paths  through,  230 
^^B  rear^tion,  267 
^^M       calculations  of,  271  - 
^^^^       components  of,  270 
^^^B       compensation  of,  274 
^^^1  laminated  pole  cores,  274 

^^H  slotted  pole  faces,  275 

^^^B  Thompson-Ryan     method. 

Astatic 


1  multipolar  machin 
of  a  motor,  319 


measurement  of,  355 


Automatic  starting  box,  335 

Cutler-Hammer,  335 

Electric  Controller  and  Mfg.  Co., 
336 
,'\yrton  shunt,  12H 

H 

Bu.i'k.   clecti'oiiiotive   lurvi;    of  mc)lor 

armature,  316 
Back  pitch  of  windings,  225,  239 
Balimcer  set.  391 
Bar  magnet,  effect  of  brcaJfing  a, 
Batt^-ry,  84 

anode,  definition  of,  85 
cathode,  definition  of,  85 
cells,  in  parallel,  73 
serieB,  73 
series-parallel,  75 
I'harging,  71,  111 
Clark  cell,  93 
Daniell  cell,  89 
definttion  of,  86 
dry  cell,  94 

Edison-Lalande  cell,  91 
electrodes,  definition  of,  85 
electrolyte,  definition  of,  85 
electromotive  force  of,  68 
floating,  403 
gravity  cell,  90 

grouping,  for  best  economy,  76 
for  niaxinmm  current,  76 
for  quick  action,  76 
internal,   resistance   of,   69,    87 

voltage  of,  68 
lead  cell,  97 
Le  Clanch6  cell,  91 
nickel-iroQ-alkahne,  115 
polarization  of,  88 
remedies  for,  89 


^ 
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Battery,  primary  cell,  86 
principles  of,  84 
secondary  cell,  86 
stprage  (see  Storage  Battery), 

96 
terminal  voltage  of,  68 
voltage  drop  in,  68 
Weston  Standard  Cell,  92 
Boosters,  regulation  of  storage  bat- 
tery   discharge   with,    403 
series  generators  as,  304 
Brakes,  cradle  dynamometer,  360 
Prony,  348 
rope,  351 
Braking,  dynamic,  347 
British  Thermal  Unit  (B.t.u.),  62, 

407 
Browne  and  Sharpe  Wire  Gage,  44 
Brush  Arc  machine,  303,  405 
Brush,  construction,  255 

position,  in  a  dynamo,  221, 228, 
244 
in  a  generator,  281 
in  a  motor,  319 
rocker  ring  for  holding,  256 
Building  up  of  generator,  264 


Cable  testing,  147 

Murray    loop    for    loc^,ting    a 

ground,  147 
total  disconnecion,  location  of, 

213 
Varley      loop  for     locating 
ground,  148 
CaUbration  curve  of  ammeter,  159 
Capacitance,  calculation  of,  209 
of  co-axial  cylinders,  211 
of  parallel  plates,  209 
definition  of,  202 
measurement  of,   211 

ballistic      galvanometer 

method,  211 
bridge  method,  213 
of  parallel  condensers,  205 
of  series  condensers,  206 


Capacities  of  storage  batteries,  115 
Cathode,  definition  of,  85 
Characteristics  of  generators,  257 

armature    electromotive   force, 
257 

armature  reaction,  267 

comniutation,  276 

compound  (see  Compound  Gen- 
erator), 295 

effect  of  speed  on,  305 

regulation,  292  ^ 

saturation  curve,  258 

series    (see    Series    Grenerator), 
301 

shunt  (see    Shunt    Generator), 
264 

total,  293 
Characteristics  of  motors,  309 

compound,  328 

series,  324 

shunt,  321 
Charge,  electrostatic,  198 
Charging  of  storage  batteries,   71, 
111 

booster  method,  112 

constant  current  method.  111 

constant  potential  method,  112 
Chemical  reaction,  of  lead  cell,  99 
of  nickel-iron-alkaline  battery, 
116 
Circuit  breakers,  377 
Circular  mil,  definition  of,  38 

foot,  definition  of,  39 
Clark  ceU,  93 

Closed  loop  feeder  system,  385 
Coefficient  of  coupling,  195 
Coercive  force,  181 
Coils,  dummy,  242 

formed,  225 
Commutating,  of  a  motor,  321 

poles,  285 
Commutation,  276 

high  mica,  283 

sparking  due  to,  281 

undercut  mica,  283 

with  commutating  poles,  285 
Commutator  construction,  253 
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CompsM,  magnetic,  8 

Compensation  of  armaturo  reac 

ion„ 

Creeping  in  grinding,  243 

■274 

Critical  field  reaistance,  265 

^^iHupuund  generator,  ',295 

Cumulative  compound  motor,  328 

^^U   characteristics  of.  296 

Current,  decay  in  inductive  circuit, 

^H       effect  of  speed  on,  290 

189 

measurement,  53 

under  com  pounding,  297 

with  potentiometer,  158 

long     shunt,     connection 

for, 

rise    iu    inductive   circuit,    1S7 

290 

unit  of,  48 

parallel  operation  of,  374 

Cutlei^Hammei    automatic  starter. 

aeries  field  diverter  tor,  298 

335 

short    shunt,    connection 

for, 

296 

D 

Compound  motor,  328 

characteristics  of,  328 

Damping  of  gdlvanometers,  125 

cumulative,  328 

Daniell  cell,  89 

differential,  328 

Decade  bridge,  144 

definition  of,  202 

Development  of  a  winding,  227 

energy  stored  in,  208 

Dielectric,  conitants,  204 

parallel  connection  of,  205 

table  of,  205 

series  connection  of,  203 

materials,  203 

strength,  202 

apecific,  36 

Differential  compound  motor,  328 

Conductivity,  definition  of,  36 

Direct    current,    definition   of.    220 

pei  cent.,  36 

production  ol,  320 

Conductors,  32,  46 

Disc  dynamo,  305 

^^^     aluminum,  47 

Discharge  switch,  190 

^K    coppi^r,  46 

Diatrihution  systems,  380 

^H    field  around,  17 

constant  voltage,  383 

^V-  iion, 

electric  lailway,  398 

^™     silver,  46 

series,  405 

steel,  47 

stoiage  battery,  399 

Consequent  poles,  S 

(hiee-wire,  383 

Constant    potential,  butttry  charg- 

Thury System  of,  303,  380 

ing,  112 

Diverter,  series  field,  298 

distribution  system,  383 

Dobiowolsky  method,  394 

feeder  system,  384 

Doubly  le-entiant  winding,  235 

Copper,  Standaid  Annealed,  45 

D(op-wire,  137 

Corkeciew  rule,  19 

Drum  windii^,  233 

Coiona,  201 

Dry  ceU,  94                                                            , 

Coulomb,  definition  of,  48 

Dummy  coil,  242 

Counter     electromotive     force. 

of 

Duplex  winding,  235 

motor,  316 

Dynamic,  braking,  347 

electricity,  198 

Dynamo  construction,  249 

488 
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Dynamo,  construction,  249 
armature,  251 
brushes,  255 
commutator,  253 
cores,  249 
field  coils,  254 

cores,  250 
frame,  249 
shoes,  250 
efficiency  of,  359 
heating  of,  369 
losses  in,  355 
copper,  355 

armatuie,  355 
determination  of,  365 
friction,  358 
iron,  356 

eddy  currents,  356 
hysteresis,  357 
pole  face,  358 
series  field,  355 
shunt  field,  355 
stray  power,  359 
measifrement  of,  361 
magnetic  calculations  in,  179 
rating  of,  368 

windings  (see  Windings),  222 
Dynamometer,  cradle,  360 

E 

Earth's  magnetism,  15 

intensity  of,  16 
Eddv  current  losses,  356 
Edison  batteiy,  115 
applications  of,  118 
charging  of,  117 
chemical  reaction  of,  116 
Edison  three-wire  system,  385 
advantages  of,  385 
effect  of  open  neutral  on,  387 
methods     of  obtaining  neutral 
for,  390 
balancer  set,  391 
storage  battery,  390 
thiee-wire  generator,  394 
two-generator,  390 
voltage  unbalancing  in,  388 


Edison-Lalande  cell,  91 
Efficiency  of  dynamos,  359 
Electric  batteries,  84 
Electric  railway  distribution  system, 

396 
Electric   Controller   and    Mfg.    Co. 

automatic  starter,  336 
Electrical  units,  definition  of,  48 

ampere,  48 

coulomb,  48 

farad,  204 

henry,  184 

joule,  60,  407 

kilowatt,  59 

kilowatt-hour,  60 

ohm,  32 

volt,  48 

watt,  58 

watt-second,  60,  407 
Electrode,  definition  of,  85 
Electrolysis,  397 

Electrolyte,  definition  of,  85,  105 
Electromagnet,  plunger  type,  23 
Electromagnetism,  17 
Electromotive  force,  48 

generated  in  armature,  215,  257 

induced,  184 

in  motor  armature,  316 

of  battery,  68 

of  self  induction,  186 
calculation  of,  190 
Electroplating,  120 
Electrostatic,  charges,  198 

field,  200 

induction,  199 

lines,  200 
of  force,  201 
Electro  typing,  121 
End  cells,  402 
Energy,  efficiency  of  conversion,  61 

of  magnetic  field,  191 

stored  in  condenser,  208 

units  of  electrical,  60 
Equalizing  connections  in  windings 

236 
Exide  Vehicle  battery,  109 
Extension  coils,  135 
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F 

Generator,  characteristica  of,  257 

Furud,  definitJun  o(,  204 

effect  of  speiwl  on,  305 

Furaday  diau  dynamo,  305 

pomnintatiou,  276 

Feeders,  395 

compound  (see  Compound  Gen- 

erator), 295 

potential  diop  in,  63 

definition  of,  215 

power  loss  in,  fl? 

electromotive  force  of,  2.')7 

ayatems  of,  384 

homopolar,  305 

Field,  around  a  conductor,  17 

regulation  of,  292 

eoil  construction.  2S4 

isfituration  curve  ot,  258 

control  of  speed  by,  342 

determination  of,  261 

discharge  switch,  190 

field  resistance  line,  262 

intensity,  unit  of,  7 

hysteresis,  260 

resistancfi  line,  262 

seiies    (see    Series    Generator), 

FleminR's  Left  Hand  Rulo.  311 

301                                           ^_ 

Right  Hand  Rule,  2IS 

shunt    (see    Shunt   GeiieratopX^^^H 

Floating  battery,  403 

^^m 

Flux  density,  7,  171 

total  characteristic  of.  293          ^^^^H 

Force,  acting  on  a,  (Conductor,  30!) 

coercive,  181 

windings  (see  Windings).  222 

lines  of,  6 

Gilbeit.  di-finitionof,  170 

maRnetic,  5 

Gould  ploughed  plates.  100 

Forcod  winding,  243 

Gradient,  iM)tential.  202 

Four-point  starting  box,  332 

Gram-calorio,  62,  407 

Fractional  pitch  winding,  224 

Giumme  ring  winding,  222 

Friction  losses,  358 

Gravity  cell,  90 

Fringing.ofelectromagneficliiiPH,  171 

H 

of  elaotrosUtic  lines,  '210 

Front  piteh,  226,  239 

Hand  rule,  19 

Hc^at,  mechanical  equivalent  of,  62 

0 

Ht'iiting  of  dynamos,  369 

G(4K<>,  American  Wire  (A,W.(i,).  44 

meajurement  of,  370 

(iaivanometer,  123 

Standardization  Rules  tor,  368 

Ayrton  shunt  loi,  128 

Heniy,  definition  of,  184 

damping  cif,  125 

High  mica.  283 

D'Arsonval,  123 

Homopolar  generator,  305 

Horseshoe,  magnet,  13                        ^^^^| 

shunts,  128 

solenoid,                                            ^^^H 

Weaton  portable,  130 

Hut-wire  instruments,  136                    ^^^H 

Hydiomcter,  105                                 ^^^H 

Generated  elect rtimotivi'  lorco,  2!-'> 

Hysteresis,  181,  260                                              ■ 

equation  of,  216 

coefficients,  183                                                1 

in  armature,  215.  257 

h»wes  due  to,  182.  357                               1 

Tight  hand  rule  for.  218 

1 

1 

of,  300 

armature  reaction  ot,  267 

in  generator  armature.  215            ■ 
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Induced     electromotive     force,     in 
motor  armature,  316 
rule  for  direction  of,  218  . 
Inductance,  183 
mutual,  193 
self,  183 
Induction,  coil,  196 

electromotive  force  of  self,  186 

calculation  of,  190 
electrostatic,  199 
lines  of,  2,  171,  200 
magnetic,  11 
Inductive  circuit,  186 

decay  of  current  in,  189 
rise  of  current  in,  187 
Instruments,  122 

ammeters  (see  Ammeter),  128 
galvanometers,  123 
damping  of,  125 
shunts  lor,  126 
hot-wire,  136 
voltmeters,  134 
wattmeter,  161 
Insulation  testing,  150 
Insulators,  32 
International  ohm,  49 

volt,  48 
Inter  poles,  285 
Iron,  as  a  conductor,  256 
losses,  356 

eddy  current,  356 
hysteresis,  357 
pole  face,  358 
Iron-clad,  Exide  battery,  102 
solenoid,  22 


Jagabi  tachoscope,  353 
Joule,  60,  407 
Joule's  Law,  62 
Junction  boxes,  395 

K 

Kapp  opposition  test,  365 
Kilowatt,  definition  of,  59 
Kil'pwatt-hoiir,  definition  of,  60 


Kirchoff's  Laws,  77 

applications  of,  78,  82 


Ladder  system  of  distribution,  396 
Laminated,  magnets,  14 
pole  cores,  250,  274 
Lap  winding,  224 

development  of,  227 
equalizing  connections  in,  236 
number  of  paths  in,  233 
requirements  of,  228 
simplex,  226 
uses  of,  246 
Lead  cell,  97 

chemical  reaction  of,  99 
Leakage,  magnetic,  27 
LeClanch6  ceil,  91 
Leeds  &  Northrup,  dial  bridge,  145 
low    resistance    potentiometer, 
155 
Left  hand  rule,  Fleming's,  311 
Lenz's  Law,  186 
Lifting  magnet,  26 
Lincoln  motor,  343 
Linkages,  definition  of,  183 
Load,  curve,  399 

factor,  399 
Lodestone,  1 
Losses,  dynamo,  355 
armature,  355 
determination  of,  365 
friction,  358 
iron,  356 

eddy  current,  356 
hysteresis,  357 
pole  face,  358 
series  field,  356 
shunt  field,  356 
stray  power,  359 
measurement  of,  361 
hysteresis,  182 

M 

Magnet,  artificial,  1 
electro-,  23 
exploration  of  field  around  a,  9 
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Matcnet,  fomu  of,  13 

Magnetomotive  force,  170 

Manchester  plate,  100 

liftii^,  26 

Maxwell,  definition  of,  171 

uatural,  1 

Measurement,  cuirent,  53,  158 

neutral  zone  of,  ^ 

power,  160 

wire,  409 

resistance,  137 

Magnetic,  blowout,  338 

voltage,  157 

calniilations  for  dynajnos,  170 

circuit,  definition  of.  3,  169 

Megohm,  definition  of,  32 

circuit  of  dynamos,  27 

Mho,  definition  of,  36 

^^       compass,  8 

Mica,  high,  283                                 ^^ 

^^      6eld,  2 

undercut,  2S3                              ^^^^H 

^^^B          around  conductor,  17 

Microfarad,  204                                  ^^^H 

^^^         due  to  parallel  ninductorx,  19 

Microhm,  definition,  32                     ^^^H 

^^B           energy  of,  191 

Mil,  circular,  38                                      ^^^ 

^^B          flux        171 

foot,  38 

^^H          ititenaity  of,  7 

Motor,  309 

^P          law  of,  12,  174 

compound       (see       Compound 

1                      magnetomotive  force  of,   170 

Motor),   328 

of  solenoid,  20 

counter  electromotive  force  or. 

figures,  10 

316 

flux  density,  7,  171 

Lincoln,  343 

force,  5 

principle  of,  309 

induction,  11 

series  (see  Series  Motor),  324 

leakage,  27 

shunt  (see  Shunt  Motor),  321 

materials,  1 

speed  control,  339 

permeability,  171 

polM,  2,  5, 

33ft 

1               pull,  197- 

field  control,  342 

Lincoln  motor,  343 

^^H      screens,  14 

multivoltage,  341 

^^V     separator,  27 

of  railway  motor,  345 

^*       units,  170 

Stow  method,  343 

ampere-turn,  170 

Ward  Leonard  system,  341 

gauss,  171 

starters  (see  Starting  Box),  329 

gilbert,  170 

Stow,  343 

maxwell,  171 

testing,  348 

oersted,  170 

Magnetizing,  15 

Pronybiake,  34S 

Magnetism,  1 

rope  brake,  351 

earth's,  15 

torque,  313 

intensity  of,  15 

Multiple  unit  control,  345 

MagnetiKation  curves,  173 

Multiplex  winding,  233 

of  dynamos,  258 

doubly  re-entrant,  235 

typical,  177  - 

duplex,  235 

uses  of,  178 

singly"  re-entrant,  236 

Magneto,  14,  353 

Multipliera,  13.')                                                J 

m 
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Multi-voltage  speed  control,  341 
Murray  loop,  147 
Mutual  inductance,  193 

coefficient  of  coupling,  195 

effect  of  iron  on,  196 

N 

Neutiai  zone  of  magnets,  3 
Nickel-iron-alkaline  battery,  115 
applications  of,  118 
charging  of,  117 
chemical  reaction  of,  1 16 

O 

Oersted,  definition  of,  170 

Ohm,  definition  of,  32 

Ohm's  Law,  53 

Open  loop   series   distribution,  406 

Open    spiial    feeder    system,    384 

Opposition  test,  365 


Parallel,  batteries,  73 

circuits,  55  , 

conductors,  fiel4  due  to,  19 

loop  feeder  system,  406 

operation,  372 

compound  generators,  374 
shunt  generators,  372 
Pasted  plate,  101 
Per  cent,  conductivity,  36 
Permeability,    curve  for  cast  steel, 
174 

definition  of,  171 

of  iron  and  steel,  173 
Permeance,  definition  of,  170 
Pilot  cell,  106 
Pitch  of  winding,  225 

back,  225,  239 

front,  226,  239 
Plants  plate,  100 
Plunger  electromagnet,  23 
Poggendorf  method,  155 
Polarization,  88 

remedies  for,  89 


Pole,  commutating,  285,  321 
consequent,  5 
face  losses,  358 
interpole,  285,  321 
magnetic^  2 

strength,  definition  of,  5 
Potential,  absolute,  52 
difference,  48,  51 
drop  in  feeders,  63 
measurement  of,  53 
Potentiometer,  153 

current  measurement  with,  158 

standard  resistances,  158 
Leeds  &  Northrup   low  resist- 
ance, 155 
voltage  measurement  with,  157 
drop  wire,  157 
volt  box,  157 
Power,  distribution  systems,  380 
constant  potential,  383 
Edison  three-wire,  385 
electric  railway,  396 
feeder  systems,  384 
anti-parallel,  384 
closed  loop,  385 
open  loop,  406 
open  spiral,  384 
parallel  loop,  406 
return  loop,  384 
series-parallel,  385 
series,  405 

size  of  conductor  for,  382 
storage  battery,  399 
three-wire,  385 
Thury,  303,  380 
voltage  of,  381 
weight   of   conductor    for, 
381 
electrical  unit  of,  58 
loss,  in  dynamos,  355 

in  feeders,  67 
measurement,  160 
Primary  cell,  definition  of,  86 
requirements  of,  86 
Weston,  92 
Production  of  direct  current,  220 
Progressive  winding,  226,  239 
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Prony  brake.  348 

Right  hand  rule,  Fleming's,  218                   I 

cooling  of,  350 

King  winding,  222                                              ■ 

power  of,  350 

Rocker  ring,  256                                               M 

zero  reading  of,  350 

Rope  brake,  351                                     ^^M 

PuU  due  to  magnetic  fipld,  197 

^M 

Q 

.Saturation  curve,  258                    ^^^^^| 

Quantity  of  electrieity,  definitiot 

of. 

determination  of,  261 

4S 

effect  of  hysteresis  on,  260 

E 

field  resistance  line,  262 

Railway  motors,  328 

Screens,  magnetic,  14 

multiple  unit  control,  345 

Secondary  coll,  86 

spwed"  control,  345 

{aee  .Storage  Battery),  96 

Rating,  of  dynamos,  368 

Self  induction,  electromotive    force 

of  storage  battery,  110 

of,  186 

Reaction,  armature,  267.  31ft 

calculation  of,  190 

chemical,  99,  116 

Separator,  in  batteries,  104 

Regulation,  speed,  323 

magnetic,  27 

voltage,  292 

Series,  batteries  in,  73 

Regulator,  Tirrill,  306 

circuits,  54 

Relay,  telegraph,  24 

condensers,  206 

Reluctance,  definition  of,  170 

distribution,  405 

unit  of,  171 

field,   calculation  of  turns  for, 

Reraanence     (magnetic    induetion), 

300 

181 

di  verier  for,  298 

Resistance,  definition  of,  31,  40 

loss  in.  356 

uses  of,  295 

International   Standard   of. 

49 

generator,  301 

Brush  Arc  machine,  303 

^^^       measurement  of,  137 

characteristics  of,  302 

^^H          voltmeter-ammeter    method, 

Thompson-Honston,  3M 

H            137 

Thury  system,  303 

^^B        Wheatstone  Bridge,  141 

used  as  booster,  .W4 

^^H    parallel  connection  of,  37 

motor,  324 

^^H    relation  to  direction  of  current, 

characteristics  of,  325 

H 

railway,  328 

^^V     series  connection  of,  37 

speed  equation  of,  325 

^H     standard,  158 

starting  boxe^  for,  334 

^^H      teinperature    coefficient    of 

41 

no  load  release,  334 

^H^  ■       table  of.  43 

no  volt^c  release,  334 

unit  of,  32,  40 

torque  of,  324 

units  for  starting  bojtes,  338 

uses  of,  328 

Reaiativity,  34 

parallel  system,  385 

table  of,  40 

reaiatances,  37 

volume,  35 

turhs,  determination  of,  300 

Retrogressive  winding,  227,  239, 

240 

Shunt,  ammeter,  131 

^^Hetum  loop  feeder  system,  384 

Ayrton,  128                                ^^J 
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Shunt,  field,  loss  in,  356 
resistance  line,  262 
for  galvanometer,  126 
generator,  264 

armature  reaction  of,  267 
building  up  of,  265 
characteristics  of,  288 
commutation  of.  276 
critical  field  resistance,  265 
failure  to  build  up,  266 
parallel  operation,  372 
regulation,  292 
motor,  321 

characteristics  of,  323 
speed,  322 

regulation,  323 
starting  torque,  324 
uses  of,  324 
Silver  conductors,  46 
Simplex  winding,  226 
Sine  wave,  219 
Slide  wire  bridge,  144 
Slotted  pole  faces,  275 
Solenoid,  ammeter,  128 
commercial,  22 
definition  of,  21 
horseshoe,  24 
iron-clad,  22 
magnetic  field  of,  20 
plunger,  22 
Spark  coil,  192 
Sparking  at  commutator,  281 

effect  of  brush  position  on,  282 
high  mica,  283 
undercut  mica,  283 
Specific,  conductance,  36 
gravity,  106 

table  of,  408 
inductive  capacity,  204 

table  of,  205 
resistance,  34 
Speed,  control  of  motors,  339 

armature  resistance  method, 

339 
field,  342 

Lincoln  method,  343 
multi-voltage,  341 


Speed,  conirol  of  motors,  railway,  345 
Stow  method,  343 
Ward  Leonard  system,  341 
equation  for  determining,  319 
measurement  of,  353 
Jagabi  tachoscope,  353 
magneto  and  voltmeter,  353 
revolution  counter,  353 
tachometer,  353 
regulation,  323 
Standard,  Annealed  Copper,  45 
Clark  cell,  93 
resistances,  158 
Weston  cell,  92 
Starting  boxes,  329 
automatic,  335 

Cutler-Hammer,  335 
Electric    Controller    &    Mfg. 
Co.,  336 
four-point,  332 
magnetic  blowouts  for,  338 
resistance  units  for,  338 
series  motor,  334 
no  load  release,  334 
no  voltage  release,  334 
speed  adjustment,  333 
three-point,  331 
Static  electricity,  198 
Stationary  battery,  103 
Steel  conductors,  47 
Storage  battery,  96 
capacity  of,  115 
charging.  111 

booster  method,  112 
constant  current  method.  111 
constant    potential    method, 
112 
distribution  systems,  399 

counter  electromotive  force, 

control  of,  401 
floating  battery,  403 
resistance  control,  401 
Edison,  115 
efficiency,  118 
electrolytes,  105 
Gould  ploughed  plates,  100 
installation,  107,  114 


^^^^^^^^^^^^ 

— • ^ 
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^^^^5ebSte^^S-clad  Exide,  102 

Thermal  units,  62,  407 

lew!  cell,  97 

Thompson -Houston  genprat<(r,  303, 

p-hemical  reaction  of,  fl9 

405 

-Ryan  method,  275 

^^L       nickel-iron-alkaline,  115 

Thomson  watthour  meter,  163 

^^m      pasted  plate,  101 

Three-point  starting  box,  332 

^^1      pilot  cell,  106 

-wire  generator,  394 

^H      Pknt£  plate,  100 

-wire  system,  Edison,  385 

^H       rating,. 110 

advantages,  385 

^^H      separators,  104 

eiTect  of  open  neutral  on,  387 

^H      specific  gravity,  106 

methods  of  obtaining  neutral, 

390 

^H       tanks,  102 

balancer  set,  391 

■■      temperature,  114 

storage  battery,  380 

■•lA       vehicle,  108 

three-wire  generator,  394 

Stow  motor,  343 

two  generator,  390 

Stray  power,  359 

curves  of,  363 

-wire  watt-hour  meter,  167 

measurement  of,  iHil 

Thury  system, -303.  380 

Switch,  discharge,  11)0 

Time  constant.  187 

Syringe  hydrometer,  106 

Tirrill  voltage  regulator,  306 

SyBtcms  of  feeders,  384 

Torque,  definition  of,  312    ■ 

anti-parallel,  384 

developed  by  motor,  313    U-- 

closed  loop,  385 

series  motor,  324 

Edison  three-wire,  385 

shunt  motor  starting,  324 

open  loop,  406 

units  of,  312 

open  spiral,  384 

Total    characteristic    of    generator. 

parallel  loop,  406 

293 

return  loop,  384 

Types  of  generatora,  263 

series-parallel,  385 

compound,  29S 

series,  301 

T 

shunt,  264                                               1 

Tables,    American    Wire    Gage,    44 

Typical  magnetization   curves,   177 

current  capacity  of  wires,   410 

layer  windings,  409 

V 

relations  of  units,  407 

resistivity,  40 
specific  gravities,  408 

Itndcrcut  mica,  283 

temperature  coefiicifints  of  i'i»- 

sistance,  43 

Units,  magnetic,  170 

Tachometer,  353 

relations  of,  407 

Taehoscope,  Jagabi,  353 

Tanks  for  batteries,  103 

V 

Telegraph  relay,  24 

Temperature    coefliciont    of    roaiat- 

Varlev  loop,  14S 

ance,  41 

Vehicle  batterv,  108                                           1 

table  of,  43 

Exide,  109                                                   ^ 
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Volt,  box,  157 

definition  of,  48 

International,  48 
Voltage,  generated  by  rotating  coil, 
219 

gradient,  202 

measurement,  52 

with  potentiometer,  157 

regulation  of  generator,  292 

regulator,  Tirrill,  306 
Voltmeter,  134 

extension  coils,  135 

multipliers,  135 


W 


Ward-Leonard  system,  341 
Watt,  definition  of,  58 
-hour  meter,  162 
astatic,  168 
Thomson,  163 

adjustments  of,  165 
three-wire,  167 
meter,  161 

-second,  definition  of,  60 
Weber's  theory  of  magnets,  3 
Weston,  ammeter,  129 

portable  galvanometer,  130 
Standard  Cell,  92 
normal,  94 
secondary,  94 
Wheatstone  bridge,  141 

method  of  using,  143 
Winding,  closed  circuit,  223 


Winding,    comparisons  of    lap  and 
wave,  245 
creeping,  243 
development  of,  227 
drum,  223 
dummy  coil,  242 
forced,  243 
formed  coils  for,  225 
fractional  pitch,  224 
Gramme  ring,  222 
lap,  224 

development  of,  227 

equalizer  connection,  236 

multiplex,  233 

paths  through  armature,  230 

requirement  for,  228 

simplex,  226 

uses  of,  246 
multiplex,  233 

doubly  re-entrant,  235 

duplex,  235 

singly  re-entrant,  23(> 
numbering  slots  for,  226 
open  circuit,  221 
pitch  of,  225 
progressive,  226 
table,  228 
wave,  238 

brushes  required  for,  244 

paths  through  armature,  244 

progressive,  239 

retrogressive,  239 

uses,  246 
Wire  gage.  American,  44 
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